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In developing the present revision of Volume I, Direct Currents, the 
author has kept in mind the significant and extended advance which has 
taken place in the field of electrical engineering during these last yearn. 
The advance has been not only in electrical theory, but in design, the wide 
development of control mechanisms, transmission of power, selection of 
units, and in various techniques and operations. There has resulted 
consequently and naturally a raising of the standards of enginwring 
education 'nd the necessity of a broader and clearer understanding of 
fundamental l&we and relationships. 

Although the of this text permits th<» inclusion only to a limited 
extent of the newer techniques, attempt has been made to present more 
completely the fundamental laws of electricity and magnetism which can 
then serve as the basis for the more complete developments into special 
fields. 

The author has given long and careful consideration to the systems of 
electrical units which should be included. Although .the mks system was 
adopted by the International Electrotechnical Cofnjnissien hi 1935, there 
actually are two such systems, the unrationalized and* th$ rationalized, 
and as yet (1951) neither has become standard. Moreover, from the 
beginning, the development of electrical and magnetic theory has been 
d on the two cgs systems; a large number of textbooks and handbooks 
ike these systems and they are still widely used in current technical 
^Efrtions. Furthermore, the design of electrical machineiy is still 
'4$Jn the cgs magnetic units and this will continue. Accordingly, 
w^aident is certain to encounter the two cgs systems and the two mks 
terns in his work, not only as student, but in the practice of his profes- 
jn. Since this is ordinarily the first text in electrical engineering for 
ist students, it seemed desirable that they should know the basis 
each of the systems, the relations among their units as well as their 
^plications. Accordingly, all four systems of units are presented, but 
&pey are so segregated that teacher and student can select and develop any 
>r all of the. systems as he sees fit. In order to clarify the relations of t&g 
■nits of the systems to one another, each illustrative example in the tekt ii 
solved in each of the systems to which its units are adapted. 

In addition, in Appendixes B and C, the magnitudes of the units of the 
several systems are compared and an illustrative problem is given. Ahlfy 
comparison is made of corresponding quantities and formulas **^ 
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occur in the electric and magnetic circuits and in the cgs and inks systemr 

Throughout the text the. standards of the American Institute of Elec¬ 
trical Engineers and of the American Standards Association are used foi 
letter and graphical symbols, definitions of electrical terms, standards for 
insulation temperatures, and rotating machinery. 

Semiconductors, which include varistors and thermistors, are relatively 
new developments in circuit elements and are becoming widely used for 
such applications as temperature measurements and for conditions in 
which nonlinearity in a circuit is desired. These are described with 
typical resistance-temperature characteristics in Chapter I. 

As power and communications systems expand, the circuits become 
more complicated and it is correspondingly difficult to determine th 
voltage and current relations. The solution of such circuits is greatly 
facilitated by such network theorems as Maxwell's mesh equations, 
superposition theorem, Th6venin's theorem, reciprocity theorem, and ir, 
T, and L types of networks, all of which are now presented in Chapter IV. 

In the chapter on batteries, electrolytic terms have been specifically 
defined in accordance with ASA standards; the newer developments in 
lead-lead-acid and iron-nickel-alkali batteries, and such new types as the 
Ruben cell, the silver-chloride-magncsium water-activated battery, and 
the nickel-cadmium-alkali (Nicad) storage battery have been added. 

The development of Alnico-alloy permanent magnets has resulted in 
new designs of direct-current instruments such as the concentric-magnet 
and concentric-scale types. The photocell has become a common and 
most useful device, particularly for such applications as light meters and 
control apparatus, and ohmmeters are now widely used for electrical 
testing. Descriptions of these newer types of instruments are now give# 
in Chapter V, as well as considerably more detail in the testing of caj&H: 
for shorts, crosses, and grounds. 

The treatment of magnetism has been expanded to include the theof 
based on the Bohr atom and the spinning-electron theory of ma^neti 
moments resulting in the crystal and domain structure of magnet' 
materials and their effects on magnetic properties, such as the Barkhausr 
effect, the Curie point, permeability, saturation, hysteresis, and perm : ' 
nent magnetism. Magnetic theory now includes the relations amori* 
unit poles, field intensity, flux density, permeability of magnetic material 
and of evacuated space, the several systems of units being used. Alnict 
alloys have attained great importance and accordingly there has been 
fifdded a discussion of their composition, properties, the design and the 
performance of Alnico permanent magnets, and their uses in magnetic 
chucks. To electromagnetism has been added the Biot-Savart law in 
mks, as well as in cgs units; the detailed development of magnetic fields 
produced by straight wires, circular turns, and solenoids; magnetic cir- 
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jjits; hysteresis loss by integration over the entire hysteresis loop; 
formulas for eddy-current loss in laminations; separation of core losses into 
*aeir hysteresis and eddy-current components; and obtaining the hys¬ 
teresis loop by means of the cathode-ray-oscilloscope. 

The electric field is analyzed, in much more detail than formerly, and 
now includes Faraday's tubes of force, Gauss' theorem, the relationship of 
field intensity, flux density (or displacement), capacitivity of “the dielec-* 
trie material and of evacuated space, energy per unit volume, and the 
capacitances of parallel cylinders and of overhead transmission lines. 

The chapters on electrical machinery have been revised to include illus¬ 
trations of modern practice in machine construction; the calculation of 
distributed mmfs and their effect on armature reaction; demagnetizing 
effect of the cross-magnetizing armature ampere-turns; the amplidyne 
and rototrol power-amplifying machines; analysis of total losses in electric 
machinery in accordance with American Standards, with examples based 
on experimental combination of non-copper losses into “stray power. 1 ’ 
The industrial applications of the different types of motor have been sum¬ 
marized in a table; the tables of performance data and efficiencies have 
been revised to apply to the most modern types of machines, and the 
temperature characteristics of the insulation are revised in accordance 
with the ASA standards. There is a detailed description of the West 
Point type of vibrationless prony brake. 

In the chapter on the transmission and distribution of electric power, 
there is a new wiring diagram of a typical power system beginning with 
the a-e generators in the power station and ending with the d-c distribu¬ 
tor! system; there is new material on d-c distribution networks with feed¬ 
ing (‘enters and junction boxes; the relation of weight of transmission 
ijpductor to the transmission distance as well as to the voltage, and 
Nations of storage batteries for standby service, regulating duty, 
Id emergency light and power. 

Th^re are 702 new problems related closely to the material of the text, 
d many of these problems are adapted to solutions by the different 
stems of electrical and magnetic units. 

-vThe author is indebted to many teachers and other users of the book 
i# suggestions which have been most valuable in the revision. Among 
iiose who have been particularly helpful are Colonel B, W. Bartlett, 
/rufessor and Head of the Department of Electricity at the United States 
Military Academy at West Point, and Lieutenant Colonel Rex I. Heinlein, 
r., Associate Professor in the same department. A considerable part of 
he new material was submitted by them and came from their teaching 
xperienee at the Military Academy. 

Considerable assistance was received from Raymond T*?■ Gibbs of the: 
Graduate Department of Engineering at Harvard Universftj&yMdv^^ 
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A. L. Russell of the Franklin Technical Institute of Boston, who has con¬ 
tributed to the preparation and solution of the problems and prepared the 
Table of Contents and the Index. 

The author is deeply indebted to the late H. W. Beedle, formerly 
Engineer and Manager of the Boston Office of the Electric Storage Battery 
Company, who advised in the revision of the chapter on batteries. Also, 
assistance was received from M. W. Dickover, Chief Engineer of Gould- 
National Batteries, Inc.; W. B. Manson, Chief Application Engineer, 
Thomas A. Edison, Inc., and from Dr. A. Fleischer, Research Director, 
Nickel-Cadmium Battery Corporation. 

Valuable suggestions have been received from Professor Harry Baum 
(retired) of the College of the City of New York; Professor A. S. Brown of 
the University of Kansas; Professor Segismundo Gerszonowicz of the 
University of Montevideo; Professor J. Hugo Johnson of the University 
of Idaho; Dean J. H. Lampe of the North Carolina State College of 
Agriculture and Engineering, and Professor F. N. Tompkins of Brown 
University. 

Also the assistance of the several manufacturers who contributed data 
and illustrations is gratefully acknowledged. 

The author is very greatly indebted to Professor H. E. Clifford, Con¬ 
sulting Editor and formerly Dean of the Graduate School of Engineering, 
Harvard University, for his close collaboration and valuable suggestions 
in the preparation of the manuscript and for his careful editing of the 
printed proofs. 

Chester h. Dawes 

Cambridge, Mass. 

November , 1951 
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For some time past the editors of the McGraw-Hill Electrical Engi¬ 
neering Texts have experienced a demand for a comprehensive text cover¬ 
ing in a simple manner the general field of Electrical Engineering. 
Accordingly, these two volumes were written at their request, after the 
scope and general character of the two volumes had been carefully 
considered. 

As the title implies, the books begin with the most elementary con¬ 
ceptions of magnetism and current-flow and gradually advance to a more 
or less thorough discussion of the many types of direct and alternating- 
current machinery, transmission devices, etc., which arc met. in practice. 
These two books are intended for Electrical Engineering students as a 
stepping stone to the more advanced Electrical Engineering texts which 
arc already a part of the series. 

These two volumes should be useful also to students not planning to 
specialize in the electrical engineering field, who are taking courses in 
Electrical Engineering as a part of their general training. Sucji men often 
find difficulty in obtaining detailed and straightforward discussions of 
the subject in any one text and the brevity of their course does not give 
them time to assimilate fragmentary information obtainable only by 
consulting a number of references. Men taking foremen’s and industrial 
courses in Electrical Engineering, which as a rule are carried on only in the 
evening, require textbooks sufficiently comprehensive, but at the same 
time not involving much mathematical analysis. Ordinarily, this type 
of student does not have ready access to reference libraries and is usually 
out of contact with his instructors except during the short time available 
for classroom work. In preparing this work the needs of the foregoing 
types of students have been c&iefully kept in mind and as a result, a 
liberal use of figures and illustrative problems has been made. Also fre¬ 
quent discussions of the methods of making measurements and labora¬ 
tory tests are included. 

• In any course in Electrical Engineering, even though it be intended for 
nonelectrical engineers, the author feels that the student gains little from 
a hurried and superficial treatment of the subject, as such treatment tends 
only to develop the memorizing of certain formulae which are soc^fpr* 
gotten. Accordingly the attempt has been made in this ti&tttib- 
and explain each phenomenon from a few fundamental and ^ 
stood laws rather than to give mere statements of facts. SdPft 
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will develop the student’s reasoning powers and give him training that will 
be useful in the solution of the more involved engineering problems that 
may arise later in his rareer. 

Throughout the text, especially in the treatment of the more abstract 
portions, an attempt has been made to show the ultimate bearing upon 
general engineering practice. The student takes more interest in the 
theory when he sees that it can be applied to the solving of practical prob¬ 
lems. Because this work is not inter ded for advanced students in Elec¬ 
trical Engineering, little or no calculus is used and the mathematics is 
limited to simple equations. 

The author is indebted to several of the manufacturing companies who 
have cooperated in the matter of supplying photographs, cuts, and mate - 
rial for the text; and particularly to Professor II. E. Clifford of The Har¬ 
vard Engineering School, for his many suggestions and for the care and 
pains which he has taken in the matter of editing the manuscripts. 

Chester L. Dawes 

CAMRKib'iE, Mass. 

January, 1920 
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A COURSE IN 

ELECTRICAL ENGINEERING 


VOLUME I 

DIRECT CURRENTS 

CHAPTER I 
RESISTANCE 

Introduction. The importance which electricity has in the life of both 
the community and the individual is so evident that it hardly needs be 
emphasized. No city, even of moderate size, could exist today without 
electrical energy for light, transportation, water supply, elevators, com¬ 
munication, power, etc. Even automobiles become inoperative without 
electrical energy for ignition, starting, and lights. There are several fac¬ 
tors which make electricity so useful and so important, Electrical energy 
can be readily and efficiently converted into any form of energy, such as 
heat, light, mechanical, and chemical energy.^ It may be generated at 
the most favorable locations, such as at a waterpower site where hydraulic 
energy is available, near a coal mine where fuel is readily obtainable, or 
at the shore of navigable water to which fuel can be economically shipped 
and where ample cooling water is available, * 

Electrical energy may be efficiently transmitted for great distances to; 
regions where it can be used effectively, as at centers of population, fo£ 
electric railways, in mills, and at industrial centers. 

Electrical energy is convenient in that it can be easily applied for 
numerous and varied purposes such, for example, as electric traction, to 
operate elevators, to drive machine tools, to operate electric appliances 
and electric furnaces, and for lighting. It is readily concentrated to give 
extremely high temperatures, as in spark plugs and in arc lights, in wekt 
ing and in electric furnaces. It is readily and quickly controlled. 

Moreover, in connection with magnets, electrical energy can be used 
for operating relays, telephones, bells, and tractive magnets (p. 239). 

(Electrical energy is free from the products of combustion such as smoke, 
ashes, and fumes .] 

The numerous uses and applications of electricity can be accothplisheid :; 

i " ' - • ■ 
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only through a thorough understanding of the laws which govern its flow 
in circuits, its relations with magnetism, as well as its generation, its 
electromechanical and electrochemical effects. 

1. Nature of the Flow of Electricity. According to modern theory, 
which has been substantiated by the experimental results of many investi¬ 
gators, the atoms of all matter consist of a positively charged nucleus, 
around which infinitesimal negative charges rotate with high angular 
velocity. The individual negative charges, which are called electrons , 
are indivisible and are found to be identical for all matter. In con¬ 
ductors, some of these electrons are free to pass from atom to atom when a 
difference of potential is impressed across the ends of the conductor. 
The movement of these electrons constitutes the electric current. Hence, 
the electric current may be considered as electricity in motion and is 

called dynamic electricity. 

Since electrons are negative charges, 
the direction of their motion is opposite 
to the conventional direction of current. 
This is illustrated in Fig. 1, which shows 
an electrolytic cell, or battery, supplying 
current to an incandescent lamp. The 
conventional direction of current is from 
the positive electrode of the battery 
through the external circuit, which in¬ 
cludes the lamp, to the negative electrode 
of the battery, and then within the bat¬ 
tery, from the negative to the positive 
electrode, where the conduction is by ions (p. 133) On the other hand, 
the direction of flow of the electrons is opposite that of the current. In 
the external circuit the electrons, being negative charges, are attracted 
by the positive electrode and repelled by the negative electrode and have 
the direction shown. Within the battery, negative ions go from the 
positive to the negative electrode. 

In nonconductors of electricity, or insulators, 1 the electrons are very 
closely bound to the nucleus, and it is difficult to remove an electron 
from the atom. Hence, as compared with conductors, a relatively high 
potential difference is required to remove only a few electrons from the 
atom, and the corresponding current is extremely small. 

2. Electrical Resistance. The current in an electric circuit depends 
not only on the electromotive force impressed on the circuit but on the 
circuit properties as well. For example, if a copper wire be connected 

/No substance is a perfect insulator, but the current which the usual insulator 
wiU conduct with a given potential difference is extremely small as compared with 
tli&t for conductors of electricity under similar conditions. 


Convention 
direction of 
current . 


Conventional 
i direction of 



Positive 

electrode 


Negative 

electrode 


Fig. 1. Electron movement and 
conventional direction of current. 
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across the terminals of a battery, a current will flow 1 through this wire 
If a poor contact be made at one of the battery terminate or at some other 
point in the circuit, the current will decrease, even with the emf remain¬ 
ing constant. Also, heat will be dissipated at the point of poor contact;, 
Likewise, if the copper wire be cut and a small incandescent lamp be 
inserted in the circuit, the lamp filament will be heated and may become 
incandescent. At the same time the current in the circuit will decrease 
in magnitude. In both cases heat is noticed particularly at the points in 
the circuit where the poorer conducting medium is inserted. Also in 
each case a decrease in current accompanies the insertion of the poorer 
conducting medium, even with a constant emf. 

This property of an electric circuit tending to prevent the flow of 
current and at the same time causing electric energy to be converted 
into heat energy is called resistance. 

Resistance may be accounted for by the electron theory of current flow 
discussed in Sec. 1. The electrons in moving through the conductor must 
pass through the molecules or the atoms. In doing so they collide with 
other electrons and with the atoms. The collision results in the evolution 
of heat (called joulean heating) and accounts for the heat which accom¬ 
panies current in a resistance. The number of electronic collisions in a 
given time varies as the square of the current, so that the joulean heating 
varies as the square of the current. Also, because of the electronic and 
atomic collisions, the velocity of the electrons is reduced and a higher 
resulting potential difference is necessary in order to maintain a given 
current. 

Resistance in the electric circuit may be likened in its effect to friction 
in mechanics. For example, if a streetcar is running at a uniform speed 
on a straight, level track, friction tends to prevent the moving of the car. 
The power which is used in moving the car is converted by friction into 
heat. Friction tends to impede the flow of water in a pipe or in a flume, 
some of the energy of the water being expended in overcoming this 
friction. The loss of energy is represented by a loss of head. This 
energy loss is largely absorbed by the water, and careful measurements 
would show a slight increase in its temperature. 

As will be shown in the next chapter, the energy loss which occurs 
when an electric current flows in a resistance is directly proportional to 
the amount of resistance and to the square of the current. Also the cur¬ 
rent is equal to the applied emf divided by the resistance (Ohm’s la#) 
That is, the current J ** E/R (see p. 37). 

* Actually current does not flow, but rather the electric chargee or quantity. Cur¬ 
rent is the rate of flow of quantity (p. 31), However, in order to obtain eimplictty in 
expression, it has become general practice to refer to "current flow.’' In these texts 
“current flow ” ia used only when it appears unavoidable. 
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3. Conductors and Insulators. It is stated in Sec. 1 that, with some 
substances, electrons are able to pass readily from atom to atom, and 
such substances are conductors. On the other hand, with other sub¬ 
stances, electrons can be removed from the atom only with difficulty, 
and such substances are insulators. However, all substances 1 offer some 
resistance to current and are therefore not perfect conductors; moreover, 
all insulating substances are conducting to some extent. For the most 
part there is a marked distinction betweer conductors and insulators. 

Conductors may be divided into three general classes, metallic , electro¬ 
lytic , and gaseous. With metallic conductors, conduction is due to the 
interatomic movement of the electrons within the conductor (Sec. 1) and 
is not accompanied bj' any movement of material through the conductor, 
or by chemical action. With electrolytic conductors, 2 conduction is accom¬ 
panied by a movement of material through the conductor and usually by 
chemical action (Sec. 109, p. 133). With gaseous conductors, conduction 
is due to the movement of free positive ions and free negative ions, or 
electrons, into which the atoms of the gas become divided when it 
becomes ionized (Sec. 257, p. 360, and also Chaps. XIV, XV, Vol. II). 

The best conductors are the metallic ones which include such metals as 
copper, silver, and alloys; carbon and graphite are also metallic con¬ 
ductors. The electrolytic conductors include solutions of acids, bases 
and salts, fused salts and vitreous substances. Most organic and vitreous 
substances are insulators, such, for example, as rubber, oils, glass, and 
quartz. (At very high temperatures, vitreous substances become con¬ 
ductors in an electrolytic sense. The Nernst lamp was based on the 
principle that porcelain becomes conducting at the temperature of incan¬ 
descence.) Electrolytes have varying degrees of conductivity, but in the 
electrolytic sense only. 

Of the usual metals, silver is the best conductor, and copper is second 
best (see Appendix H, p. 592). The other metals and their alloys have 
varying degrees of conductivity. Oils, glass, silk, paper, cotton, ebonite, 
fiber, paraffin, rubber, plastic substances, etc., may be considered as non¬ 
conductors or good insulators. Wood, either dry or impregnated with oil, 
is a good insulator, but wood containing moisture is a partial conductor. 

The marked differences between conductors and insulators are illus¬ 
trated as follows: 

1 Professor Kamrrlingh-Onnes of Leyden, in 1914, was able to produce a circuit in 
which an electric current showed no diminution in strength 5 hr after the emf had been 
removed. The current was induced magnetically in a short circuited coil of lead wire 
at — 270“C produced by liquid helium, and the inducing source whs then removed. 
Liquid helium has the lowest temperature known, being in the neighborhood of 
absolute aero (—273°C). This experiment indicates that the resistance of the lead 
Was practically aero at this extremely low temperature. 

1 Electrolytie conduction is discussed in Chap. IV, p. 95. 
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The resistance between opposite faces of a centimeter cube of obpper at 
20°C is 1.7241 ■ 10^ 6 ohm; the resistance between opposite faces of a 
centimeter cube of hard rubber is approximately 10 1# ohms, giving for; 
the ratio of the resistivity of hard rubber to that of copper the value 
0 * 10 21 , approximately. Likewise, the resistance between opposite faceis 
of a centimeter cube of glass is of the order of 10 14 ohms, making its 
ratio to that of copper also very high, 

4. Unit of Resistance. The ohm 1 is the practical unit of resistance 
and is defined as that resistance which will allow 1 ampere to flow if 
1 volt is impressed across its terminals (also see p. 31 for more complete 
definition). 

An ohm has such a value that 1 ampere going through it for 1 second 
produces as heat 1 joule of energy. 



Fig. 2. Resistance and direction of current. 


The resistance of insulating substances is ordinarily of the magnitude 
of millions of ohms, so that it is awkward to express this resistance in 
terms of a unit as small as the ohm. The megohm , equal to 1,000,000 
(10 fi ) ohms, is the unit ordinarily used under these conditions- (The 
prefix “mega” means million.) 

On the other hand, the resistance of bus bars and short pieces of metals 
may be so low that the ohm is too large a unit for conveniently express¬ 
ing it. Under these conditions either the milliohm , equal to 1/1,000 or 
10“ 3 ohm, or the microhm , equal to 1/1,000,000 or 10“ 6 ohm, may be 
used as the unit. (The prefix “milli” means one-thousandth, and the 
prefix “micro” means one-millionth,) 

5. Resistance and Geometry of Conductors. The resistance of a body 
of a given material depends both on its geometry and on the direction of 
the current. For example, consider the rectangular prism shown in 
Fig. 2(a), composed of two equal cubes A ' and B' 1 cm on edge and of 
the same conducting material. If the direction of the current 7 is from 
side A to side B, which is the side opposite A, the current must go sue-* 
cessively through the two cubes. It is pointed out in Sec. 2 that electrical 
resistance is due to the collisions of the moving electrons, constituting 

1 The unit is named for Georg Simon Ohm (1787-1854), of Germany, the mathe¬ 
matician who about 1827 evolved the principle now known as Ohm's law, He klefr 
had a prominent part in the development of other banc laws of electricity^ 
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the current, with the electrons and atoms associated with the conducting 
material. Hence, with the current going from side A to side B, there 
will be twice the number of electronic collisions as would occur with a 
single cube. Therefore the resistance between sides A and B is twice 
that of a single cube. 

Hence, it follows that, with constant cross section, resistance varies 
directly as the length of the conductor. 

Next consider Fig. 2(6), in which the direction of the current in the 
prism is at right angles to that shown in (a). The cross section of the 
current path has been doubled so that the current through each of the 
cubes A and B is now 1/2 amp, or one-half that in (a). Therefore, for a 
given number of moving electrons, the electron velocity must now be 
one-half that for / amp in a single cube. The energy of electron collision 
is }^My 2 , where M is the mass and v the velocity. With half the cur¬ 
rent, the energy loss per second, or the power loss, per cube is therefore 
one-fourth that for I amp in a single cube. However, in (6) there are 
two cubes in parallel so that the total power loss is one-half that occurring 
when the current- per cube is / amp. Hence the resistance of the two 
cubes in parallel is one-half that of a single cube. Thus, with a current 
path of constant length , the resistance varies inversely as the cross section 
of conductor path. 

Also, the resistance in Fig. 2(6) is but one-fourth that between surfaces 
A and B in (a). This illustrates the fact that the resistance of a con¬ 
ducting body depends not only on its geometry but also on the direction 
of the current. In the usual electric circuit the length of the path is so 
great as compared with its cross section that the direction of the current is 
obvious. However, there are instances, such for example as current in 
insulation (p. 9), in which it is easily possible to choose the incorrect 
direction of the current. 

Conductance is the reciprocal of resistance (p. 9) and, for a given volt¬ 
age, determines the rate at which electric energy is converted into heat 
or radiant energy. Let the energy converted per second in a single cube, 
Fig. 2(6), be w units. The energy converted per second in the two cubes 
in parallel is accordingly 2 w units. Hence the conductance of the two 
cubes in parallel must be twice that of a single cube. Hence, it follows 
that conductances in parallel must add. 

6. Resistivity, or Specific Resistance. In Sec. 5 it is shown that, with 
constant cross section, the resistance of a conducting body varies as the 
length, and with constant length the resistance varies inversely as the 
cross section. Hence it follows that the resistance of a homogeneous body 
of uniform cross section varies directly as its length and inversely as its cross 
section , the length being taken in the direction of the current and the 
cross section perpendicular to the direction of the current. 
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That is. 



( 1 ) 


where R is the resistance in ohms, L is the length in the direction of the 
current, A is the area at right angles to the direction of the current, and 
p is a constant of the material known as its resistivity or specific resistance. 

If L is 1 cm and A is 1 cm square, the substance in question must have 
the form of a cube, 1 cm on an edge, and 


or 


R 


1 


R — p. 


p is called the resistivity or the specific resistance of the substance, in this 
case per centimeter, p may also be expressed in terms of an inch, i,e. t 
the resistance of an inch cube, or in other units, as will be shown later. 
The resistivity of copper is 1.7241 microhm-cm, or 1/580,000 ohm-cm at 
20°C. The resistivities of various substances are given in Appendix H 
(p. 592). Knowing the resistivity in terms of the ohm-centimeter 1 or 
other units, the resistance of a wire, 
bar, etc., may be readily computed 
from Eq. (1). 



Current 


Example . Determine the resistance of 
the two brass rods A and B, Fig. 3, the 
resistivity of the brass being 11.4 mi- 
crohm-cm. Rod A is 100 cm long and 
has a circular cross section of 4 sq cm; rod B is 50 cm long and has a circular cross sec¬ 
tion of 8 sq cm. 


Area- 8sq cm-** I Current 

Fia. 3. Brass rods having equal volumes 
but unequal resistances. 


Rod A. R » 11.4 10 9i * 285 microhms. Ana. 
Rod B. R — 11.4 * 71.25 microhms. A?is. 


Although both rods have the same volume, rod A has four times the resistance of 
rod B, because its length in the: direction of the current is twice that of B and its 
cfobs section, perpendicular to the direction of the current, is one-half that of B. 

* Equation (1) assumes that the current is uniformly distributed over the cross 
section of the conductor, which is usually true with direct current. However, with 
conductors in which the cross section is not uniform or the length for a given cross 
section is not constant (see Sec. 9), the current is not uniformly distributed over the 
cross section of the conductor. Also with alternating current, the current density is 
greatest in the outside layer of the conductor and decreases as the center is approached. 
This is called "skin effect." 

1 The term ohm-centimeter comes from Eq. (1), which may be written p — R(A/L). 
Since R is in ohms, A in square centimeters, and L in Centimeters, the right-hand term 
becomes RL, or ohm-centimetera. 
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Example. Determine the resistance of 3,000 ft of annealed 0000 copper wire having 
a diameter of O.4G0 in , the resistivity of copper being taken as 1.724 microhm 
(« 0.00000172# ohm) tin at 20 P C (see Sec. 15). 

.1,000 ft - 3,000 ■ 12 2 54 - 'll, 100 cm. 

Cross section * * (0 400 ■ 2 64)* « 1.071 sq. cm. 

fi - p ' A - (0 000001724) ("/■-) - 0.1471 ohm. Ant. 

7. Volume Resistivity. Hiace the volume of u l»ody is 

V - LA 

where L is its length ami A its uniform cross section, Kq. (I) may be 
written 



That is: 

The nsistance of a conductor varies directly as the square of its length 
when the volume is find. 

Thf resistance of a conductor rarus uivtrnly as tht square of its cross 
section when the volumt is fin'd 

Exnmpti, A kilonntei of \\ in* having a dminrin of 117 nun and a resistance of 
0.031 ohm is drawn down &»*» Dial its riiiiiuotcr ih 5.0 mm. VMiut dors it* resistance 
become? 

The original cross section of the wire 


Tlie final cross section 

Applying Kq. (2), 


A, 

A a 

K, 

Ra 


4 

r 

4 

P 

P 


117**= 107.5 hq mm. 


5 0* -■ 19.04 sq mm. 


V 

(107.5)* 

V 

(1SMH)* 


0 031 ohm, 
oh in. 


Since the volume of the wire does not change during the drawing process and the 
resistivity constant p remains the Maine. 

V 

R, Rj " (10.B4) 1 
Ri " 0.031 " V 

p i i07.ni’ 

R, - 0.031 jj-gJJ - 0.031 1 JJJ° - 0.926 ohm. Ant. 

Also see the example, Sec. 6. p. 7, Fig. 3. The volume and resistivity of the two 
brass rods are the same. Their resistances are proportional to the square of their 
lengths. Likewise their resistance! arc inversely proportional to the square of their 
cross sections. 
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8 , Conductance. Conductance is the reciprocal of resistance and may 
be defined as being that property of a circuit or of a material which tends 
to permit the flow of electricity. The unit of conductance is the recipro- 


cal ohm, or mho. 

Conductance is usually expressed by g or G. 



i ' 

0 = R’ 

(3) 

and also 

A 

(4) 


a = y L 


where y is the conductivity or the specific conductance of a substance, A the 
uniform cross section, and L the length. 

The conductivity of copper at 20°C is 580,000 mho-cm** 1 . 

Example. Determine the conductance, at 20°C of an aluminum bus bar 0.5 in. 
thick, 4 in. wide, and 20 ft long. 

The conductivity of aluminum is 61 per cent that of copper, and copper has a con¬ 
ductivity of 580,000 mho-cm 1 " 1 at 20°C. 

The conductivity of aluminum is 

t =* 0.61 ■ 580,000. - 854,000 mho-cm“'. 

The cross section of the bus bar 


The length 
The conductance 


A * 0.5 - 4 ■ 2.54 2.54 * 12.0 sq cm. 

L = 20 12 ■ 2.54 - 610 cm. 

g = 354,000 • - 7,490 mhos. Am. 


9. Resistance Paths of Variable Cross Section. Occasionally the cross 
section of a resistance path is not uniform but changes 
with its length. ^An excellent example is the path of 
the leakage current in the insulation between the con¬ 
ductor and the outer wall of a cylindrical cabley For 
example, in Fig. 4 is shown the cross section of a 
cylindrical cable in which R\ is the radius of the con¬ 
ductor, R 2 is the radius to the outer surface of the 
insulation, p is the resistivity of the insulating mate¬ 
rial, and l is the length of the cable in centimeters. 

The actual resistance to the leakage current from the 
conductor to the outer wall is found readily by integration.' (Electrical 
contact with the outer wall is usually made by means of a lead sheath 
or by immersion of the cable in water.) An annulus at a distance r cm 
from the center of the cable and having an infinitesimal thickness of dr 
cm is first considered. 



Fiu. 4. Resistance 
path in cable insula¬ 
tion. 
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The length of this annulus in the direction of the current is dr cm, 
and its cross section perpendicular to the direction of the current is 
Tnrrl cm. Hence, from Eq. (1), the resistance of the annulus is 


"-'S3 


ohms. 


The total resistance is 




— JL. In it 

~ 2rl l ° Be R, 


ohms. 


(5) 


Since and R i appear in Eq. (5) as a ratio, the unit in which they are 
expressed is immaterial so long as both arc expressed in the same unit. 
It will be noted that in Eq. (5) l , the length of the cable, occurs in the 
denominator. This is due to the fact that the direction of the current in 
the insulation is perpendicular to the length of the cable. 

Example. In a cylindrical rubber-insulated cable, the conductor is No. 6 solid 
AWG, the diameter of which is 0.102 in., and the. thickness of the wall of insulation is* 
yi in. The resistivity of the rubber is 10 14 ohm-cm. Determine: (a) insulation 
resistance of a 1,000-ft length of the cable in megohms; ( b ) insulation resistance of a 
2,100-ft length. [1 megohm = 1,000,000 ohms (see p. 5).] 

(a) The length of the cable is 1,000 • 12 = 12,000 in. 


R t = — 2 ~ or 0.081 in. 

R, = 0.081 + 0.250 = 0.331 in. 
p - 10' 4 - ( |™ - 3.94 ■ 10»» ohm-in. 

Hence, from Eq. (5), 


R 


3.94 ■ 10 13 


2.303 log!i 


2x • 12,000 

1.204 - 10“ logiQ 4.09 


ojm 

6.081 


1.204 ■ 10" ■ 0.6117 * 7.36 ■ 10* ohms 
7.36 ■ 10*, or 736 megohms. An#. 


(b) Since the direction of the current in the insulation is at right angles to the length 
of the cable, the area of the current path must be proportional to the length of the 
cable. Hence the resistance of the insulation mupt be inversely as the length of the 
cable. Therefore the resistance of a 2,100-ft length 


R * 736 — 350.5 megohms. Ans. 

10. Resistors in Series. A series circuit is one in which the resistors 
or other electrical devices are connected end to end as shown in Fig. 5. 
In such a system, there is the same current in each part of the circuit, 
but the total line voltage divides among the different elements of the 
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circuit. If Br number of resistors having resistances R\ r R t} R*, etc., 
Fig. 5, are connected in series, that is, consecutively end to end, the total 
resistance of the combination is 

R = Ri + Rt + R* + ■ * * ■ .(6) 

That is, 

In a series circuit the total resistance 
is the sum of the individual rcsisjfer&es. 

Example. Four rcsistortfchaving resistances Ri, R-i, R», R< are connected in series. 
The values of the resistances are H\ «*» 24.2 ohms; Jl 2 ** 36.4 ohmB; J£ a = 18.5 ohms; 
R A — 42.9 ohms. Determine the value of a single resistance R, which is equivalent to 
these four in scries. From Eq. (6), 

R - 24.2 + 36.4 + 18.5 + 42.9 - 122.0 ohms. Ans. 

11. Resistors in Parallel. A parallel circuit is one in which one termi¬ 
nal of each element is connected to a common point t o form one terminal 
of the system, and the other terminal of each element is connected to a 
second common point to form the other terminal of the system. Under 
these conditions, each element of the parallel system is across the same 
voltage, but the total current divides among the elements of the circuit* 
A parallel circuit of three resistors is shown in Fig. 6(a). 


R| Rj Rj . 
o- —»VNAAAA/<^^ 

Fig. 5 . Resistors in series. 



(a) (b) 

Fig. 6. (a) Resistors in parallel, (ft) Conductors in parallel. 

With resistors in parallel, the equivalent resistance must always be less 
than that of any one of the single resistors, since the adding of a resistor 
in parallel with another resistor increases the cross section of the current 
path and hence decreases the resistance. 

The equivalent resistance of resistors in parallel may be determined 
directly if they are first considered as conductors. Thus, in Fig. 6(a) 
are shown three resistors in parallel having resistances fli, R 2 , R * ohms. 
Their conductances are G u G 2) mhos, where Gi = l/Ri, G 2 = 1 /R 2t 
G 3 = l./R Zj Fig. 6(6). It is shown in Sec. 5 (p. 6) that conductances in 
parallel are additive. Hence, in Fig. 6(6) the equivalent conduct an ce in 
mhos is 


G = Gi +'(?! + fra 


mhos. 


(7) 
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If R is the equivalent resistance, G — 1/R and (7) may be written 


1 

R 


= L + ± 

Ri R, 



mhos. 


( 8 ) 


That is: 

In a parallel circuity the reciprocal of the equivalent resistance is equal to 
the sum of the reciprocals of the individual resistances . 


For a circuit with two resistors H, and Ri in parallel, the equivalent resistance 
R is found as follows: 


L « i. + _L = ?• + *i 

R Ri iZs R\Ri 


mhos. 


(I) 


Taking the reciprocal of (I) gives 

D R\R'i , 

R ~ RT+Ri ohm8 ‘ 


(9) 


With three resistors Hi, Ri, Hi in parallel, the equivalent resistance H is found as 
follows: 


1 1.1.1 R iRj -j- RjRi ~{ - R iRi 

R " Ri + Rt + R» " lUUR\ 


mhos. 


(II) 


Taking the reciprocal of Eq. (11), 


R - 


RiR s Ri 


RiH* + HaHa ■+■ HiHi 


ohms. 


( 10 ) 


Example . Determine the equivalent resistance of a circuit having four resistors in 
parallel, the individual resistances of which are 3, 4, 6, 8 ohms. 

+ 0.333 + 0.250 + 0.167 + 0.125 

= 0.875 mho. 

R ** o ^75 “ °hnifl. Ana. 


12. Circular Mil. In the English and American wire tables the circu¬ 
lar mil is the standard unit of wire cross section. 

The term milli means one-thou¬ 
sandth ; for example, a millivolt .= 
1/1,000 volt. A ww7 is one-thousandth 
of an inch. A square mil is the area 
of a square, each side of which is 1 
mil (0.001 in.), as shown in Fig. 
7(a). The area of a square mil is 
0.001 ■ 0.001 = 0.000001 sq in. 

A circular mil is the area of a circle whose diameter is 1 mil (0.001 in), 
Fig. 7(h ); it is usually abbreviated cir mil. As will be seen from Fig. 7{c>, 
a circular mil is a smaller area than a square mil. The area in square 


a oo/ 0.00 / 0 aoo / 0 

t:: 

0 . 00 / 

falSquarv lb) Circular (c) Comparison 
mil mil of square mil 

and circular mil 

Fig. 7. Square mi] and circular mil. 
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inches of a circular mil - (v/4)(0.001) 4 = 0.0000007854 0.7854 - 10“* 

sq in. 

The circular mil is the unit in which the cross section of wires and 
cables is measured, just as the square foot is 
the unit in which larger areas such as floors, 
land, etc., are measured. The advantage of 
the circular mil as a unit is that circular areas 
measured in terms of this unit bear a very 
simple relation to the diameters. Also, with 
the circular mil as the unit, the factor r does 
not enter computations of cross sections. .. . , 

r . pressed in circular mils. 

In Fig. 8, A represents the cross section of a 
wire having a diameter of 1 in. Required: to determine its area ih cir¬ 
cular mils. 

The area A = (t/ 4) (1) 2 sq in. 

The area a of a circular mil = (t/4)(0.001) z sq in. 

The ratio A/a gives the number of circular mils in A. 

Therefore, 

7-(^™jil- , ' 000 ' 000ci ''” ib - 

The general relation may be written 

Circular mils = = 1,000,000(Z>,) 1 - D* (11) 

where Di = diameter of the wire, in. 

D = diameter of the wire, mils. 

The matter may be summed up in two rules: 

To obtain the number of circular mils in a solid cylindrical wire of given 
diameter , express the diameter in mils, and then square it 

To obtain the diameter of a solid cylindrical wire having a given number 
of circular mils , take the square root of the circular mils, and the result will 
be the diameter of the wire in mils . 

Example. Number 00 wire (AWG) has a diameter of 0.3648 in. Determine its 
circular mils. 

0.3648 in. * 364.8 mils. 

(364. B) 133,100 cir mils. Ans. 

Example. A certain wire has a cross section of 52,640 cir mils. Determine its 
diameter. 

y/ 52,640 - 229.4 mils - 0.2294 in. Ana. 

13. Cxrcular-mil-foot. Another convenient unit of resistivity used in 
the English system is the resistance of a circular-mil-foot. This unit is 
the resistance of a wire having a cross section of 1 cir mil and a length of 



Fio. 8. Cross section 
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1 ft, as shown in Fig. 9. The resistance of a circular-mil-foot of stand¬ 
ard copper at 20°C is 10.37 ohms. (In practical work this resistance 
may frequently be taken as 10 ohms.) Knowing this resistivity, the 
resistance of any length and size of wire may be determined by Eq. (1), 

where p is the resistance of a circular-mil- 
foot of copper (— 10.37 ohms for standard 
copper at 20°C), L is in feet, and A is in cir¬ 
cular mils. 

Example. Determine the resistance of 750,000-cir-mil copper cable, 2,500 ft long. 

If the cable had a cross section of 1 eir rnil, it would have a resistance of 2,500 * 10.37 
« 25,900 ohms. However, the cross section is actually 750,000 cir mite; therefore, 

K - vis = 00346 oh “' 

or Eq. (1) (p. 7) may be used directly : 

fi = m37 7M“ 0 0346 0hm ' 

14. Circular-mil-inch. The circular-mil-inch is also a very convenient 
unit of resistivity, particularly in connection with coils and windings. 
Such windings usually operate at a temperature which gives a resistivity 
of approximately 12 ohms per cir-mil-ft or 1 ohm per cir-mil-in. (A tem¬ 
perature of 60°C gives this resistivity.) It follows that the resistance of 
a copper conductor 

l _ 

cir mils 

where under these particular conditions l is in inches. 

That is, the resistance is equal to the length in inches divided by the cross 
section in circular mils. 

Example. A certain circular magnet coil having an inner diameter of 6 in,, an 
outer diameter of 9 in., and a length of 3.5 in. is wound with 1,000 turns of No. 14 
single-cotton-enamel magnet wire, which has a cross section of 4,110 cir mils. Assum¬ 
ing that the resistance of 1 cir-mil-in. of the wire is 1 ohm, determine the resistance 
of the coil. 

9+6 

The mean length of turn is r —=— -» x7.5 = 23.6 in. 

The total length of copper 1,000 ■ 23.6 «= 23,600 in. 

no tAA 

The resistance R * ■ - = 5.74 ohms. Ans. 

4,110 

15. Resistivities of Copper. Formerly, the standard for the conduc¬ 
tivity of copper was based on results obtained in 1862 by Matthiessen, 
who made careful measurements of the resistance of supposedly pure 
copper. He found the resistivity to be 1.594 microhm-cm at 0°C. In 



Fia. 9. CirculttT-mil-foot. 
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view of the uncertainty of the quality of his copper, the Bureau of Stand¬ 
ards 1 made a large number of measurements upon commercial Copper. 1 
Its recommendation that the standard of resistivity be 0.15328 ohm per 
m-g at 20°C was accepted by the International Electrotechnical Com¬ 
mission at a meeting in Berlin, Sept. 1-3, 1913. This became known as 
the International Annealed Copper Standard and is the internationally 
accepted resistivity for annealed copper. The meter-gram standard is a 
mass resistivity and is equal to the resistance of a ( uniform annealed 
copper wire 1 m long and Weighing 1 g. The International Standard 
for the density of copper is 8.89 g per cu cm at 20°C and corresponds to 
0.3212 lb per cu in. The resistivity at 20°C of the International Annealed 
Copper Standard expressed in several units is as follows: 

0.15328 ohm (meter-gram) 

875.20 ohms (mile-pound) 

1.7241 inicrohm-centimeters 
0.67879 microhm-inch 
10.371 ohms (circular-mil-foot) 

0.017241 ohm (square millimeter-meter) 

The conductivity of commercial annealed copper is about 98 per cent 
that of the International Standard, and the conductivity of hard-drawn 
copper is from 96 to 97 per cent that of the International Standard. 

16. Resistivities of Aluminum. Aluminum is next to copper in impor¬ 
tance as a commercial conductor (see Sec. 25, p. 25). It is found in clay, 
feldspar, and other silicates, but the chief source is the ore bauxite, a 
hydrated oxide of aluminum. The most common method of refining is, 
basically, the electrolysis of the fused ore. The metal is silver-white in 
color, is ductile, and can be readily worked by rolling, drawing, forging, 
and extruding. The density is 2.703 g per cu cm at 20°C (0.0975 lb 
per cu in.) as compared with 8.89 for copper, and it melts at 660°C 
(1220°F). 

The volume resistivity of electrolytically refined annealed wire has 
been determined by the Bureau of Standards (Circular 346) as 2.674 
microhm-cm at 20°C. The American Standard for hard-drawn alumi¬ 
num conductor is 2.828 microhm-cm, or a volume conductivity 60.97 per 
cent (61 per cent, nearly) that of the International Annealed Copper 
Standard. Since its density is 2.703/8.89 (practically one-third) that of 
copper, its mass conductivity is 200.1 per cent that of copper. That is/ 
for equal masses, the conductance of a uniform aluminum wire is practi¬ 
cally twice that of a uniform copper wire of the same length and for the 

1 See “Copper Wire Tables/' Cite. 31, U.S. Bureau of Standards, 1914. 



16 


DIRECT CURRENTS 


same temperature. Below is given the resistivity at 20°C of aluminum 
expressed in several units. 1 

0.0764 ohm (meter-gram) 

436 ohms (mile-pound) 

2.828 microhm-centimeters 
1.113 microhm-inches 
17.01 ohms (circi lar-mil-foot) 

17. Resistivity Specifications. Formerly, the conductivity of com¬ 
mercial copper was specified and expressed as a percentage of the con¬ 
ductivity of the International Annealed Copper Standard given in Sec. 15 
(p, 15). The conductivity of commercial copper was about 98 per cent. 
More recently resistivity (and conductivity) specifications for copper wire 
have been based on the ohms (mile-pound) basis in accordance with 
ASA 2 and ASTM 3 standard specifications, which arc given below. In 
order to meet specifications the resistivity of copper wire must not exceed 
the values given in the standards. 

Soft or Annealed Copper Wire 

Resistivity shall not exceed 875.20 ohms (mile-pound) at 20°C (68°F). 


Resistivity 

[Ohms (mile-pound), 20°C (68°F)] 



Medium hard-drawn 

Hard-drawn 

Nominal diam., in. 

ASA H4.3-1941 

ASA H4.2-1941 


ASTM B2-40 

ASTM Bl-40 

0.460-0.325 

896.15 

900.77 

0.324-0.0403 

905.44 

910.15 


Other units of resistivity at 20°C corresponding to the foregoing are as follows: 



Soft 

Medium-hard- 

drawn 

Hard-drawn 

Conductivity at 20°C (68'’F), %. . . 

i00.00 

97.16 

96.16 

Ohms (mile-lb). 

875.20 

900.77 

910.15 

Ohms (m-g). 

0.15328 

0.15775 

0.15940 

(Rims (cir-mil-ft). 

10.371 

10.674 

10.785 

Ohms (m-sq mm). 

0.017241 

0.017745 

0.017930 

Microhm-in.. 

0.67879 

0.69863 

0.70590 

Microbm-cm.. 

1.7241 

1.7745 

1.7930 


1 See “Copper Wire Tables,” Cire. 31, U.S. Bureau of Standards, 1914. 

* American Standards Association. 

* American Society for Testing Materials. 
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Note that the column corresponding to 100 per cent conductivity correftpondB to the 
International Annealed Copper Standard (Sec. 15, p. 15). 

Example. The resistance of a 000 AWG medium-hard-drawn copper wire, thft 
diameter of which is 0.410 in., is measured at 20 D C between points 112.6 cm apart and 
is found to be 0.0002312 ohm. Determine: (a) resistivity in ohms (mile-pound); 
(b) whether or not sample meets foregoing resistivity specifications; (e) resistivity, 
ohm-centimeters; (d) ohms (circular -mil-foot). Copper weighs 0.3212 lb per cu in. 

(o) Length - - 44.33 in.; ~~ - 3.6»4 ft. 

Volume — ~ (0.410) 1 44.33 — 5.851 cu in. 

Weight - 0.3212 • 5.851 - 1.879 lb. 

Since the weight of the sample and that of the mile-pound are proportional to their 
volumes, Eq. (2) (p. 8) may be used. The resistance of a mile-pound is R . 

R (5,280)71 

0.0002312 " (3.094)71.879' 

„ 0.0002312 (5,280)* 1.879 t M 11 _ N1 , 

R --"(3694)*-“ 887,0 ohmB ^" °* im8 {"“k*)]. 

Some work could have been saved had the weight, 508 lb per 1,000 ft of 000 wire* 
taken from the wire tables, been used. 

(b) The value of R in (a) is less than the value of 896.15 given in the specifications. 

(c) 0.0002312 

H R514 

P - 0.0002312 - 1.748 • 10-‘ ohm-cm. Am. 

W 0.0002312 - p “gg? 5 

p - 0.0002312 - 10.52 ohms (cir-mil-ft). Am. 

Values in both (c) and (d) fall within the specifications given on page 16. 

18. Resistor Materials and Alloys. Resistor materials are used where 
it is desired to introduce resistance in a circuit. They are used for 
rheostats, heater units, current limiters, instrument circuits, and shunts 
and for innumerable industrial purposes. There are several categories of 
resistor materials, nearly all of which are alloys. The nickel-chromium 
alloys have high electrical resistivity, low temperature coefficient of 
resistance, and great resistance to oxidation and to change at high tem¬ 
perature. They are used for heater elements operating primarily at high 
temperature, such as electric furnaces, for domestic appliances such as 
electric ranges, toasters, flatirons, and room heaters, and for space heaters. 
Chromium-nickel-steel alloys—one, for example, containing 17 to 20 per 
cent of chromium, 7 to 10 per cent of nickel, and small amounts <xf carbon 
and manganese;—are used where exceptional heat and corrosion resistance 
are required. Ferronickel alloys have lower resistivity and lower resist*- 
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ance to oxidation and operate at lower temperatures but are much lower 
in cost than the nickel-chromium alloys. They are used for rheostats 
and resistors operating at moderately high temperatures. Copper-nickel 
alloys have heat-resisting properties that are inferior to those of the 
nickel-chromium alloys, but at ordinary temperatures their temperature 
coefficient of resistance is practically negligible. Hence, they are used 
extensively for precision instruments. 

The nickel-chroniium and chromium-nickel-steel alloys have resistivi¬ 
ties from GO to 70 times that of copper; the ferronickel alloys, 40 to 50 
times; and the copper-nickel alloys, 18 to 30 times. 

Manganin is a copper-manganese alloy of about 65 per cent copper, 
30 per cent ferromanganese, 5 per cent nickel. It has a very low tem¬ 
perature coefficient and hence is used extensively with instruments for 
multipliers and shunts. 

Iron wire and cast iron are also used as resistors, cast-iron grids being 
commonly used for starting and controller resistors. The metal tungsten, 
because of its high melting point and high resistivity at high temperatures, 
is the material used universally for lamp filaments. 

The table in Appendix H (p. 592) gives the electrical properties of the 
more common metals and resistor materials. 

19. Temperature Coefficient of Resistance. The. resistance of copper 
and other nonalloyed metals increases appreciably with temperature. 
Since the temperature at which electrical conductors operate varies with 
the current and depends on the surrounding, or ambient, temperature as 
well, it is important to know the relation between temperature and resist¬ 
ance. For example, the temperature of electrical machinery when in 
operation must necessarily be higher than that of the surrounding 
medium, and, as will be shown later, the temperature of the windings of 
the machinery may be found by resistance measurements. Also, the 
temperature of various electrical devices such as wires and cables, the 
filaments of incandescent lamps, and the wire in resistor units increases 
during operation. 

Over a limited range of temperature the resistance of the metallic con¬ 
ductors is a linear function of the temperature, as is shown by the graph, 
Fig. 10(a). Let R 2 and R i be the resistances at temperatures t 2 and fo. 
Then from similar triangles abc and a'b'c', 

A R _ #2 — Ri 

At t 2 -h' W 

Equation (I) can be used to calculate, for example, the resistance R* 
at temperature U in terms of R\ at a known temperature 1 1 , provided that 
AR/At is known. However, AR/At is a function of the resistance R of a 
particular conducting material and hence depends on its resistivity and 
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geometry. For any given material, the equation becomes more general 
if AR/At is a proportion of an initial value of resistance R\ t that is, 
(AR/At)/Ri, Ri being the resistance at temperature t\. The quantity 
(AR/At)/R\ is called the temperature coefficient of resistance (a r ) at tem- 



Fig. 10. Variation of resistance with temperature. 

perature t\ and is defined as the change in resistance per ohm per degree 
centigrade from temperature Zi, if centigrade is used. 

Dividing (I) by R h 

AR _ J?2 — R\ 

m(RJ _ (<> - 

R 2 — Ri = txiRi(t 2 — ti) ohms. 

R 2 = #i[l + oti{i 2 — fi)] ohms. (12) 

At 0°C, (12) becomes 

Ri = ^?n[l + «o(Z2 ~ U)] 

= jK 0 (1 + a 0 Z 2 ) ohms (12a). 

where R 0 i>s the resistance and ao the temperature coefficient of resistance, 
at 0°C, 

For copper, a 0 is 0.00427 and for most of the unalloyed metals is sensi¬ 
bly of this value. 1 This means that with copper the resistance increases 
0.427 of 1 per cent for each degree centigrade increase of temperature 
above 0°. For example, assume that a coil has a resistance of 100 ohms 
at 0°C. For every degree increase of temperature the coil resistance will 
increase 

100 ■ 0.00427 ohm, or 0.427 ohm. 

At 40°C the increase of resistance will be 40 ■ 0.427 = 17.08 ohms, and 
the resistance at 40° will be 100 + 17.08 = 117.08 ohms. 

If the resistance at some definite temperature other than 0°C is known, 
the resistance at 0°C may first be determined and (12a) then applied. To 

1 For example, the value of a 0 for aluminum is 0.00439. 
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determine the resistance at 0°C J (12a) may be put in the form 


R - Ri . 
~ 1 + aot* 


( 13 ) 


Example, The resistance of an electromagnet winding of copper wire at 20°C is 
30 ohms. Determine its resistance at 80°C. 

The resistance at 0°C 

on 3Q 

R ‘ “ 1 + (0.00427^20) = 1.085 = 27 05 ° hmB ’ 

R„ - 27.65[1 + (0.00427 • 80)] - 37.11 ohms. Am. 


This process of working back to 0° is a little inconvenient, but it iB fundamental 
and easy to remember. It is possible, however, to determine the temperature coeffi¬ 
cient for any initial temperature. 

Let Rl and R» be the resistances at temperatures 1 1 and t %, respectively. Then 


Ri = f?o(l “h «o*i)f 

(I) 

Rt = /2o(l 4" aUt)- 

ai) 

Dividing (II) by (I) and solving for R lt 


n „ (1 + *4l) 

R ' Rl (1 4- -A) 

an) 


Let Rt be equal to #i[l + m (ti — <i)]. Then, 

a.- «>u + ««(*» - *«)] (iv) 


where ai is the temperature coefficient at an initial temperature h. Solving (IV) ' 
for aci, 




1 + «o U 
1 4- atJL\ 

1 + arils — 1 — adi 
(1 + aUi )(i* — ti) 


I ■* aifa — ti). 

_a o(h ~ ti) _ 

(1 + orofjt)(ls — ii) 


1 + aUi 


(V) 


Dividing the right-hand member of (V) by ao gives 

1 

BI “ (l/ato) + 


(14) 


a 0 (for copper) equals 0.00427, and 1/oeo — 234,5. 

Then ay * 234 5"^bT’ “ eafl y to remember. 

For example, ««• — 1/274.5 *« 0.00364 (see Sec. 20). 

Hence, the temperature coefficient of resistance at a given temperature is 
the change in resistance per ohm per degree centigrade change in temperature 
from the given temperature. 

Section 20 give? the temperature coefficients of copper for various 
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initial temperatures. By using this table, temperature-coefficient prob¬ 
lems are simplified, as Bhown by solving the example of Sec. 19 (p. 20). 

Example. The temperature coefficient of copper at 20°C initial temperature from 
Sec. 20 is 0.00393. The rise in temperature — 80° — 20° * 60°. 

Then the resistance at 80°C 

Rto - 30(1 + 0.00393 • 60) — 37.07 ohms. Ana. 

The American Standard temperature coefficient of hard-drawn aluminum wire from 
and at 20°C is 0.00403, giving 0.00439 as the temperature coefficient at 0°C. 

20. Temperature Coefficients of Copper at Various Initial Temperatures. 

[From formula 1/(234.5 + l) t see Eq. (14)1 


Initial Increase in Resistance 

Temperature per 1°C 

0 . 0.00427 

5 . 0.00418 

10 . 0.00409 

15 . 0.00401 

20 . 0.00393 

25 . 0.00385 

30. 0.00378 

35. 0.00371 

40. 0.00364 

45. 0.00358 

50. 0.00352 


21. Inferred Zero Resistance. If the resistance of copper at ordinary 
temperatures be plotted as ordinates and temperature as abscissas, the 
graph is practically a straight line, Fig. 10(6). If this line be extended, 
it will intersect the zero-resistance line at — 234.5°C (an easy number to 
remember), as shown in Fig. 10(6). Hence, between ordinary limits pf 
temperature, copper behaves as if it had zero resistance at — 234.5°C. 
[Actually the curve departs from a straight line at extremely low tem¬ 
peratures, as shown by the solid line in Fig. 10(6).] This gives a con* 
venient method for determining temperature-resistance relations. 

By the law of similar triangles, Fig. 10, 

Ro R\ 

23l5 6 " 234.5° + h’ 

R\ _ Ri 
234.5° + h ~ 234.5° + 


Applying (16) to the example of Sec. 19 (p. 20), 
30 


30 


234.5’ 

234.5’ 


+ 20° 

+ 1 


234.5° +"20* w 254.5* 


72 bo 

234,5° + 80°' 

= 37.07 ohms. 


An*. 


(15) 

(18) 
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22. Semiconductors; Varistors; Thermistors. 1 A semiconductor may 
be defined as a substance whose electrical conductivity at, or near, room 
temperature is much less than that of typical metals, but much greater 
than that of typical insulators. Although no sharp boundaries exist 
among conductors, semiconductors, and insulators, semiconductors may 
be considered as having resistivities at room temperature of between 0.1 
and 10® ohm-cm. Semiconductors usually have high negative tempera¬ 
ture coefficients of resistance. As the temperature is increased from 0 to 
300°C, the resistivity may decrease in the ratio of 1,000 to 1, whereas 
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Fig. 11. Resistivities of thermistors. 

over the same temperature range the resistivity of copper would increase 
in the ratio of only 1.28 to 1 and that of platinum in the ratio of only 
2 to 1. 

Substances whose resistivities vary over such wide ranges are called 
varistors, A varistor is defined as “a resistor which consists of solid 
materia] whose current-voltage characteristic is not linear.” If the 
change in resistivity of a varistor as a function of temperature is high, 
it is called a thermistor. A thermistor is defined as “a symmetrical® varis¬ 
tor which has an unusually high temperature coefficient of resistance.” 

1 Becker, J. A., C. B. Green, and G. L. Pearson, ‘Properties and Uses of Thermis¬ 
tors —Thermally Sensitive Resistors/' Trans. A lEE, Vol. 65, p. 711, 1946. 

■ Symmetrical means that the resistivity at any one temperature is the same for 
increasing and for decreasing values of current. 
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Semiconductors of the thermistor type are made of compounds And: 
mixtures of chlorides such as NaCl, sulfides, oxides such as 
Fe 2 0 3 , and NiO, carbides, and elements such as boron, silicon, germanium, 
and tellurium. Thermistors are made in the form of beads, rods, disks, 
washers, and flakes. In Fig. 11, the resistances of three different therm* 
istors are plotted to logarithmic scale as functions of temperature. For 
comparison, the resistance-temperature characteristic of platinum is also 
given. 

Because of its wide variation of resistance with temperature, the 
thermistor is a thermally sensitive circuit element, whose resistance 
changes about 4 per cent per degree centigrade. Because of its high 
thermal sensitivity, the thermistor is finding wide application such, for 
example, as for sensitive thermometers, temperature control elements, 
temperature compensators, voltage regulators, ultra-high-frequency 
power meters, automatic gain controls, speech volume regulators, and 
many other applications. 

23. American Wire Gage (AWG). The AWG (formerly Brown & 
Sharpe gage) is based on a constant ratio between diameters of successive 
gage numbers; that is, the diameters taken in order form a geometrical 
progression. The diameter of No. 0000 is defined as 0.4600 in. (1.168 
cm) and the diameter of No. 36 as 0.0050 in. (0.0127 cm). Between 
No. 0000 and No. 36 are 38 gage numbers. Hence the ratio of any diam¬ 
eter to the diameter of the next greater gage number must be 

39 f - 

= J92 = 1.123. 

The square (1.123) 2 of this ratio is 1.2610. Since the cross section varies 
as the square of the diameter, the ratio of any cross section to the cross 
section of the next greater gage number is 1.261. The sixth power of 
1.123 is 2.0050. Hence the r&tio of any diameter to the diameter of a 
gage number which is 6 greater is 2, practically. It follows that the 
cross section either doubles or halves for every three gage numbers. 
Since (1.261) 2 is 1.590, the ratio of any cross section to the cross section 
of a gage number greater by 2 is 1.60, practically. The ratio of any cross 
section to one of a gage number differing by 10 is (92 1W# ) 2 = 10 (practi¬ 
cally), or the reciprocal, Ho> practically. 

A working table for annealed solid copper wire, AWG, is given in 
Appendix E (p. 589), and a similar table for stranded cable is given in 
Appendix F (p. 590). 

Approximations with the AWG . The diameter of No. 10 wire is0.1O2in. 
(0.259 cm), and the wire has a cross section of 10,400 cir mils. As an 
approximation, the diameter may be considered as being 0.1 in. (0.254 cm) 
and the cross section as 10,000 cir mils* 


39 C4600 
\ 0.0050 
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From the foregoing and the fact that the weight of 1,000 ft of No. 10 
wire is 31.4 (lOr) lb, the following approximate rules may be given: 

(1) No. 10 wire has a diameter of 0.1 in. and a resistance of 1 ohm 
per 1,000 ft. (2) The resistance of the wire doubles with every increase 
of three gage numbers, and halves with every decrease of three gage 
numbers. (3) Therefore the resistance increases y/2 = 1.26 (1J4) times 
for each successive larger gage number and (1.26) 2 =1.6 times for every 
two larger numbers. (4) The resistance is multiplied or divided by 10 
for every difference of 10 gage numbers. (5) The weight of 1,000 ft of 
No. 10 wire is 31.4 lb, and the weight of 1,000 ft of No. 2 wire is 200 lb. 
These rules make it a comparatively simple matter to determine without 
reference to the table the weight or resistance for any gage number. 

Example. Determine the resistance antj weight of 1,000 ft of No. 0000 wire. 

The resistances will decrease as follows: 


Gage No. 10 7 4 1 000 

Resistance. 1 0.5 0.25 0.125 0.0625 (rules 1 and 2 ) 


Resistance of 0000 — 0.0625/1.25 — 0.050 ohm (rule 3). Ann. 

Weight of 1,000 ft No. 2 200 lb. 

Weight of 1,000 ft 00 - 400 lb. 

Weight of 1,000 ft 0000 - 400 ■ 1.6 - 640 lb (rules 5, 2,* and 3*). Ans. 

The example might have been worked more quickly by rule 4. 

Resistance of 1,000 ft of No. 10 — 1 ohm. 

Resistance of 1,000 ft of 0—0.1 ohm (rule 4). 

Resistance of 1,000 ft of 0000 - 0.050 ohm (rule 2). Ann. 

Example. Determine the resistance and weight of 1,800 ft of No. 34 wire. 
Resistance of 1,000 ft of No. 10 — 1 ohm (rule 1). 

Resistance of 1,000 ft of 20 — 10 ohms (rule 4). 

Resistance of 1,000 ft of 30 — 100 ohms (rule 4). 

Resistance of 1,000 ft of 33 — 200 ohms (rule 2). 

Resistance of 1,000 ft of 34 — 250 ohms (rule 3). 

1.8 • 250 — 450 ohms. An*. 

Weight of 1,000 ft of No. 10 - 31.4 lb (rule 5). 

Weight of 1,000 ft of 20 - 3.14 lb (rule 4*). 

Weight of 1,000 ft of 30 - 0.314 lb (rule 4*). 

Weight of 1,000 ft of 33 — 0.157 lb (rule 2*). 

Weight of 1,000 ft of 34 - 0.157/1.25, or 0.126 lb (rule 3*). 

1.8 0.126 - 0.2271b. Ane. 

24. Stranded Cables. Solid copper wire of greater cross section than 
0000 gage is practically never used since, because of its rigidity, it cannot 
be readily bent. Wires of greater cross section therefore are stranded to 
give flexibility. Also, for certain uses, wires of comparatively small cross 
section are frequently stranded to obtain greater flexibility. (Lamp cord 
and cords for portable devices are excellent examples.) 

Stranding is accomplished geometrically as follows: 

Six wires will just fit about a center wire. In each successive layer 
* The weight is inversely as the resistance. 
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G additional wires will just Gil up that layer. Thus, the firat layer coa- 
tains 6 wires; the second, 12 wires; the third, 18 wires, and so on, as is 
shown in Fig. 12. Hence the numbers of strands which standard cable 
will contain are 1,7,19,37,61,91,127, .... Sometimes, in order to 
obtain even greater flexibility, the unit strands 
themselves are also stranded. 

Wires greater than 0000 gage are designated by 
their circular mils rather than by a gage number. 

The standard sizes differ successively by 50,000 cir 
mils, beginning with 250,000 cir mils. Appendix F 
(p. 590) gives the properties of stranded annealed 
copper cables. Obviously the diameter over the 
outside strands is greater than the diameter of a Fra. 12. Nineteen- 
solid cylindrical conductor of equal cross section. itJ,slld eaM ® 

26. Conductors. Although silver is a better conductor than copper, 
its use as a conductor is very limited because of its cost. In a few 
instances it is used where a delicate and highly conducting material iff 
necessary, such as in the brushes and occasionally in the commutator of 
watthour meters. Silver buttons and silver-plated contactors are widely 
used with current-interrupting devices since, because of the low vapor 
pressure of silver, arcs do not readily form when the circuit is opened. 
Copper, because of its high conductivity and moderate cost, is used more 
extensively as a conductor than any other material. It has many good 
qualities, such as ductility and high tensile strength, is not easily abraded, 
is not corroded by the atmosphere, and is readily soldered. 

Aluminum has only 61 per cent of the conductivity of copper, but for 
the same length and weight it has about twice the conductance of copper. 
It is softer than copper, its tensile strength is much less, and it cannot be 
easily soldered. It is not affected by exposure to the atmosphere. 
Underground cables with aluminum conductors are now in common use 
even though the aluminum, for a given conductance, requires more 
insulation than copper, because of its greater cross section. However, 
the greater amount of insulation is more than offset by the lower cost of 
the aluminum and its greater availability, especially during and following 
the Second World War. Also, for a given conductance, the carrying 
capacity of aluminum is greater than that of copper because of the greater 
heat-dissipating surface. # ■ 

Aluminum is used extensively as a conductor for high-voltage trans¬ 
mission lines, where its lightness and large diameter (because of corona) 
are an advantage (see p. 360 and Vol. II, 4th edition, p. 479). It is also 
used to some extent for low-voltage bus bars as it offers much greater 
heat-dissipatmg surface than copper of the same conductance. 

Iron and steel have about nine times the resistance of copper for the 



26 DIRECT CURRENTS 

same cross section and length. The large cross section for a given con¬ 
ductance prohibits their use where an insulating covering is necessary, 
and the increased weight prevents their use in most cases where the con¬ 
ductors must be placed on poles. Iron and steel are most commonly 
used as resistors in connection with rheostats and for third rails of electric 
railways. Iron and steel ordinarily must be protected from oxidation by 
galvanizing or other protective covering. Copperweld consists of a steel 
wire covered with a layer of copper fused or welded to the steel. Its 
advantages are that it possesses the high tensile strength of steel, com¬ 
bined with the high conductivity of copper. Further, the copper pro¬ 
tects the steel from corrosion. It is frequently used as a transmission-line 
conductor, where long spans make high tensile strength necessary, and 
also it is used as an overhead ground wire. 



CHAPTER II 


OHM’S LAW AND THE ELECTRIC CIRCUIT 

26. CGS Systems of Electrical Units, There are four basic, or funda- 
mental, systems of electrical units, the cgs (centimeter-gram-second) 
electrostatic system, the cgs electromagnetic system, the inks (meter-kilo- 
gram-second) unrationalized system, and the mks rationalized system. 

The units in the cgs electrostatic system are based on Coulomb’s experi¬ 
mental law (see p. 325), which states that the force acting between two 
electrostatic point charges Qi and Q 2 , placed r cm apart, is QiQi/e r e w r 4 
dynes, where e r is the relative capacitivity (p. 334) of the medium and c v 
is the capacitivity of evacuated space. In the cgs system, e„ is assumed 
to be unity. Other electrical units, such as those of current and potential, 
may be derived from this simple relation. The electrostatic system is used 
to calculate the capacitance of capacitors from their geometry [see, for 
example, Eq. (275), p. 344] and is also used to a large extent in the 
calculation of electron phenomena, since electrons themselves are minute 
electric charges. The units of the electrostatic system ordinarily have 
the prefix stat^ for example, statyolt, statfarad, etc. 

The units in the cgs electromagnetic system are based fundamentally on 
the law which states that the force acting between magnetic poles of 
strength mm' unit poles and concentrated at points, is mm 1 / [prwr* dynes, 
where ^ is the relative permeability of the medium (see p. 212) and 0 , is 
the permeability of evacuated space. In the cgs system n v is assumed to 
be unity. The unit of current is derived by means of the Biot-Savart law 
(pp. 230 and 233). which gives the relation existing between the current in 
a conductor and the force which the current exerts on a unit magnetic pole. 
It follows from Eq. (141) (p. 233) that if a conductor carrying a current 
of V absolute amperes be bent into an arc of a circle 1 cm in length 
and of 1 cm radius, Fig. 13(a), and the unit pole be placed at the center 
of the circle , the force acting on the unit pole is 

F - /' dynes. (IT) 

(Note that the leading-in connections to the arc, Fig. 13, are radial sq 
that the current in them exerts no force on the unit pole.) However, 
particularly if measurements are to be made, it is more practical to 
employ a complete circular turn, Fig. 13(6), rather than a centimeter arc. 
Fig. 13(a). Under these conditions when the current is V abatnp, the 
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force at the center of the circle of 1 cm radius, 

F *= 2irl 7 dynes. (18) 

If the coil has N turns and the radius is r cm, the force 

F = —-— dynes. (19) 

(17), (18), (19) assume that the current or the turns are concentrated 
in a line of essentially zero diameter. If in Fig. 13(a) the current is 
adjusted until the force on the unit pole is 1 dyne, the value of the cur¬ 
rent, from (17), is 1 cgs or 1 absolute ampere (abampere). Similarly in 
Fig. 13(6) if the current is adjusted until the force on the unit pole is 




Fio. 13. Absolute determination of current. 

2w dynes, from (18) the current is 1 abamp. If (19) is used, the current is 
1 abamp when the force on the unit pole is 27rA r /r.dynes. 

After having determined the current in the foregoing manner, all other 
units in the system may be defined. For example, the quantity Q in 
abcoulombs is equal to the product of current in abamperes and time in 
seconds. Potential difference V in abvolts between two points is measured 
by the work W (in ergs) performed in carrying a unit charge from one 
point to the other. If Q unit charges are carried, V = W/Q abvolts. 
Q must be expressed in abcoulombs. 

The units of this cgs electromagnetic system are commonly used in 
magnetic calculations (see Chap. VIII). They can serve also as the basis 
for the units of the practical system (Sec. 27). Absolute units ordinarily 
have the prefix ab, for example, abvolt, abampere, etc. 

27. Practical System of Electrical Units. Most of the units of the cgs 
electromagnetic system are many times smaller than the quantities used 
in practice. For example, the absolute volt, or abvolt, has 1/100,000,000, 
or 10~ B , the magnitude of the practical volt. In the practical system, 
which can be derived from the cgs system, the units are of the order of 
magnitude of the quantities which are met ordinarily in practice. These 
units of the practical system differ from the units of the cgs system only 
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by definite numerical ratios. For example, the practical ampere has one* 
tenth (10 -1 ) the magnitude of the abampere (Sec. 29), the practical 
ohm has one billion (10 B ) times the magnitude of the abohm, the henry 
had 1,000,000,000 (10 9 ) times the magnitude of the abhenry, etc. (see 
Appendix B). 

The practical system is derived from the cgs electromagnetic system 
by substituting a length of 10 9 cm and a mass of 10~ u g for the centimeter 
and the gram in the cgs system. 

28. Meter-Kilogram-Second (MKS) System. The cgs electrostatic 
and electromagnetic systems are based on the dimensional units of the 
centimeter, the gram, and the second. Many attempts have been made 
to base the practical system also on suitable dimensional units. How¬ 
ever, the magnitudes of dimensional units necessary to give the units of 
the practical system are so far removed from those in general use as to 
be impracticable. For example, to combine with the second as the unit 
of time, it is necessary to use a unit of length of 10 9 cm, an earth quad¬ 
rant, and a unit of mass of 10” 11 g (Sec. 27). The unit of length is far 
too large and the unit of mass far too small to be of practical value. 

In 1901, G. Giorgi, of Italy, pointed out that the meter, kilogram, and 
second could be used as the dimensional units of the practical system if 
the permeability of free space were taken as 10~ 7 (= Mv) rather than unity. 
The Giorgi system gradually gained favor until in June, 1935, at its 
plenary session at Scheveningen-Brussels, the International Electro¬ 
technical Commission (IEC) unanimously adopted the mks system. 

So far as the electrical units of the practical system—such as the volt, 
ampere, coulomb, farad—are concerned, no change need be made when 
the mks system is used, since these quantities already are given in mks 
units. However, as will appear in Chaps. VI, VII, VIII, IX, X there 
are radical differences between mks magnetic and electrostatic units and 
corresponding units of the two cgs systems. 

Moreover, some confusion still exists with respect to the mks system, 
for there are two systems, neither of which has as yet (1951) become 
standardized, the unrationalized system, in which the mmf is equal to 
4firNI amp-turns, and the rationalized system, in which the mmf is equal 
to NI amp-tums. 

The relations among the units in the different systems are given in 
Appendix B (p. 581). 

29. Practical (also MKS) Electrical Units. The practical electrical 
units are defined as follows: 

Quantity. The unit of quantity is the coulomb 1 (g,« Q). 

1 After Charles A. Coulomb, (1736-1806), a French philosopher who began his 
career as a military engineer but later became interested in science. He is distin¬ 
guished for his investigations in both mechanics and electricity; His noteworthy 
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An international coulomb is the quantity of electricity which passes 
any section of an electric circuit in one second, when the current in the 
circuit is one international ampere (05.35.175). 1 

One international coulomb equals 0.999835 absolute coulomb. 

A coulomb is equal to 3 ■ 10® statcoulombs and 10" 1 abcoulomb. 

The coulomb is analogous to the unit quantity of water in hydraulics, 
such as the cubic foot and the gallon. 

Current. The unit of current is the ampere 2 (i, I). 

An ampere is equal to one coulomb per second. 

The international ampere is defined as the current which under definite 
conditions will deposit silver at the rate of 0.001118 gram per second 
(05.35.170). 1 

An international ampere equals 0.999835 absolute ampere. An abso¬ 
lute ampere is o cgs ampere or abampere. 

The international ampere as defined above was validated by an act of 
Congress in 1894. The silver was deposited from a solution of nitrate of 
silver in a cell of standard specifications. With the recent development 
of high-precision techniques in measurements, it has been found that the 
international units, including the ampere, differ by small amounts from 
values derived from the cgs units. In 1933 an Advisory Committee on 
Electricity, established in 1927 on an international basis, recommended 
that absolute units replace the international ones. Precise measure¬ 
ments were conducted by the U.S. Bureau of Standards and similar 
laboratories in other countries to establish the value of the absolute units. 
By an act of Congress in 1947 these absolute units went into effect 
Jan. 1, 1948, and Public Law 617, which became effective July 21, 1950, 
made these units the only legal ones in the United States. It is to be 
noted that the differences between the absolute and international units 
are so small that they have no appreciable effect on measurements, except 
those of the very highest precision. 

contributions wore the construction of a refined torsion balance and the determination 
experimentally as well as mathematically of the laws governing the attraction and 
repulsion of magnetic poles and of electric charges. 

1 From ASA C42 Definitions of Electrical Terms, 1941 edition. 

* After Andr6 Marie Ampfere (1775-1836), a French physicist who from his early 
days showed unusual aptitude for mathematics and the sciences. In 1801 he was 
appointed professor of physics and chemistry at Bourg, in 1804 was appointed pro¬ 
fessor of physics and chemistry at the Lyc6e of Lyons, in 1809 was appointed professor 
of mathematics at the ficole Poly technique at Paris, and later at the College de France. 
His important contributions were the establishment of the relations existing between 
electricity and magnetism, in which he gave a far more complete exposition than 
Oersted. He developed mathematical theory which not only explained the relations 
which had been observed between current and magnetic field but predicted many 
new ones. 
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It should be kept in mind that the ampere is the rate of flow of efec- 
tricity or quantity. It corresponds in hydraulics to the rate of flow of 
water, which is expressed as cubic feet per second, gallons per minute, etc. 

Resistance. The unit of resistance is the ohm (r, R). ■ 

The intematianal ohm is defined as the resistance at zero degrees centi¬ 
grade of a column of mercury of uniform cross section, having a length of 
106.300 centimeters and a mass of 14.4521 grams (05.35.180). 1 

One international ohm equals 1.00049 absolute ohms. 

One absolute ampere in a resistance of one absolute ohm will produce 
a potential difference of one absolute volt. 

Potential Difference. The unit of potential difference is the volt* (y, V). 
(e, E are symbols for electromotive force.) 

The international volt is the voltage that will produce a current of one 
international ampere through a resistance of one international ohm 
(05.35.185).* 

The international volt is specifically defined as 1/1.01830 of the voltage 
of a normal Weston cell (see Sec. 83, p. 106). 

One international volt equals 1.00034 absolute volts. 

Potential difference in volts between two points is measured by 
the work in joules in carrying one coulomb between the two 
points. 

The mechanical analogue of potential difference is pressure. The 
difference in hydraulic pressure between the ends of a pipe causes or 
tends to cause the flow of water. The pressure of water behind the dam 
tends to cause water to flow through the penstock or through any leaks. 
The pressure in a boiler tends to cause steam to flow through the pipes, 
valves, etc. Likewise electric pressure or difference of potential tends to 
cause electricity to flow, thus producing current. 

1 From ASA C42 Definitions of Electrical Terms, 1941 edition. 

1 After Alessandro Volta, (1745-1827), an Italian physicist and a pioneer in elec¬ 
trical science. In 1774 he was appointed professor of physics in the Gymnasium at 
Como, and in 1779 he was appointed to a similar chair at. Pavia. 

His first notable contribution to the science of electricity was the invention of the 
electrophones (1775) with which electrical energy is evolved by the mechanical separa¬ 
tion of a conduc tin g disk from a layer of insulating material. About the same time he 
invented the electroscope, the first practical means for measuring electric potential. 
By means of this instrument he was able to prove the presence of electricity in various 
materials. By the application of a condenser (or capacitor) to the terminal of the 
electroscope (1782), he increased the sensitivity many times. His greatest contribu¬ 
tion, however, was the galvanic pile (1799), which Bhowed that an electrical potential 
exists between two dissimilar metals which are in joint contact with an electrolyte. 
This is the basis of all electric batteries. He also was the first to discriminate between 
metallic and electrolytic conduction. 

He received numerous medals and other honors for his work. 

1 From ASA C42 Definitions of Electrical Terms, 1943 edition. , . 
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Power. The unit of electrical power is the wait 1 ( W ). (P, p are 

symbols for power.) 

The international watt is the power expended when one international 
ampere flows between two points having a potential difference of one 
international volt (05.35.205). 2 

One international watt equals 1.00018 absolute watts. 

Energy . The unit of electrical energy is the joule * (j). (W is the 
symbol for work or energy.) 

The international joule is the energy required to transfer one inter¬ 
national coulomb between two points having a potential difference of 
one international volt (05.35.200). 2 

One international joule equals 1.000185 absolute joules. 

One joule equals 10 7 ergs. 

With a steady voltage of E volts and current of I amp the joules are 
given by W = Elt = Prt, known as Joule's law, where t is the time in 
seconds and r the resistance in ohms. It follows that one joule equals 
one watt-second. 

1 After James Watt (1736-1819), a Scotch engineer and the inventor of the modern 
condensing steam engine. His father was an unsuccessful small merchant, so that at 
an early age James was thrown on his own resources. He first became a mathematical- 
instrument maker, Anally obtaining employment at Glasgow College. This gave him 
an opportunity to repair Newcomen's engine in which the steam was condensed in the 
working cylinder. Seeing the advantages of a condenser external to the cylinder, in 
1765 he invented and made the firet engine operating on this principle. He also 
invented many improvements which are still used, such as the condenser air pump, 
the steam-jacketed cylinder, the double-acting cylinder, the early cutoff of steam to 
the cylinder, and the throttle valve and centrifugal governor. He also invented the 
engine indicator, which lias been of extreme importance in the evolutiou of the engine, 
and the sun-and-plnnet gear. His inventions were very successful commercially. 

* From ASA C42 Definitions of Electrical Terms, 1941 edition. 

a After James Prescott Joule (1818-1889), an English physicist, who is best known 
for his pioneer researches on the mechanical equivalent of heat. Owing to spinal 
trouble, Joule, whose interest was primarily in forms of energy or work was, ironically, 
an invalid all his life. He was instructed at home, his instructor being the famous 
. chemist Dalton. Joule’s interest and brilliant work were displayed at the early age of 
nineteen, when he published the description of an electromagnetic motor which he had 
invented. He was the first to evaluate an electric current quantitatively, the value 
being determined by the weight of water which a given current decomposed in an hour. 
In 1841 he proved by experiment that heat produced in a wire by the passage of 
electricity varies directly with the resistance of the wire and with the square of the 
current, now known as Joule’s law. 

He proved experimentally, and in 1843 enunciated, the law that, whenever 
mechanical energy is converted into heat energy, an exact equivalent of heat energy is 
always obtained. It was he who first determined the absolute value of the Btu, and 
also its value in terms of electrical energy. He also was one of the first to propound 
the law of the conservation of energy. 
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One joule is equal to 0.2389 gram-calorie; 1 gram-calorie is equal to 
4,186 joules. 

Energy is also given in kilowatthours (abbreviated kwhr). 

(See Conversion Table, Appendix A, p. 579.) 

30. Absolute Potential. The absolute potential of a body in egs units 
is defined as measured by the work in ergs necessary to bring a cgs unit 
of charge up to the body from infinity. It is practically impossible to 
determine the absolute potential of a body. For example, the absolute 
potential of the earth is not even approximately known, but for con¬ 
venience the earth is assumed to be at zero potential and the potentials 
of bodies are usually given with reference to earth potential. 

It is only occasionally that absolute potential is of interest. Usually 
it is desired to know difference of potential . The difference of potential 
(in cgs units) between any two points is defined fundamentally as meas¬ 
ured by the work in ergs necessary to move a cgs unit of charge from one 
point to the other. In the practical system the difference in potential 
would be given by the work in joules (10 7 ergs) necessary to move 1 
coulomb from one point to the other (p. 32). Practically, difference of 
potential is measured by means of some measuring device such an a 
voltmeter (seep. 150). 

31. Nature of the Flow of Electricity. The flow of electricity through 
a circuit resembles in many ways the flow of water through a uiosed sys- 



Fio. 14. Flow of water through a hydraulic motor and pipe system. 


tern of pipes. For example, in Fig. 14 water enters the mechanically 
driven centrifugal pump P at a pressure hi (represented by the length of 
a column of mercury) above the point of zero pressure shown by the 
line ho. In virtue of the action of the pump blades, the pressure of the 
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water through the pump is increased from hi to h s , representing a net 
increase of pressure Hi. The water then flows out along pipe F 1 to the 
hydraulic motor W. Because of the friction loss in the pipe F it the pres¬ 
sure ha at the motor terminals is slightly less than h 2 . In other words, 
a pressure of h 2 — ha is required to overcome the frictional resistance of 
the pipe Fj. The line rib gives the pressure at each point along the pipe 
F\. The pressure decreases uniformly in F j, as shown by line rib . 

In Fig. 15 the mechanically driven electrical generator G raises the 
potential of the current entering its negative terminal from V\ to v 2 where 
Vi and v 2 are measured from the earth whose potential is ordinarily 
assumed as zero. (The various voltages are measured with voltmeters 



Fio. 16. Flow of an electric current through an electric motor aud the connecting feeder 
system. 

*i f » Va\ etc.) The generator, in raising the potential of this portion of 
the circuit from Vi to v 2j produces a net increase in electric pressure or 
voltage v 2 — v x = V lm The current now flows out through the wire Li 
to the 4- terminal of the motor M, Because of the resistance of wire Li, 
the potential drops from v 2 at the generator to v 9 at the motor in practi¬ 
cally the same manner that the water pressure drops in pipe F i, Fig. 14. 
A voltage Vj — Va is necessary to overcome the resistance of the wire L\. 
The line a'b' shows the actual voltage at each point along the wire, the 
distance of a'b' from the ground line being proportional to the voltage 
at each point. The voltage drop is uniform. 

Referring to Fig. 14, the water enters the hydraulic motor W, and in 
overcoming the back pressure of the revolving blades the pressure of the 
water drops from h 3 to h «, representing a net drop in pressure H 2 . Pres¬ 
sure hi must necessarily be greater than hi in order that the water may 
flow back through the pipe F 2 . The pressure hi — hi is necessary to 
overcome the friction loss in the pipe F*. It is to be noted that H the 
net pressure at the motor terminals, is less than the pressure Hi at the 
pump, by the sum of the pressures necessary to overcome the friction in 
the two pipes Fi and F s . 

In a similar manner, the pressure or voltage of the electric current in 
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going through the motor M, Fig. 15, drops from v t to Vi, representing a 
net drop in pressure F 2 . A large percentage of this voltage V 2 is neces¬ 
sary to overcome the counter emf of the motor, iu is necessarily greater 
than V\, or the current could not flow along L 2 back to the negative 
terminal of the generator. It is to be noted that, as in Fig. 14, the net 
potential difference V 2 at the motor M is less than the potential differ¬ 
ence V'i at the generator, by the drop in potential due to the resistance 
of both the outgoing and return wires. 

Difference of potential is therefore the 
equivalent of pressure and tends to send 
current through a circuit; current is 
quantity of electricity per second. 

Potential difference may exist with no 
current, in the same manner that a boiler 
may have a very high steam pressure 
with no steam flow, owing to all the 
valves being closed. Likewise a genera¬ 
tor, Fig. 16, may have a very high poten¬ 
tial difference at its terminals; yet, because 
the switch £ is open, there is no current. 

32. Difference of Potential. In order that there may be current 
between two points, there must be a difference of potential between the 
two points, as shown in Fig. 15. This is further illustrated in Fig. 17. 
A large reservoir and a small tank are connected by a pipe P. The 
water level in the tank and in the reservoir is the same. There is presr* 
sure in each, but there is no difference in pressure between them. Under 

these conditions when the valve V 



out current. 



is opened, no water flows from the 
reservoir to the tank. However, 
if the valve V is opened, allowing 
the water level in the tank to fall, 
a difference of pressure results and 
water flows from the reservoir to 
the tank. 

Figure 18 shows two batteries A\ 
and A 2 each having an emf of 2 volts. 
The positive terminal a of Ai has a potential of +2 volts above its nega¬ 
tive terminal; likewise the positive terminal b of As has a potential of 
+2 volts above its negative terminal. The negative terminals of both 
batteries are at the same potential because they are connected by a copper 
wire in which there is no current, and consequently there can be no 
potential difference between the ends of the copper wire. Therefore 
points a and b must each be at the same potential of + 2 volts. If now 


pressure. 
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o« f 2mffs 
ZvoHs 


§ b=+2voffs 




2 volts 




Fig. 18. Two batteries having 
equal emfs. 


the switch S be closed, there will be no current between a and b, because 
there is no difference of potential between a and b. This is analogous to 
the conditions in Fig. 17 when the water level in the tank is the same as 
that in the reservoir. 

In Fig. 19 the emf of battery B i is 3 volts, and therefore the potential 
of its positive terminal c is 3 volts above 
that of its negative terminal. The emf of 
battery B 2 is 2 volts, and therefore the poten¬ 
tial of its positive terminal d is 2 volts above 
that of its negative terminal. The negative 
terminals are at the same potential, being 
connected by a conductor in which the cur¬ 
rent is zero. If the potential of this conductor and the negative ter¬ 
minals be assumed as zero, the point c is at a potential of +3 volts and 
the potential of d is +2 volts. Therefore, the point c is at a potential 
of 3 — 2, or 1 volt higher than d. When switch S is closed, there will 
be current from c to d, in virtue of c being 
at a higher potential than d. This is analo¬ 
gous to the conditions in Fig. 17 when the 
water level in the tank is lower than that in 
tne reservoir. 

33. Measurement of Voltage and Current. 

Voltage or potential difference is ordinarily 
measured with a voltmeter. It is rarely that absolute potential is of 
interest. Ordinarily, difference of potential is desired. The voltmeter, 
therefore, should be connected across or between the wires whose differ- 


d=+l v olts 
2 wits 

_i_ 


G=+J volts 

T 1 

i 

3 volts 

b T —1 

Fig. 19. Two battnriea having 
unequal emfs. 




ence of potential is to be measured. 

I 



Fig. 20. Correct method 
voltmeter and ammeter. 


of connecting 


This is illustrated in Fig. 20, which 
shows a shunt generator delivering 
power to a resistor load over wires 
which have negligible resistance. 
The voltmeter measures the poten¬ 
tial difference at the load and also 
measures the potential difference at 
the generator terminals if the very 
small drop in the ammeter be 
neglected. 

Current is ordinarily measured 
with an ammeter. As current 


an ammeter. As current is 
the quantity of electricity per second passing in the wire, the ammeter must 
be connected so that only the current to be measured, or a known fraction 
of it, goes through it. This is accomplished by opening one of the wires, 
of the circuit and inserting the ammeter, just as a water meter is inserted : 
in a pipe when it is desired to measure the flow of water in the pipe. 
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When the ammeter is so connected, the current in the wire ls measured 
by the ammeter. This is illustrated in Fig. 20, in which the ammeter In 
series with the generator measures the current which the generator 
delivers. The ammeter also measures the combined current to the load 
and voltmeter, but the voltmeter current is usually so small that the 
ammeter measures essentially the current to the load. 

An ammeter should never be connected across the line . 

The resistance of an ammeter is very low. Even If connected across a 
low voltage, it will ordinarily take a current several times its rating, 
which results in a bent pointer and may result in the instrument’s burn¬ 
ing out. For example, the resistance of a 10-amp instrument is approxi¬ 
mately 0.005 ohm, and if connected across a voltage as low as 10 volts, 
it will take 10/0.005, or 2,000, amp (Ohm’s law, Sec. 34). Such a large 
current would ruin the ammeter. 

34. Ohm’s Law. 1 Ohm’s law states that, for a steady current, the 
current in a circuit is directly proportional to the toM emf acting in the 
circuit and is inversely proportional to the total resistance of the circuit. 

The law may be expressed by the following equation if the current / is 
in amperes , the emf E is in volts, and the resistance R is in ohms: 

I = amp. (20) 

That is, the current in amperes in a circuit is equal to the total emf of 
the circuit in volts divided by the total resistance of the circuit in ohms. 
Potential difference may be represented by either the letter V or E t 
V usually signifying terminal voltage and E emf or induced voltage. 

Example. The resistance of the field winding of a shunt motor is 30 ohms. Deter¬ 
mine current in the winding when it is connected across 115 volts supply. 

1 “ I “ 15 “ 3 83 “"P- An *- 

Example. Figure 21 shows a simple scries circuit in which are two batteries, whose 
emfs are 6 voltB and 10 volts, and two resistors, of 2 ohms and 6 ohms. Neglecting 
the resistance of the batteries, determine current in circuit. 

1 Ohm’s law is defined in the ASA C42 Definitions of Electrical Terms (1041 edition) 
as follows; 

“Ohm’s law states that the current in an electric circuit is directly proportional to 
the electromotive force in the circuit. 

"Ohm’s law does not apply to all circuits. It is applicable to all metallic circuits 
and to many circuits containing an electrolytic resistance. 

"Ohm’s law was first enunciated for a circuit in which there i b a constant electro¬ 
motive force and an unvarying current. It is applicable to varying currents if account 
is taken of the induced electromotive force resulting from the Self-inductance of the 
circuit and of the distribution of current in the cross-section of the circuit (05.40.025) 
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It is dear from Fig. 21 that the 6-volt battery tends to send current in a clockwise 
direction, and the 10-volt battery tends to send current in a counterclockwise direc¬ 
tion. Hence they are in opposition, and the net emf is 10 — 6, or 4, volts acting in 
the counterclockwise direction. The total resistance is 2 + 6, or 8, ohms. Hence, 

by Ohm's law, 

I * ' 2~+~6 * 8 * 0,5 amp m the 

counterclockwise direction. Ana. 

By transformation, Eq. (20) becomes 

E = 1R volts. (21) 

That is, the voltage across any part of 
a circuit, is equal to the product of the cur¬ 
rent in amperes and the resistance in ohms, provided that the current is 
steady and that there are no sources of emf within this part of the circuit. 


.j R -2/1 



Fio. 21. Current with two emfs 
and two resistors.* 


Example. The resistance of the field winding of a shunt generator is 48 ohms, and 
the resistance of its rheostat is 22 ohms, Fig. 22. If the field current is 3.2 amp, 
determine voltage across field-winding terminals, voltage across rheostat, and 
voltage across generator terminals. 


Also, 


Ei = IRi = 3.2-22 = 70.4 volts across rheostat. 

E t “ IR 2 -= 3.2 • 48 = 153.6 volts across field winding. 

Total 224.0 volts at generator terminals. 

E - I(Ri + Rt) = 3.2(22 + 48) = 224.0 volts. Ans. (check). 


Again, if Eq. (20) be solved for the resistance, the result is 

E 

R 1 = -j ohms. (22) 

That is, the resistance of a circuit, or any part 
of a circuit, is equal to the voltage divided by the 
current, provided that the current is steady and 
that there are no sources of emf within the part 
of the circuit considered. This formula is very 
useful in making resistance measurements (see 
Sec. 123, p. 155). 

Example . The voltage across the terminals of a generator held is 220 volts, and 
the field current is 4 amp. Determine the resistance of the field circuit. 

n ^ 220 . 

R *» -j = * 55 ohms. Ant. 

36. Series Circuit As is stated in Sec. 10 (p. 10), if several resistors 
are connected in series, the total resistance is the sum of their individual 

* The Greek letter R (capital omega) is used in electrical engineering as the symbol 
for ohms (Bee Appendix K, p. 595), 


J 1 * 1 * 22 * 


22/1 

*32-2Z s 7Q4v 


224 v 
! 


k i 


R Z *4M 

Ej *J.2-48*/53.6r 
3.2a 


Fig. 22. Voltage drops 
across generator field and 
its rheostat. 
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resistances. This may be proved as follows: In Fig. 23, the total voltage 


E *= 
But 


Ei + + -®i 

= lRi + IR* + IR*. 


E » IR 


k—.c-—*i 

K-E,—-E,—1 
T WW 

I— R| R* R, 

Fig. 23. Resistors in series. 


where IS is the equivalent of the three resistors in series. 
Hence 

IR « /fli + //e 2 + 7/2 a , 

and 

R = 7i!i + R 2 4” Rt» 

The current 

T _ E = E 

R Ri “I - R 2 4" R| 


(23) 

(24) 


Example. A 50-ohm relay is connected in series with a resistor tube of 30 ohms 
resistance and with a small pilot lamp having a resistance of 5 ohms. The operating 
voltage is 115 volts. Determine the current in this relay circuit. 


/ « 


115 


50 + 30 + 5 


115 

85 


1.35 amp. Ana. 


36. Parallel Circuit. 


1-+. 


R» I| —» 

KAAA/WVVWW4 
Rl I 2 —► 

vVWWVWV'VAA 


Rj Ij—► 

I^AWVSMAA^ 

Fig. 24. Parallel circuit. 


—~I 


In Sec. 11 (p. 11), the relation of total resist¬ 
ance to the component resistances in a parallel 
circuit is proved by transforming conductances 
into resistances. This relation may be proved 
by Ohm's law as follows: Consider the circuit 
of Fig. 24, consisting of resistors of R 1 , R 2 , Ri 
ohms in parallel across the voltage E. Let 
I x = the current in resistor R h 7 a = the eur- 


j Mil 

T5~ i -* 3 = d" 


rent in R 2j and I 3 = the current in R*. 

Then, from (20), 

/ = E - 

Adding, 

r , r , r E , E , E M / 1 . I 
7i 4- 7 2 4- 7* = 4“ p- 4- p- = l n r p- 

/ti if 2 \ai ns 


E 

Rz 


K 

R* 


■& 


The total current is 7 = 7i 4- 1 2 4- 7 a . 

Ijet the equivalent resistance be R } so that 
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Substituting I for /i + /j + /i, 

i "1"®(e + 5', + e)’ 


or 


i = _l + _l + j_. 

ft fti ft* ft* 


( 25 ) 


That is, the reciprocal of the equivalent resistance of a parallel circuit is 

the sum of the reciprocals of the individual 
resistances. 

If but two resistances are involved, 


ZSci-^ 



R = 


RiRn 

R\ 4 - Ri 


( 26 ) 


(See p. 12.) 


Example. Two rheostats, connected in par¬ 
allel, are in series with the armature of an electric 
motor, Fig. 25. One rheostat is adjusted until 
its resistance is 3.2 ohms and the other until its 
resistance is 1.8 ohms. Determine: (a) resistance 
in series with armature; (6) voltage drop across two rheostats when armature current 
is 25 amp. 

(a) Using (25), 


Flo. 25. Parallel-connected rheo¬ 
stats in series with motor armature. 


Using (26), 


(b) 


S ” FI + T1 ” 0-312 + 0-550 " °- 808 raho - 
R * o~§68 ** 1152 0 * inJ8 ‘ 

R ~ “ 1-152 ohms (check). 

E - 25 ■ 1.152 - 28.8 volts. A ns. 


(The voltage drop must be the same in each rheostat, since they are in parallel.) 
Example. Determine the total current in a circuit consisting of four resistors of 
4, 6, 8, 10 ohms, connected in parallel across a 10-volt source. 


a “^+g4'g+YQ = 0.25 H- 0.167 4- 0.125 4“ 0-10 * 0.642 mho. 


R - 


0.642 


1.56 ohms. 


10 


/ = ** 6.42 amp. A ns. 

The examplft^rc qJso be solved as follows [see Eq. (10), p. 12)]: 

jfi'r ' 4-6-8-10 

* ' ^ 6^ 8) +r$ • 8 • 10) + (8 ■ 10 - 4) + (10-4-6) 


1.56 ohms (check) 
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37. Division of Current in Parallel Circuit. In Fig. 26, two resistors 
R i and fit are connected in parallel across the voltage E. T hen , 


T E 

’ tl = Wi am P> 
jE 

I, = m amp, 

JTi_ E/Ri _ Hz 

J. 2 E/Rz Ri 



(27) Fig. 26. 1 Division of current in a 
2-branch parallel circuit. 


That is, in a ’parallel circuit of two branches , the currents are inversely as 
the resistances . (This relation does not hold when there is a source of 
emf in either branch. For example, it does not give the division of current 
through the field and armature of a shunt motor when the motor is running , 
since the motor armature generates an emf.) 

Example. A current of 16 amp divides between two branches in parallel, one 
branch having a resistance of 8 ohms, the other branch having a resistance of 12 ohms. 
Determine current in each branch. 

If Zi be the current in the 8-ohm branch and It the current in. the 12-ohm branch, 


Also 


Substituting in (II), 


The voltage drops 


L 12 

U = 8 


[(27)]. 


/,+/* = 16, 

- /* % [from (I)J. 

U% + /* - 16, 

—■* “16; It “ 6.4 amp. An*. 
1 1 =» 6.4% “9.6 amp. An*. 

9.6 ■ 8 =“ 76.8 volte. 

6.4 ■ 12 = 76.S volts {check). 


(I) 

(II) 


From (27) the total current 


/ - 1, + i, =-§ + §■> 

A] its 


E =■ hRu 


r I\R\ , I\R\ T p / 1 - 1 \ 

\-r x +rJ 


Rt 


hRi 


Ry + R* 
RiRt 


Ii 


R * 


Similarly, 


Ri + R* 

: *» - 
Ri + R* 


( 28 ) 


( 29 ) 


Applying (28) and (29) to the foregoing example, 

h - i6 g - 9.6 amp. An*. 

1 1 - 16 g 12 * 6.4 amp. An*. 


aom i 
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If the circuit consists of three branches in parallel, Fig. 27, with 
resistors of Ri, R 2 , Ra ohms, the currents may be found as follows: 


Let the total current / = 7] + 7 S H- I a ; let ll be the equivalent resistance of the 
circuit, that is, the resistance measured between points A and B , and let E be the 
voltage drop from A to B. 


Then 

E - IR; 


and also 

E = 1 X R X . 


Hence, 

IR = hRi, 


and 

i /e, 

/, it 

a> 

Similarly, 

I Rt 

7i = 72 ’ 

au 

and 

/ R z 

U R' 

an) 


Combining (1) with (10) (p. 12) gives (SO). Likewise combining (II) and (111) 
with (10) gives (31) and (32). 



Fra. 27. Division of cur¬ 
rent in a 3-branch parallel 
circuit. 


( R*R* \ 

\RiR* + RiR» + Itjii)' 

(30) 

I Rilii \ 

(31) 

VfliB. + UJt, + rjL\)’ 

( «,K, \ 

(32) 

\R1R1 Hr R 2 R 3 + R A Rj 


(Note the cyclic order of the subscripts.) 

Example. A current of 25 amp is supplied to a circuit consisting of three resistors 
2.5, 4.0, 6.0 ohms, in parallel. .Determine the division of current among the resistors. 
Let R be the equivalent resistance of the combination. From Eq. (20) (p. 40) 


From (I), 


Similarly, 

and 


i‘is + h + lo~ 0817 mh0 - 

R = 1.225 ohms. 


I Ri 25 2.5 

/1 " R* I\ " 1.225' 

/1 - 12.25 amp. Ana. 


r 25 • 1.225 

It “ —j-g— *» 7.65 amp. Ana. 


r _ 26 • 1.225 

/■ ** —g-g-— « 5.10 amp. Ana , 
Total current • 25.00 amp (check). 
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The example may be solved also by means of (30), (31), and (32): 

, _ os 4.0 -6.0 __ ' ■ 

‘ (2.5 ■ 4.0) + (4.0-6.0)+ (6.0 ”2^) 

24 

- 25 ir+24+T5- 12 ’ 25Rmp - 
7 a — 25 » 7.G5 amp. 

/i — 25 — 5.10 amp. 

Total = 25.00 amp (check). 


38. Series-parallel Circuit. A circuit may consist of groups of parallel 
resistors in series with other resistors as shown in Fig. 28. When such is 
the case, each group of parallel resistors is first replaced by its equivalent 
single resistor and the entire circuit is then treated as a series circuit. 

Example. In the series-parallel circuit shown in Fig. 28 
determine: (a) equivalent resistance of each parallel group 
of resistors; (5) total resistance; (c) current; ( d ) voltages 
Ei, Et, Ei] ( e ) current in each resistor. 

(a) Replace the 10- and 12-ohm resistors by a resistor of 
Ri ohms. Then 

4 - A + A = 0.10 + 0.0833 0.1833 mho. 

K\ 1U 12 

Hi = 5.45 ohms. Ans. 

Replace the group of three resistors by a resistor of R « ohms. Then 


I-— 



Fio. 28. Series-paral¬ 
lel circuit. 


A“A+A+A _ O.OG67 + 0.056 + 0.040 - 0.X567 mho, 

Jit IE) 2U 20 

Rz ** - * , — 6.38 ohms. Ans. 

U.15o7 

(6) R - 5 + 5.45 + 6.38 - 16.83 ohms. Ans. 

(c) I * - 6.54 amp. Ans. 

(d) E x - 6.54 • 5.0 - 32.7 volts. 

Ei - 6.54 - 5.45 - 35.6 volts. 

Ei — 6.54 • 6.38 — 4L7 volts. Ans . 

Total * 110.0 volts (check). 

35 6 

(e) Current in 10 ohms — - 3.56 amp, 

35 6 

Current in 12 ohms * -y^- — 2.97 amp. 

Total - 6.53 amp (check). 

41 7 

Current ill 15 ohms = -.-jr "* 2.78 amp. 

15 

41 7 

Current in 20 ohms - —■ = 2.09 amp. 

it y - m 

Current in 25 ohms — — 1.87 amp. Ans . 

Total *■ 6.54 amp (check). 
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39. Electrical Power. The practical or mks unit of electrical power, 
the watt, is defined in Sec. 29 (p. 32). Since one watt is defined as the 
power expended when one ampere flows between two points having a 
potential difference of one volt, the power must be given by 

P = El watts. (33) 

Since by Eq. (21) (p. 38) E = JR in a circuit containing resistance 
only, (33) may be written 

P = (IR)T = PR. (34) 

Substituting for / its value I = E/R in (33), 

P = (35) 

Equation (33) is useful when the volts and the amperes are known; 
(34) is useful when the current and the resistance are known; and (35) is 
useful when the voltage and the resistance are known. 

Equation (35) can be used for only those parts of a circuit in which 
there is resistance alone. It cannot be'used for parts of circuits which 
contain sources of emf, such as batteries, or armatures which generate 
an emf. 

Example. The resistance of a 150-scale voltmeter is 12,000 ohms. Determine the 
power consumed by this voltmeter when it is connected across a 125-volt circuit. 

Since the voltage and the resistance are known (35) is most convenient. 

P= So5 = l-30watta. Ant. 

This may be checked by (33). 

1 “ rifbo" 00104 amp - 

P » 125 ■ 0.0104 =* 1.30 watts {check). 

Example. A field rheostat is adjusted until the held current is 4.7 amp. The 
resistance of the rheostat is found to be 12.8 ohms. Determine the power lost as 
heat in the rheostat. 

Since the current and the resistance are given, (34) is most convenient. 

P - (4.7)* ■ 12.8 * 283 watts. Ans. 

Since conductance G — 1 /R, it follows from (35) that power 

P = ^ = EH3. (36) 

The watt is frequently too small a unit, particularly when large amounts 
of power are being considered, so that the kilowatt (equal to 1,000 watts) is 
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then used. The amount of power on some large systems has become so 
great that the megawatt (1,000,000 watts) is often found to be a con¬ 
venient unit. 

It is often necessary to transform from mechanical horsepower to elec¬ 
trical power and conversely, and a knowledge of the relation of the two is 
therefore useful. 

746 watts = .1 hp, (37) 

0.746 kw - 1 hp, (38) 

and 

1 hp = kw very nearly, (39) 

1 kw = % hp very nearly. (40) 

(Also see Appendix A, p. 579.) 

Example. An electric motor takes 28 amp at 550 volts and has an efficiency of 
89 per cent. Determine the horsepower which it delivers. 


Input 

Output 

13,700 

740 


i 28 - 550 - 15,400 watts. 

* 15,400 ■ 0.89 = 13,700 watts. 

18.37 hp at the pulley. Ana. 


40. Maximum Power. Figure 29 shows a fixed resistor of R r ohms in 
scries with a variable resistor of R ohms, connected across a constant 
voltage E. It is required to determine the value of R for which the 
power P in R will be a maximum. It is clear that the power in R is zero 
when R is zero and also when R is infinite. Hence there must be at least 
one finite value of R for which the power P is a maximum. This may be 

I 


determined as follows: 
E 




1 R + R' 
P = PR = 


E 2 


(R + R') 


R = E 2 


R 


(R + R.y 


dP _ P2 (R + R' Y - R - 2(/e + in 

dR .. ~ \R + R')* 

R 2 + 2RR' + R' 2 - 2 R 2 - 2RR' = 0. 
R = R\ 


-t- 


Fio. 29. Maximum 
That is, for maximum power in the variable resis- poWBr in r ^ 8,Btor * 
tor R, its resistance must be equal to that of the fixed resistor R\ 

41. Electrical Energy. Power is the rate of doing work, or the rate of 
expenditure of energy. Therefore electrical energy is equal to the product 
of electrical power (Sec. 39) and time. The practical or mks unit of 
energy, the joule, is defined in Sec. 29 (p. 32) and is equal to one watt- 
second. The joule is also equal to 10 7 (10.000,000) ergs where the erg is 
the cgs unit of energy. The erg is equal to a dyne<entimeter, which is 
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the work done when a force of 1 dyne is exerted through a distance of 
1 cm in the direction of the force. 

From Sec. 29, 

W = Elt wsec or joules, (41) 

where t is in seconds, E is in volts, and I is in amperes. 

Even the watt-second is ordinarily too small a unit for commercial 
purposes; hence the larger unit, the kilowatihour (kwhr), is commonly 
used. 1 kwhr = 1,000 • 60 ■ GO = 3,600,000 joules or wsec. 

The distinction between power and energy (or work) should be kept 
clearly in mind. Power is rate of doing work, just as velocity is rate of 
motion. On the other hand, energy is the total work done and is equal 
to the power multiplied by the time during which the power acts, just as 
distance covered is the velocity or rate of motion multiplied by the time. 
To speak of a train traveling at a rate of 40 mph gives no information 
as to the total distance which the train travels. Likewise, to speak of 
50 kw does not state the amount of energy that is involved. The state¬ 
ment “electricity is sold for so many cents per kilowatt” is incorrect. 
The correct expression is “electrical energy is sold for so many cents per 
kilowatt/iow.” To illustrate: 


Example. If energy is sold for 5 cents per kwhr, how many kilowatts may he 
purchased for 20 cents? This question as it stands cannot be answered, since the 
time is not given. If, however, it is assumed that the power is to be used for I hr, 


If used in 0.5 hr, 

If used in 0.001 hr, 


20 cents 
5 cents/kwhr 
4 kwhr 
1 hr 


4 kwhr available. 

4 kw is available. An*. 


4 kwhr 
0.5 hr 


8 kw. 


An8. 


4 kwhr 
0.001 hr 


4,000 kw. Ans, 


Hence the 20 cents could purchase any number of kilowatts, depending on the time 
during which the power is supplied. 

In a similar way, horsepower is rate of doing work and is equivalent to 33,000 ft-lb 
per min and not to 33,000 ft-lb. A motor developing 3* hp could do 33,000 ft-lb of 
work if allowed 8 min in which to do it. In speaking of work in connection with 
horsepower, the hor*epower-hour (hp-hr) is the unit ordinarily used. 

Example. An electric motor develops 2 hp for 5 hr. Determine output in (a) 
watt-seconds; (b) kilowatthours. 

(a) 2-5 — 10 hp-hr. 

10 hp-hr ■ 746 — 7,460 whr. 

7,460 ■ 3,600 - 2.60 - 10’ wsee. Ana. 
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(6) Since 1 kw is equal to 1,000 watte, from (a), 

Kwhr -I^- 746 - Ant ' 

42. Heat and Energy. It is well kpown that heat energy may be con¬ 
verted into mechanical and into electrical energy and, conversely, that 
electrical and mechanical energy may be converted into heat energy. 
The complete cycle of energy transformations is well illustrated by a 
steam power plant. The energy is brought to the plant in the coal as 
chemical energy. The constituents of the coal combine with the oxygen 
of the air, thus converting the chemical energy into heat energy. A cer¬ 
tain percentage of this heat energy is transferred to the boiler and pron 
duces steam. The expansion of the steam in the engine cylinders, or 
through the buckets and blades of the turbine, converts the heat energy 
of the steam into mechanical energy. This mechanical energy drives the 
electrical generator which converts a large proportion of the mechanical 
energy into electrical energy. A portion of this electrical energy is trans¬ 
formed into heat in the wires, bus bars, transformers, and the transmission 
system. Finally, the remainder is used to operate motors, supply lamps, 
propel electric cars, and some may be used for chemical processes. Ulti¬ 
mately all the energy appears again as heat energy or is converted into 
other forms of energy. 

The accompanying table shows approximately what becomes of each 
100 heat units existing initially in the coal in the most efficient modem 


Efficiency of Energy Conversion 



Form of 
energy 

Efficiency, 
per cent 

Heat units 
converted 

Cool. 

Chemical 


100.0 

Boiler.. 

Heat 

85 

85.0 

Turbine. 

Mechanical 

34 

28.9 

Generator. 

Electrical 

98 

28 3 

Transmission system (to point of utilisation).. 

Electrical 

85 

241 

Substation transformers. 

Electrical 

99 


(Large motors (average). 

Mechanical 

88 

■ 

I Small motors (average). 

Mechanical 

70 


[Lamps.. 

Light 

3.5 

mm 


steam power plants, using superheaters, condensers, and large units, and 
operating under the best conditions. 

- Figure 30 illustrates the flow of energy (expressed in terms of power) 
in a typical modern electrical system, from the chemical energy in the 
coal as it is fed to the stokers beneath the boilers to the point of utilisa¬ 
tion, which in this case is represented by motors. 
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Energy is delivered to the stokers in the form of coal at a rate of 
94,800 Btu per sec, corresponding to 100,000 kw. The power loss and 
the power transferred are indicated by the flow lines at the top of the 
diagram. 

This system is a typical high-efficiency system, and the efficiencies 
given are those obtained under very favorable operating conditions. For 
simplicity many details in the system, such as switches, step-up trans¬ 
formers, bus bars, have been omitted (also see Fig. 431, p. 552, and Vol. 
II, Fig. 374, p. 458). 

It is to be noted that in the most modem steam plants operating 
under the most favorable conditions the steam turbine is wasteful, con- 


mooo-kw 'SSWMwWWBtu ftno-kw 28,320-kwh 
(*94.860Btu per sec) to steam to after- transmission 24070-fwto 2J8JChkwh 

per sec) turbine nator system transformer motors 



Boiler Steam Generator Transmission Trans- Motor 

eff=0.B5 turbine eff^O.M system formers load 

eff=0.34 eff=0.65 eff=Q99 eff=Q© 

Fio. 30. Energy flow—chemical, thermal, mechanical, and electrical—in typical power 
system. 


verting only 34 per cent of the received thermal energy into mechanical 
energy. The over-all efficiency of such modern systems is not high, being 
from coal to motors only 21.0/100, or 21.0 per cent. The efficiencies of 
the motors, lights, and other devices reduce the total over-all efficiency 
to a still lower value. 

43. Thermal Units. The unit of heat energy in the English system is 
the Btu (British thermal unit) and is equal to the amount of heat required 
to raise the temperature of 1 lb of water 1°F. It is equal to 778 ft-lb 
(called the mechanical equivalent of heat). 

In the cgs system, the heat unit is the gram-caloric and is equal to the 
amount of heat required to raise the temperature of 1 g of water 1°C.‘ 

A gram-calorie is equal to 4.2 wsee or joules. 

By Joule's law the heat developed in a circuit is 

W = A I*Rt = 0.24 PRt cal 
4.2 


where t is in seconds, I in amperes, and R in ohms. 
1 See Appendix A, p. 579. 


(42) 
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Example. Tien horsepower is delivered by a pump in circulating 400 gal of water 
per minute through a certain cooling system. How many degrees Fahrenheit is the 
temperature of the water raised by the action of the pump? 

10 hp = 10 * 33,000 « 330,000 ft-lb per min. 

330/XX) __ 424 B( . u por ntin 

400 gal = 400 ■ 8.34 - 3,330 lb. 

3§ro - °- 12rF - 

Example. An incandescent lamp taking 0.5 amp from 110-volt mains is immersed 
in a small tank, containing 2,000 cu cm of water. Neglecting any loss, by how many 
degrees per minute is the temperature of the water raised? 

W « 0.24 0.5 ■ 110 60 =- 792 g-cal per min. 

S-°- 396 ° c - Aru - 

44. Potential Drop in a Feeder Supplying One Concentrated Load. 

Figure 31 shows a feeder (consisting of a positive and a negative wire) 



Fin. 31. Voltage drop in a feeder due to a single load. 


supplying a thotor load. The feeder is connected to bus bars having & 
constant potential difference of 230 volts. The feeder is 1,000 ft long 
and consists of tw’o 250,000-cir-mil conductors. The maximum load on 
the feeder is 250 amp. It is required to determine the voltage at the 
motor terminals and the efficiency of transmission. 

As is stated in Sec. 31 (p. 33), the voltage at the motor must be less 
than that at the bus bars because of the voltage lost in supplying the 
resistance drop in the feeder. 

From Appendix F (p. 590), the resistance of 1,000 ft of 250,000-ciivinil 
cable is 0.0431 ohm. As is shown in Sec. 31, the net voltage at the 
receiving end of the line is less than the voltage at the sending end by 
the voltage Iosb in both the outgoing and the return wire. Therefore the 
drop in 2,000 ft of cable must be taken, the total resistance being 0.0862 
ohm. The current is 250 amp. 
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By Eq. (21) (p. 38) the voltage drop in the line is 
E* - 250 ■ 0.0862 = 21.55 volts. 
Therefore, the voltage at the motor terminals is 

230 - 21.6 = 208.4 volts. Am. 


In Fig. 31 the voltage along the line is shown graphically. The volt¬ 
age at the sending end of the line is 230 volts, and there is a uniform 
drop in each wire, this drop increasing uniformly to 10.8 volts, making a 
total voltage loss of 21.6 volts. The potential difference between the 
two wires 500 ft from the sending end will be 230 — 10.8 = 219.2 volts 
as shown. 


The power delivered to the motor = 208.4 • 250 watts. 
The power delivered to the line = 230 - 250 watts. 


The efficiency of the line = 0U ^P^ 

input 


208.4 ■ 250 
230 • 250 
208.4 
230 


or 90.6%. 


With one concentrated load the efficiency of transmission is given by the 
voltage at the load divided by the voltage at the sending end of the line. 

46. Potential Drop in a Feeder Supplying Two Concentrated Loads at 
Different Points. In Fig. 32 a 300,000-cir-mil feeder supplies 200 amp 



Fig. 32. Voltage drops in a feeder supplying two loads. 


to a load 800 ft from the bus bars and 150 amp to a load 400 ft farther on. 
If the bus-bar voltage is maintained constant at 240 volts, determine the 
voltage at each load, the total line loss, and the efficiency of transmission. 

From Appendix F (p. 590), the resistance of 1,000 ft of 300,000-cir-mil 
cable is 0.0360 ohm. The resistance of 800 ft = 800/1,000 ■ 0.0360 = 
0.0288 ohm. 
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Voltage drop to the 200-amp load 

W ~ 330(2 • 0.0288) = 20.16 volts. 

Voltage at 200-amp load 

= 240 - 20.2 = 219.8 volts. Am, 

Resistance of one conductor from the 200-amp load to the 150-amp 
load = 400/1,000 • 0.0360 = 0.0144 ohm. 

Voltage drop from 200-amp load to 150-amp load 

E" = 150(2 ■ 0.0144) = 4.32 volts. 

Voltage at 150-amp load 

Et = 219.8 - 4.3 = 215.5 volts. Am, 

The voltage distribution along the line is shown graphically in Fig. 82. 

To determine the efficiency: 

Line loss to 200-amp load 

Pi = (350) 2 (2 ■ 0.0288) = 7,060 watts [Eq. (34), p. 44]. 

Line loss from 200-amp load to 150-amp load 

Pt = (150) 2 (2 • 0.0144) = 648 watts . [Eq. (34)]. 

Total line loss 

Pi + P 2 - 7,060 + 648 = 7,708 watts, or 7.708 kw. 

T?n _ input — losses (240 ■ 350) — 7,708 _ 76,290 Mnrio „ 
input “ 240 - 350 84.000 

46. Estimation of Feeders. It is stated in Sec. 13 (p. 13) that a 
circular-mil-foot of copper has a resistance of 10.37 ohms. In many 
cases it is sufficiently exact to assume this value as 10 ohms. Assume 
the current density in a feeder to L'* 1 amp per 1,000 cir mils, or 0.001 amp 
per cir mil. Call this the normal current density. (Bus bars and large 
feeders operate at a density very nearly equal to this.) 

The voltage drop through a circular-mil-foot carrying 0.001 amp is 

E - JR - 0.001 ■ 10 = 0.01 volt. 

Another circular-mil-foot, carrying 0.001 amp, will also have a drop of 
0.01 volt between its ends. If these be placed side by side, the drop 
across the two will still be 0.01 volt. With any number of wires, each 
having 1 cir mil cross section, a length of 1 ft, and a current of 0.001 amp, 
the drop betw r een the ends of each wire will be 0.01 volt. The wires may 
be separated, or they may be made into a cable. 
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I circular 


4 circular. 


In Fig. 33(a) are shown four separate conductors, each of 1 cir-mil-ft 
and each carrying 0.001 amp. The voltage across each must be 0.01 volt. 
In Fig. 33(6) these same four conductors are grouped together, and as 
each carries 0.001 amp, the total current must be 0.004 amp. The volt¬ 
age drop across the group is still 0.01 volt. If any number of circular- 
mil-foot conductors each carrying 0.001 amp are added in parallel to the 

group of Fig. 33(6), the drop re¬ 
mains 0.01 volt. 

From the foregoing the follow¬ 
ing rule may be deduced: 

The voltage drop per foot of cop¬ 
per conductor whose resistivity is 10 
ohms (cir-mil-ft) is 0.01 volt if the 
current density is 0.001 amp per cir 
mil. Further , if the current density 
is other than 0.001 amp per cir mil, 
the voltage drop will be in direct 
proportion to the current density . This last follows from Eq. (21) (p. 38). 

Example. A motor 800 ft from the powerhouse is to take 500 amp from 230-volt 
bus bars. What size cable is necessary in order that the voltage drop shall not exceed 
20 volts? 

A cable to operate at the normal density must have 

500 ■ 1,000 = 500,000 cir mils. 

The total voltage drop then becomes 

0.01 ■ 800 ■ 2 = 16 volts. 
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<b] 


Fia. 33. Voltage drop in a circular-inil-foot 


The allowable drop is 20 volts, and so a smaller cable may be used. 

500,000 = 400,000 cir mils. Ans. 

This makes the actual current density 
500 

= 1.25 amp per 1,000 rjr mils. 

The foregoing relation may also be treated from the following point of view: 

The voltage drop per unit length of conductor is known as the voltage gradient in 
the conductor and is the slope of the voltage graph in Fig. 31 (p. 49). The relation 
between voltage gradient and current density is shown by combining Eq. (21) (p. 38) 
with Eq. (1) (p. 7). That is, E = lit » IpL/A, from which 

I-,®- 

Hence, the voltage gradient is equal to the product, of the current density and the 
resistivity. As has just been shown for copper conductor, the resistivity of which is 
10 ohms (cir-rnil-ft), the voltage drop per foot is 10 times the current density in amperes 
per circular mil. 
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The example may also be solved from the voltage-gradient point of view. The 
‘voltage gradient in the cable is 20/(2 ■ 800) volts per ft. 

From (I), 


20 

2 >800 



where p ■ 10 and I — 500. 

Hence, 

400,000 cir mils 


giving an actual current density of 500/400,000, or 0.00125, amp per cir mil. 

This density is somewhat in excess of the normal density but not unduly so. 

47. Power Loss in a Feeder. The method of Sec. 46 may be used to 
determine the power loss in a copper conductor. At the normal density, 


P' = pR = (0.001) 2 10 = 0.00001 (or 10“ D ) watt per cir-mil-foot. (I) 
The total power loss at the normal density is 

P 0 = 0.00001 ■ O.M. • l (II) 


where C.M. is the conductor cross section in circular mils and l the length 
in feet. 

The actual power loss is proportional to the square of the ratio of the 
actual to the normal current density. 

That is, 

P = JfV>* (III) 

where P i3 the actual power loss, P n the power loss at the normal current 
density, and D the actual current density in amperes per 1,000 cir mils. 

Example. Determine the power loss in the example of Sec. 46. 

P a =* 0.00001 - 400,000 - 800 ■ 2 = 6,400 watts at the normal density. 

The actual power loss 

P - 6,400 ■ (1.25)* = 10,000 watts - 10 kw. Ana. 

Also if the voltage drop and the current are known, the power loss is readily deter¬ 
mined. For example, in the foregoing example, the voltage drop is 20 volts, and the 
current is 500 amp. Hence the power loss 

P 20 ■ 500 = 10,000 watts 10 kw (check). 

The foregoing gives an easy and rapid method of solution for many 
problems. It is sufficiently exact under most practical conditions. 

The foregoing relations may be developed also in the following manner: From Eq, 
(34) (p. 44) and Eq. (2) (p. 8), the power loss in a conductor, 

= (IV) 


where V is the volume. 
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Also from Eq. (35) (p. 44) and Eq. (2) (p. 8), 

p e* e* (syv 

" R " pL»/V “ W p 


(V) 


From (IV) and (V), the power loss per unit volume, 


P 

V 



(VI) 


If with the circular-mil-foot of copper, p «• 10 and I/A 0.001 (the normof current 
density), jP/V — 10 ■ (0.001)* = 10“ B watt per cir-mil-ft at the normal current 
density, which agrees with (I). 

Likewise at the normal current density the voltage drop per foot is E/L = 0.01 volt, 
p/V - 10"* watt (VI). 

The total power loss is given by (IV) and (V). 

Example. Repeat the foregoing example, using (IV). 


P 



,600 ■ 400,000) or 10 kw. 


A ns. 


In this example the actual power loss per unit volume using (VI), for both the 
current and the voltage relation, 

?" 10 (iSo)' ” to (iiy ’ ■ i - 5 ° 3 • io "’ wa “ per cir - n,u - ft - 

(which is not excessive). 

Note. Power transmission is further considered in Chap. XV, Transmission and 
Distribution of Power. 




CHAPTER III 

BATTERY ELECTROMOTIVE FORCES—EIRCHHOFFS LAWS 

48. Battery Electromotive Force and Resistance. If a voltmeter be 
connected across the terminals of a battery, Fig. 34, the switch S being 
open, the instrument will indicate an emf E. If the switch S be dosed, 
allowing the current 7 to flow, the instrument will indicate a voltage V 
which is less than E. 

The voltage E , measured when the battery delivers no current, is the 
internal voltage or the emf of the battery; the voltage V, measured when a 
current I flows, is known as the terminal voltage of the battery for that 
particular current value. 

The difference between the open- 
circuit emf E and the voltage V, 
measured when current is being 
taken from the battery, is the volt¬ 
age drop in the battery due to the 
passage of current through the bat¬ 
tery resistance. Every cell has re¬ 
sistance, lying for the most part in 
the electrolyte, but partly in the 
plates and terminals. When the 
external circuit is cloaed so that f ,Q - Connection. for nuMoria. bit 

current flows, voltage is required to 

send this current through the battery resistance, just as voltage is 
required to send current through an external resistance. 

If the voltage E f measured at the battery terminals when the circuit is 
open, drops to V when the circuit is closed, the voltage Vi = E — V is 
the voltage drop through the cell due to the passage of the current L 
Let the cell resistance be r. Then, by Ohm’s law, 

E - V - V h - Jr [by Eq. (21), p. 38] 

OT 

r = T = E ~T~ [by Eq ' (22) ’ p ' 38] ' (43 > 

That is, the internal resistance of the battery is equal to the difference of the open-circuit 
and closed-circuit terminal cottages divided by the current, 

E - V + Ir m 
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That is, the emf of the baltery is equal to the closed-circuit terminal voltage plus (he 
resistancedrop in the battery. 


V 17 


(45) 


That is, the current in any cell is equal to the voltage drop in the cell divided by the 
resistance of the cell. 

Example. The open-circuit voltage of a storage coll is 2.20 volts. The terminal 
voltage, measured when the current is 12 apip, is found to be 1.98 volts. What is 
the internal resistance of the cell? 

The voltage drop through the cell 

E - V = 2.20 - 1.98 - 0.22 volt. 

Then 

n 22 

r _ ~ * 0.0183 ohm. Ans. 


In making a measurement of this character, it must be remembered 
that even under open-circuit conditions the ordinary voltmeter takes 
some current. If the cell capacity is small (as in the case of a Weston 
cell, p. 106), the voltmeter current alone may reduce the terminal voltage 
to a value one-half, or even less, of the open-circuit voltage. Under these 
conditions the ordinary voltmeter cannot be used to measure the emf of 
the cell. 

Moreover, it is impossible to measure directly the internal emf of the 
battery when the battery delivers current, for the voltage drop occurs 
within the cell itself. That is, the internal emf can be measured directly 
only when the cell is open-circuited and when either the measuring instru¬ 
ment takes no current or its current is negligible in comparison with the 
rating of the cell. 

The voltage E and the resistance r are seldom constants but are more 
or less dependent on the current. They are also affected by temperature, 
change in specific gravity of the electrolyte, polarization, etc. (sec p. 99). 

49. Battery Resistance and Current. As is shown in Sec. 48, the 
resistance within the battery tends to reduce the current. If, in Fig. 34, 
the switch S be closed, the cell emf E will be acting on a circuit consisting 
of the internal resistance of the cell r and the resistance of the external 
circuit R in series, and the total resistance in the circuit is their sum. 
Then by Ohm's law (p. 38), the current 


I - 


E 

t “b R 


(46) 


The power lost in the battery is 

P = 7V. (47) 

If the cell is short-circuited, R becomes zero and I =* E/r. Under 
these conditions all the electrical energy developed by the cell is con¬ 
verted into heat within the cell itself. 
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Example. A battery having an emf of 2.2 volts and an internal resistance of 0j03 
ohm is connected to an external resistance of 0.10 ohm. Determine current and 
efficiency of battery under this condition of operation. ': ■ 


2.2 


0.03 + 0.10 


2.2 
' 0.13 


16.02 amp. Aru . 


Power lost in battery 
The useful power 


P - (16.92)* ■ 0.03 = 8.59 watts. 


P' - (16.92)* • 0.10 - 28.63 watts. 

P’ is equal to the total power Po developed by the battery minus the battery loss. 


Fo 
P' 

Eff 


■ 2.2 • 16.92 * 37.22 watts. 

: 37.22 - 8.59 - 28.03 watts. 
28.63 


28.63 + 8.59 


> or 76.9%. Ans. 


The foregoing is a further illustration of Ohm's law, namely: The eufy 
rent in a circuit is equal to the total emf acting in the circuit divided by the 
total resistance of the circuit (see Sec. 34, p. 37). 

60. Maximum Power Delivered by a Battery. Assume that the emf E 
and the internal resistance r of the battery, Fig. 34, are constant and 
that the external resistance R may be varied. If the battery delivers a 
current i, the power p, delivered to the external circuit, is vi =■ PR, 
where t> is the terminal voltage of the battery. Since the terminal volt¬ 
age v = E — ir } v will decrease as the current i increases, as was shown in 
Sec. 49. Hence the power p, delivered to the external circuit, is the 
product of two variables, one of which, v, decreases as the other, i 9 
increases. The external power will be a maximum when the product vi 
is a maximum. The conditions under which this occurs may be deter¬ 
mined as follows: 

p = vi = (E — ir)i = Ei — i 2 r. (I) 

Differentiating (I) with respect to the variable i and equating to zero, 


% = E - 2ir - 0; 
at 


E 




E 


2 r r + r 


From Eq. (46) it follows that 


R 


That is: Maximum power is obtained when the external resistance is made 
equal to the internal resistance of the battery . 

Since 

E * v + ir and v =* iR = ir, (48) 

E 


E =*2v\ 


V 2 ' 


m 
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That is: When a battery is delivering ike maximum power , the terminal 
milage is equal to erne-half the internal cm} of the battery. 

The total power which the battery is developing equals the product of 
its internal emf E and the current /. That is, this total power 

P 0 = EL (50) 

The power lost within the battery is Pr, and the power given to the 
external circuit is PR. Since r = R. it follows that Pr = PR. 

That is, when a battery is delivering its maximum power , half the total 
power is lost within the battery itself. Therefore the efficiency of the 
battery under these conditions is 50 per cent. 

It has been shown that the maximum current occurs when the external 
resistance R is zero. Under these conditions, the terminal voltage v is 
zero, and the power delivered to the external circuit is zero. The total 
power Ely developed by the battery, is lost in heating the battery itself. 

Usually, it is not economical to operate a battery so that it delivers 
maximum power, because of the low efficiency and the fact that the 
battery heats unduly. Occasionally, however, batteries are so operated 
for short periods. For example, automobile-starting batteries during the 
cranking period frequently operate at such a current that the terminal 
voltage approaches one-half the emf, and therefore the power that the 
battery delivers is nearly the maximum value. 


Example. A battery has an emf of 1.2 volts and an internal resistance of 0.8 ohm. 
Determine: (a) value of current fur which power delivered by cell is a maximum; 
(6) power delivered under conditions of (a); (r) external resistance; ( d ) current and 
power when external resistance is 1 ohm; (e) current and power when external resist¬ 
ance is 0.6ohm; (f) maximum current which cell can deliver; (p) external power in (f). 

E 

(a) Power is a maximum when the terminal voltage V = * 0.60 volt. Cur- 


4 , 1.2 — 0.60 0.6 „ „ p 

rent / *-g-g-- g-g » 0.76 amp. 

(6) P *• 0.60 • 0.75 ■■ 0.45 watt. An*. 

(c) External resistance R *» \ 

i 0.75 


An*. 

«= 0.8 ohm (■» 


internal resistance). 


Ana . 


(d) I - 0 8 + 2 10 = Yl ' 0fmi an 'i> An *- 

V - 1.2 - o! 6667 - 0.8 « 1.2 - 0.533;* = 0.6667 volt. 

P - VI - 0.6667 ■ 0.6667 * 0.4445 watt. A ns. 

W 1 - osToe " rf " 0857 smp - Ana - 

V - 1.2 - 0.857 • 0.8 - 1.2 - 0.686 - 0.514 volt. 

P - VI - 0.514 ■ 0.857 - 0.440 watt. Ana. 

lf) 1 “ si “ 15 uap - Ani - 

(g) Since V — 0, 

p -» 0 * 1.5 *■ 0. An*. 

Note that the product VI is a maximum when V « E/2. In (d), V is greater than 
in! (a), but / is so much less that the product 17 is less. In (e) I is greater than in (a), 
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but Fu so much less that the product VI is less, (rf) and (e) may be solved more 
readily by using p ■= I*R, but this equation does not so clearly illustrate the fact of 
the product VI being a maximum. 

61. Batteries Receiving Energy. If a resistance load be connected 
across a battery, the direction of the current is from the positive terminal 
of the battery through the external circuit to the battery at the negative 
terminal. As has been pointed out, the battery terminal voltage will be 
less than its open-circuit value, due to current flowing through the internal 
resistance of the battery. Under these conditions the battery is a source 
of energy and acts like a generator, in that it delivers energy. 

If current is forced to enter at the positive terminal of the battery, the 
battery will no longer be supplying energy but will be receiving energy. 
This energy must be supplied from some external source, as from another 



battery or, as is more common, from an electric generator. The battery 
shown in Fig. 35 has an emf of 2 volts, and a voltmeter V, connected 
across its terminals, indicates 2 volts when there is no current, that is, 
when switch S is open. Another source of electrical energy, such as a 
d-c generator, is adjusted so that its terminal voltage is exactly 2 volts. 
The negative ( —) terminal of the generator is connected to the nega¬ 
tive (—) terminal of the battery. The positive (+) terminal of the gener¬ 
ator is connected to the switch <S, which at first is open. However, when 
the switch S is closed, connecting the positive (+) terminal of the battery 
to the positive (+) terminal of the generator as shown in the figure, no 
current flows. The voltmeter V still reads 2 volts, and the ammeter A 
still reads zero. That is, the battery neither delivers nor receives energy, 
and no effects are noted other than those observed when the battery 
is open-circuited. Under these conditions the battery is said to be 
“floating.” 

If, however, the voltage of the generator be raised slightly, the ammeter 
A will indicate a current whose direction is from the positive terminal of 
the generator to the positive terminal of the battery, a direction just 
opposite to that which the current has when the battery supplies energy. 
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The voltmeter will no longer read 2 volts but will indicate a potential 
difference somewhat in excess of 2 volts. 

The relation in the generator-battery combination may be illustrated 
by a mechanical analogy. Figure 36 shows a car standing on the track. 
A force of 400 lb is necessary to overcome the standing friction of the 
car on the track. At one end of the car a force F is applied. Before 
the force F can move the car, its value must equal at least 400 lb. When 
F is exactly 400 lb, the car will not move, just as there is no current- to 
the battery when the generator voltage is exactly equal to that of the 
battery. When the force F exceeds 400 lb, however, the car will move, 
the force effective in producing this motion being the amount by which 
F exceeds 400 lb. Thus, if F — 450 lb, 400 lb of this is utilized in over¬ 
coming the 400-lb opposing force due 
to friction and the 50 lb is effective 
in moving the car. (The standing, 
or static, friction ordinarily exceeds 
the dynamic friction.) 

In the case of the battery there is no current, until voltage in excess of 
2 volts is produced by the generator. Thus, if the generator voltage be 
raised to 2.4 volts, 2.0 volts of this is utilized to "buck” the 2.0 volts of 
the battery and 0.4 volt is effective in sending current into the battery. 
Thus, if the battery resistance be 0.1 ohm, the current will be 



Fig. 30. Force necessary to start a car. 


I = 


04 

0.1 


4.0 amp. 


This assumes that the resistance of the leads is negligible. 

Therefore, if E is the emf of a battery, r its resistance, and V the ter¬ 
minal voltage when current enters its positive terminal, 



and 

E = V - Ir. (52) 

That is, the emf of the battery is less than the terminal voltage by the 
amount of the resistance drop in the battery itself. These equations 
should be compared with Eqs. (44) and (45) (pp. 55 and 56). 

Under the foregoing conditions, the battery is receiving electric energy, 
as when a storage battery is being charged. 

Example. The emf of a 3-cell storage battery is 5.80 volte, and the intorn.l resist¬ 
ance is 0.072 ohm. The battery is being charged, the current being 12 amp. Deter- 
mme: (o) terminal voltage of battery; (5) power loss in internal heating of battery- 
(e) energy stored per second. 



BATTERY ELECTROMOTIVE FORCES 

(a) The terminal voltage must at least equal the counter emf before current can 
flow and in addition must supply the internal-resistance drop. Hence, 

V - 5.80 + 12 ■ 0.072 - 5.80 + 0.864 * 6.664 volts. Ana. 

(5) P - (12) a * 0.072 * 10.37 watts. Ane. 

(c) The storage of energy must be represented hy the direction of the current being 
against the counter emf of the battery. Hence, the energy stored per second 

w ** 5.80 ■ 12 = 69.6 wane or joules. A-ns. 

D2. Battery Cells in Series. Strictly speaking, a battery consists of 
more than one unit or cell. However, the term battery has come also to 
mean a single cell, when this cell is not acting in conjunction with others. 

When cells are connected in series , their emf8 are added to obtain the total 
emf of the battery and their resistances are added to obtain the total resistance 
of the battery . 

Thus, if several cells, having emfs E u E*, E 3 , Z? 4l etc., and resistances 
ri, r s , r a , r 4 , etc., are connected in series, the total emf of the combination is 

E = E\ E* E* ■ ■ • ( 53 ) 

and the total resistance is 

r = **i + + r a + r 4 + * ■ • (54) 


Equation (53) assumes that the cells are connected with positive to 
negative terminals so that their cmfs are additive. If any cell be con¬ 
nected so that its emf opposes the others, its voltage in (53) must be 
preceded by a minus sign. 

If an external resistance R is connected across the two terminals of 
these cells in series, by Ohm’s law f (p. 37), and also from Eq. (40), the 
current is 

r E _ £» + A + 

1 " r + R n +>, + r 3 + r 4 + ■ • • + R 1 ' 

Example - Four dry cells having cmfs of 1.30, 1.30, 1.35, 1.40 volts and resistances 
of 0.3, 0.4, 0.2, 0.1 ohm, arc connected in series to operate a relay having a resistance 
of 10 ohms. Determine current to relay. 


1.30 + 1.30 + 1.35 + 1.40 
0.3 +0.4+ 0.2 + 6T+ 10 


fF5 “ 0.480 amp. A ns. 


A battery consisting of n equal cells in series has an emf n times that oj 
one cell but has the current capacity of one cell only . 

53. Equal Batteries in Parallel. To operate satisfactorily in parallel, 
all the batteries should have the same emf. The operation of batteries 
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having unequal emfa is given in Sec. 56. (Also see Sec. 57, and Sec. 67, 
p . 84.) 

Figure 37 shows a battery of six cells in parallel, each having an emf of 
2.0 volts and a resistance of 0.2 ohm. It is clear that the emf of the entire 
battery is no greater than the emf of any one cell. There are, however, six 
current paths. Therefore, for a fixed external current, the voltage drop in 
each cell is one-sixth that occurring if all the current were through one 
cell. If the internal resistance of one cell is 0.2 ohm, the resistance of the 
battery as a whole must be 0.2/6 = 0.033 ohm. 
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Fig. 37. Parallel connection of equal cells. 


Example. In Fig. 37 the external resistance connected across the terminals of the 
battery is 0.3 ohm. Determine the current. 

Resistance of battery * 0.2/6 => 0.03o ohm. 

1 " 0.033 -h 0.3 = 0333 * 6 amp ^ Eq ' ^ 46 ^’ An8 ' 

If the emfs. are equal but the resistances of the cells are not equal, being n, r*, 
ri, r<, etc., the battery resistance r is found by considering these resistances as in 
parallel IEq. (8), p. 12J. 


1 

r 



+r+r + 

T I T4 


(56) 


Example . A battery consists of four cells connected in parallel, each having an 
emf of 2.0 volts and resistances of 0.30, 0.25, 0.22, 0.20 ohm. A resistance of 0.50 ohm 
is connected across the terminals of the battery. Determine: (a) current; (6) terminal 
voltage; (c) current in each cell. 

^ r “ 030 + 025 + 022 + 020 “ 16,87 mhoB ' 
r - - 0.0503 ohm. 


2.0 _ 2.0 
1 " 00593 + 0.50 ~ 0.5593 
(6) Terminal voltage 


3.576 amp. An*. 


V -IR - 3.576 * 0.5 - 1.788 volte 

- 2.0 - 3.576 ■ 0.0593 volte. An*. 

( c) The current in each cell may be found by means of Eq. (45) (p. 56). 
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m 


Solving, 


/i 

/. 

/. 

I* 


2.0 - 1.788 0.212 
0.30 “ 0.30 

2.0 - 1.788 0.212 

0.25 " 0.25 

2.0 - 1.788 0.212 

0.22 " 1^22 

2.0 - 1.788 0.212 
0.20 “ 0.20 

Total current 


0.707 amp. 
0,848 amp. 
0.$64 amp: 

1.060 amp. 
3.579 amp 


Since the terminal voltages and the emfs of all the cellB are equal, it follows that the 
product of current and resistance is the same for each cell. That ia, 


0.707 • 0.30 - 0.848 • 0.25 - 0.964 - 0.22 - 1.060 - 0.20 - 0.212. 


Cells connected in parallel must have the same terminal voltage since all the positive 
terminals are connected together and all the negative terminals are connected together. 
If the emfs of the cells are all equal, the total battery emf is equal to the emf of but 
one cell. The total battery resistance may be found by the equation for resistances in 
parallel. If the emfs are cdl equal, the current in each cell is inversely proportional to 
the resistance of the cell. The current capacity of the battery ia the sum of the 
current capacities of the individual cells. 


64. Series-parallel Grouping of Cells. Rows of series-connected cells 
may be connected so that the rows themselves are grouped in parallel. 
Figure 38 shows a row of four cells in 
series, and five of these rows in parallel. 

If there are m equal cells in series in 
each row, the emf of each row muBt be 

E = mE 1 volts [by Eq. (53)] (57) 

where E f is the emf of one cell. 

The resistance of each row must be 


x x 


ff± 


X X X X X 

t_LLL* 




E Weach ceH)~Ofv 
r %m ieach ceUbdOBA 
Fxo. 38. Series-parallel grouping of 


fi = mr' ohms [by Eq. (54)] (58) 

where r # is the resistance of one cell. 

Since there are n rows in parallel, the resistance of the entire system 
must be 


m 


ohms. 


(59) 


If an external resistance R is connected to the battery, from Eq. (46) 
(p. 56), the current is 


T mE' 

* ~ (m/n)/ + R 


amp. 


(M) 


Example. Let each of the cells of Fig. 38 have an emf of 0.9 volt and an internal 
resistance of 0.08 ohm. The external resistance R is 0.5 ohm. Determine the 
current. 
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1 " ?f(0.08)"+ 05 = 0.564 ” 6-38 amp ' AlUm 

55. Grouping of Cells. A primary consideration in the grouping of 
cells is the required voltage. The cells must be so arranged as to give 
this voltage, regardless of other considerations. However, if no definite 
terminal voltage is required, the following considerations may govern the 
manner of grouping. 

a. To obtain the best economy, group the cells so that the battery resist¬ 
ance is as low as possible. This requires the connecting in parallel of as 
many cells as seems justified economically. 

b. To obtain the maximum current with fixed external resistance make 
the internal resistance (m/n)r' of the battery equal to the external resist¬ 
ance. This is not economical, since only one half of the energy developed 
by the battery is available in the external circuit ; the other half is lost in 
the cells themselves. Under these conditions the battery delivers maxi¬ 
mum power (see Sec. .50, p. f>7). 

Example. In thf- example of See. 54, how should the cells be arranged to obtain the 
maximum current? 

The total battery resistance (m/»)0.08 must lie equal to the external resistance. 
That is, 

- 0.08 = 0.5. 
n 

Also 


Solving, 

mho 00 *- 05 

m '-(o%) os - 125 - 

m *11+. A ns. 

The best arrangement is 10 cells in series and two rows in parallel. (Eleven cells in 
series would not operate satisfactorily if connected in parallel with the remaining nine 
cells in series.) 

c. To obtain quick action for intermittent operation, as of relays or bells, group the 
cells in aeries if possible. Since such devices are highly inductive, the current is 
delayed in reaching the necessary operating value (see Fig. 230, p. 306). With a higher 
impressed emf to overcome the emf of self-induction, the rate of rise of current 
increases, resulting in quicker operation. 

66. Batteries with Unequal Electromotive Forces and 

Two batteries in parallel having unequal emfs and unequal resistances 
may be replaced by a single or equivalent battery having an emf equal 
to the common terminal voltage of the two batteries in parallel and with 
no external load. The internal resistance of the equivalent battery is 
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the joint resistance of the two batteries in parallel. These relations may 
be proved as follows: 

First consider Fig. 39(a), which shows two batteries A and B in parallel 
with no external load and having emfs of E\ and E* volts and internal 
resistances of and r% ohms. Assume that Ex is greater than E*. 


E, 

r t 




Jo) (b) 

Fig. 39. Equivalent of unequal batteries in parallel. 

The circulating current through the batteries is 

, Ei - E t 

io =-;- amp. 

r 1 + r 2 

The common terminal voltage is 

V = El - I #1 - El - — ^~ ri volts 
Ti -r r 2 

= ft rir + rxr volts. (i) 

Next consider Fig. 39(b), which shows the batteries of Fig. 39(a) con¬ 
nected in parallel and with an external resistance R across their terminals. 
Let the current in battery A be 7i, that in battery B be /*; and let the 
current in the resistance R be I. 

The common terminal voltage 

V& = Ex — hri = j Ei - hr* volts 

from which 

T El — Ez + IiTl /TT\ 


The load current 


T Vab Ei — I\Ti 

I = TT- R— 


I = U + /». 

Solving (II), (III), and (IV) simultaneously gives 

Ei —£- + £ .r-X-r 

T fi 4- r 2 n + r a 


ft + r, T 


amp. 
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The numerator of (61) is (I), which gives the common terminal voltage 
of the two batteries when they are in parallel without external load. The 
denominator of (61) is the sum of the external resistance R and the equiv¬ 
alent resistance of the batteries in parallel [see Eq. (56), p. 62], 

Example. In Fig. 39(b), the emfs of batteries A and B are 12 and 10 volts, and their 
internal resistances are 0.5 and 0.3 ohm. The external resistance R is 1.156 ohms. 
Determine the current in the external resistance. 

The circulating current 

w 12-10 r 
h ~ OT03“ 2,5 p ' 

The corresponding terminal voltage, the numerator of (61), 

V* - 12 - (2.5 ■ 0.5) - 10.75 volts « 10 + (2.5 • 0.3) volts. 

The equivalent parallel resistance of the two batteries, 

- •■.a™- 

The external current 

1 “ 1.156 + 0.1875 “ 8 00 ““ p ' An *‘ 

The same result is obtained if (61) is used directly. 

67. Division of Current among Unequal Batteries in Parallel. In the 
method for determining the current delivered by two batteries having 
unequal emfs and unequal resistances (Sec. 56) the resistance of the 


8.0 a 



Fio. 40. Unequal batteries in parallel—floating-battery method. 

external load is given. Below are given two methods by which the 
division of current between two such batteries may be determined when 
the current to the load is given rather than the resistance of the load* 
The division of current among such batteries is based on two principles. 

For simplicity consider two batteries only, Figs. 40 and 41. First, an 
initial current is allowed to flow either in one battery or in both batteries, 
with the object of bringing the terminal voltages of the two batteries to 
equality. This current has no direct relation to the total load current. 
After the terminal voltages have been brought to equality, the two 
batteries behave like any two batteries having equal emfs but different 
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internal resistances. Accordingly (Sec. 53, p. 61), they will divide all 
additional current inversely as their internal resistances. The total cur¬ 
rent delivered by each battery is then readily found by adding to the 
initial current of each battery the additional current, the division of 
which between the batteries is determined by their internal resistances. 

There are two common methods. In the first method the battery with 
the greater emf delivers an initial current which is just sufficient to make 
its terminal voltage equal to the emf of the second battery, so that the 
second battery neither takes nor delivers current but “floats" (fee p. 59). 
In the second method the load itself is first considered as being open- 
circuited and the resulting circulatory current through the two batteries, 
Fig. 41(a), constitutes the initial current which brings the two batteries 

0.5/2-=- 0J/2I ... 

T9.fc.--T 

A T B 

(a) (b) 

Flo. 41. Unequal batteries in parallel—circulatory-current method. 

to equality of terminal voltage. (These two methods are based on the 
superposition theorem (Sec. 67, p. 84.) Such methods are very useful in 
the analysis and solution of more complex problems, such as determining 
the division of load among d-c generators, alternators, and transformers, 
in parallel.) 

The application of the two methods to two batteries in parallel is 
illustrated by the following example: 

Example. Two batteries A and B, Fig. 40, having cmfs of 12 and 10 volts and 
internal resistances of 0.5 and 0.3 ohm are connected in parallel. An external resist¬ 
or R connected across the batteries takes 8 amp. (This battery system is the same, 
as that shown in Fig. 39.) Determine: (a) current delivered by each battery; (6) volt¬ 
age V a b across their terminals; (c) value of the external resistance; (d) total power 
developed by each battery; (e) ]>ower delivered to the load by each battery. 

I. Floating-battery Method, (a) In this method the battery with the lower emf 

is first considered sb being disconnected, as by the opening of switch S in series with: 
the battery B, Fig. 40(a). In the battery A having the higher emf, a current is 
assumed which will just make the terminal voltage of battery A equal to the emf of £. 
Thus in Fig. 40(a) the value of this current is (12 — 10)/0.5 — 4.0 amp. Since the 
terminal voltage of battery A is now 10 volts, or is equal to the emf of battery B, 
switch S may be closed, Fig. 40(b), without causing any change in the currents of the 
system. For any additional current to the load, resistor R , the parallel combination 
behaves like two batteries of equal cmfs but unequal resistances (See. 53, p. 61), 
The additional current necessary to produce a total current of 8 amp in resistance R is 
4.0 amp. This current will divide inversely as the battery resistances, or the portions 
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of the additional current delivered hy batteries A and B are 

Ia' Qg 4 - 1.5 amp; 1b' = ffg 4 “ 2 - 5 am P* 

Hence the total currents of batteries A and B are 

Ia ™ 4.0 + 1.5 =* 5.5 amp; 1b =* 0 + 2.5 ■* 2.5 amp. Ans. 

[See Fig. 40(5).] 

(6) V. b - 12 - 5.5 ■ 0.5 - 10 - 2.5 • 0.3 * 9.25 volts. Ans. 

(c) R 14 * 1.156 ohms. Ans. 

(Compare with example in Sec. 56, p. 64.) 

(d) P A ' - 12 • 5.5 - 66 watts. 

Pa* — 10 * 2.5 « 25 watts. Ana. 

(e) Pa - 9.25 ■ 5.5 - 50.88 watts. 

Pb ■* 9.25 ■ 2.5 = 23.13 watts. Ana. 

II. Circulatory-current Method. In this method the external load is first considered 
as being disconnected, as by the opening of the switch 5, Fig. 41(a). Under these 
conditions there will be a circulatory current h equal to the difference of the battery 
emfs divided by the sum of their internal resistances. In Fig. 41 (a) the current 

Ia “ 6.5 + 0.3 2 5 amp - 

Since the emf of battery A is greater than that of battery B, the direction of the 
circulatory current will be clockwise., as shown. It is positive with respect to battery 
A and negative with respect to battery B. T!uh current brings the terminal voltages 
of the two batteries to equabty. Thus, 12 — 2.5 ■ 0.5 = 10 4- 2.5 ■ 0.3 = 10.75 volts. 

After such equality of terminal voltages has been established, any additional current 
will divide inversely as the resistances of the two batteries as in method I and in Sec. 
53 (p. 61). Since until now the load current has been considered as zero, the total 
load current must be divided between the batteries. Accordingly, switch *S is closed, 
Fig. 41(6), and 

V - 8 3.0 amp; /«' = || 8 5.0 amp. 

Since battery A already delivers +2.5 amp, its total current 
I a ™ 3.0 + 2.5 * 5.5 amp. Ans. 

The battery B already delivers —2.5 amp, so that its total current, is 
5.0 -f- (—2.5) « 2.5 amp. Ans. 

These values of current are the same as those obtained in method 1(a). 

The solutions of (6), (c), (d), and (e) are identical with those in method I. 

68. Kirchhoff’s 1 Laws. Kirchhoff's laws provide means for solving 
electrical networks that may not be solved readily by simple application 
of Ohm’s law. 

1 Gustav Robert Kirchhoff (1824-1887). A German physicist, bom and educated 
at Kftmgsberg; became extraordinary professor of physics at Breslau in 1850 and in 
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1. In any electrical network, the algebraic sum of the currents that meet 
at a point is zero . 

2. In any closed electrical circuit the sum of all the emfs and all the resist¬ 
ance drops, taken with their proper signs, is zero. 

The first law may be expressed as follows: At any junction 


2/ = 0. 


(62) 


The second law may be similarly expressed. In any dosed electrical 
circuit 

2emfs + 2//e’s = 0. (63) 

[Equation (63) is frequently written as 2emfs = 2//2's. Both equations 
have the same meaning.] 

The first law is obvious. It states that the total current leaving a 


46n 


+5 a 



+4 a 


junction is equal to the total current entering 
the junction. 

The law is illustrated by Fig. 42. Four 
currents, h, / 2 , /s, I a, meet at the junction 
0. The directions of the first three currents 
are toward the junction so the currents have 
plus signs as they add to the quantity of 
electricity at the junction 0. The direction of the current h is away 
from the junction, hence has a minus sign, since it subtracts from the 
quantity at the junction 0. Then, 


Fiu. 42. 
hoff's first. law. 


-n fl 

Illustrating Kirch- 


Ii + I2 + -^3 — I* — 0. 


(64) 


Assume that h = 5 amp, / 2 = 8 amp, and I 4 = 17 amp. Then, 

5 + 8 +/a — 17 = 0 

and 1 3 = +4 amp, the plus sign indicating that the direction of the cur¬ 
rent is toward the junction. 

The second law is merely another application of Ohm’s law [Eq. (21); 
p. 38]. The basis of the law is obvious: if one starts at a certain point in a 
circuit, and follows continuously around the paths of the circuit until the 
starting point is again reached, he must be at the same potential with 
which he started. Therefore the sources of emf encountered in this pas- 

1854 was appointed to a similar position at Heidelberg. He transferred to Berlin in 
1875. His contributions to electrical science were numerous. Besides originating 
the laws which bear his name, he worked out the solution of many difficult problems* 
such as electrical conduction in thin plates and in curved sheets, the distribution of 
electricity in two influencing spheres, and laws of induced currents and of magnetic 
distribution. He also made notable contributions in radiation and in spectrum 
analysis 
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sage must necessarily be equal to the voltage drops in the resistances, 
every voltage being given its proper sign. 

This second law is illustrated by the following example: 

Two batteries, Fig. 43, having emfs of 10 and 6 volts and internal 
resistances of 1 and 2 ohms, are connected in series opposing (their posi¬ 
tive terminals connected together) and in series with an external resis¬ 
tor of 5 ohms. Determine the current and the voltage at each part of 
the circuit. 


R,= /12 


E 2 ~6v 

R 


(a) 


Rise due h E,, 


l 

0 

1 c 10 

tn . 

r1 

+ + 

( 

1) (2) o 5 

> 

R =S/1 01 

1 —VWWWWV — 1 A 

—has a 


fOS volt drop in (I) 



(b) 


Fig. 43. Variation of potential in circuit—Kirchhoff’B second law. 


Since the two batteries act in opposition, the net emf of the two bat¬ 
teries is 10 — 6 = 4 volts. 

The current is 


1 . 10 ~ 6 _ 4 _ n , 

1+2 + 5 8 ” 0-J ftmp ' 

Consider the point A as being at zero or reference potential. In going 
from A to B there is a 10-volt rise in potential due to the emf of battery 1, 
but around the circuit in the direction of the current there occurs a 
simultaneous 0,5-volt drop of potential due to the current in the 1-ohm 
resistance of battery 1. Therefore the net potential at B is but 9.5 volts 
greater than that at A, as shown in Fig. 43(6). From B to C there is 
a drop of 6 volts due to going from the positive to the negative terminal 
of battery 2, and there is also a further drop of 1 volt due to the current 
of 0.5 amp in the 2-ohm resistance of battery 2. This makes the net 
potential at C - 9.5 - 6 - 1 - +2.5 volts. From C to A there is a 
drop in potential of 2.5 volts due to the current of 0.5 amp in the 5-ohm 
resistor. When point A is reached, the potential has dropped to aero. 

Therefore the sum of all the emfs in the circuit, taken with their 
proper signs, is equal to the sum of the Ir drops. This is illustrated as 
follows: 
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Electromotive Forces Jr Drops 

Battery 1 = +10 volts. Battery 1 = —0.5 ■ 1 

Battery 2 = — 6 volts. Battery 2 = —0.5 ■ 2 

Total = + 4 volts. 5-ohm res. = —0.5 • 5 

Total 

+4 + (—4) — 0. 

The current also may be found by applying Kirchhoff's second law 
directly. Starting at point -4, which is assumed to be at zero or reference 
potential, 

+ 10 - J(l) - 6 - 7(2) - 7(5) =0. 

87 == +4; 7 = +0.5 amp. 

Kirchhoff’s second law applies whether the currents and emfs are steady 
or variable. However, if the currents are variable, the emfs must include 
any emfs of self-induction (p. 302) and any emfs that may exist across 
capacitors. 

69. Applications of Kirchhoff’s Laws. In the application of Kirchhoff’s 
second law to specific problems, the question of algebraic signs may be 
troublesome and is a frequent source of error. If, however, the following 
rules are kept in mind, no difficulties should occur: 

A. rise in potential should be preceded by a + sign . 

A drop in potential should be preceded by a — sign. 

For example, in going through a battery from the — terminal to the 
+ terminal, the potential rises, and so this voltage should be preceded by 
a + sign. On the other hand, in going from the + terminal to the — ter¬ 
minal, the potential drops, and so a — sign should precede this voltage. 
These voltages are all due to sources of emf. Hence , the sign preceding 
them is independent of the direction of current. 

In going through a resistor in the same direction as the current, the 
voltage drops in the same manner that the level of a stream of water 
decreases when one goes in the direction of current flow. Hence, a volt¬ 
age taken through a resistor in the direction of current, whether a battery 
resistance or an external resistor, should be preceded by a — sign. 
In going through a resistor in the direction opposite to the current, the 
voltage rises in the same manner that the level of a stream of water 
rises when one goes in the direction opposite to the current. Hence, 
a voltage taken through a resistor in a direction opposed to that of the 
current, whether a battery resistance or an external resistor, should be 
preceded by a + sign. 

It should be noted that the algebraic signs preceding the voltages 
across resistors depend only on the direction of current and are independ¬ 
ent of the polarity of any sources of emf in the circuit. 


= ^0.5 Volt. 
=* —1.0 volt. 
= —2.5 volts. 
== —4.0 volts. 
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The applications of these principles are illustrated by the electric circuit 
shown in Fig. 44. Three batteries having emfs Ei t E 2 , E t are connected 
as shown in different parts of the network of resistors R h 72 s , /2a, R «. 
The assumed directions for the various currents are indicated by the 
arrows. The battery resistances are assumed negligible as compared with 
the other circuit resistances. 

Starting at the point a and applying Kirchhoff’s second law to the path 
abeda , a/i equation may be written, 

-\“E\ — 1\R\ — 1 2 R 2 “I - — 1 \Ra — 0. (I) 

Starting at f and going along the path 
frbcdf, 

—£3 + /j/ 2 j — IzR^ -f- Ei = 0. (II) 

This gives but two equations for the deter¬ 
mination of three unknown currents. Three 
equations are necessary. A third equation 
may be obtained by applying Kirchhoff’s 
second law to a third path febadf. This 
equation, however, when combined with either 
(I) or (IT) would give either (II) or (I), showing that another condition 
must be placed on the network so that a solution may be found. This 
third condition must be obtained by applying KirchhofFs first law to 
some junction as b. 

+ /i — I 2 — /a = 0, 

since the direction of h is assumed- toward, the junction and 7j and 7a 
away from the junction. 

With these three equations it is possible to determine the three currents. 

In applying Kirchhoff’s laws to any network, the following conditions 
are necessary for the solution: 

Kirchhoff’s first law must be applied to a sufficient n umber of junctions to 
include every unknown current at least once. 

Kirchhoff’s second law must be applied a sufficient number of times to 
include every element in the network at least once. 

Example, Figure 45 shows a network identical with that shown in Fig. 44, except 
that numerical values are used. The battery resistances are assumed to be negligible 
compared with the, circuit resistances. 

Considering patli abeda, 

+4 - (7,0.5) - (7j3) + 2 - (7il) - 0 


E, 




+|.-. Rj 

-WWW\r-*e 


IF 


Fio. 44. Application of 
Kiruhli off's laws. 


<i) 


or 


1.5/| + 3f, - 6. 
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Similarly, for path febcdf, starting at/, 


—3 + (7 »1) — 3/j +2*0 


37* - 7 a = -1. 

0D 

At the junction 5, 


+7 1 - 7 a — 7* m 0 


7i « If + 7i. 

an) 

Substituting 7i [(III)] in (I), 



1.5(7a + /*) + 37* - 6, 

4.5/a + J .57 1 « 6, 

and combining with (11), 

97, - 3/s-3 (II). 

9/a + 37a - 12. 

-67, - -15. 

7, 2.5 amp. Ana. 

Substituting this value in (II), 

3/2 - 2.5-1. 

3/ 2 - 1.5. 

h “ 0.5 amp. Am. 

/,-/* + /,= 3.0 amp [(III)]. Ana. 

Ah a check on the correctness of these solutions, KirchhofTs second law may be 
applied to circuit abefda, which was not utilized in forming the network equations. 

+4 - (3.0 ■ 0.5) - (2.5 ■ 1) + 3.0 (3.0 ■ 1) 

* 0 (check). 

60. Procedure in Network Solutions. 

The solution of networks by means of 
KirchhofTs laws is greatly facilitated, and 
likelihood of error is minimized, if a sys¬ 
tematic procedure, as suggested below, is 
followed. 

1. Make a clear diagram of the network. Letter 
the diagram, and mark on it every given quantity 
in the network. 

2. Indicate the assumed direction of current in 
each element of the network. Then designate the 
currents in the different elements by 7i, 7a, 7a, etc. 

(The number of unknown currents may l>e reduced by applying KirchhofTs first law 
to certain junctions, as explained in Sec. 61.) 

3. The number of unknowns may be found from item 2, and the same number of 
independent equations is necessary in order to determine these unknowns. Write 
the equations in accordance with KirchhofTs first and second laws. Each equation 
must contain some element which has not been considered in any previous equation. 
Verify the sign of each quantity. 

4. Solve the equations algebraically for the unknowns, and verify the solutions by 
substituting in the equation of a circuit not alreadv utilized. 





Fig. 46. Application of Kirch- 
hoff’s laws. 
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Example. In the circuit shown in Fig. 46, determine the direction and value of the 
current in each of the batteries A, C, and E. The assumed directions of currents 
are indicated by the arrows. It will be noted that, the current in battery E is the sum 
of 1 1 and 7* and is represented as such (see Sec. 62). Since there are two unknowns, 
two independent equations are necessary. 

In circuit ABCFA, starting at A, 

+20 - 21l - 471 + 87 a - 30 + 37 2 - 67i - 0. (I) 

In circuit FCBDEF, starting at F, 


20v,2It 



Fig. 46. Procedure in net¬ 
work solution. 


+30 — 37i — 87a — 5(/j + 7 2 ) 

+ 10 - l(7 t + 7*) = 0. (II) 

Simplifying, 

12/1 - 117* = —10 [(I)] 

67i + 177* - 40 [(11)1. 

Solving, 

7i « 1 amp * current through A. Ans. 

1 2 * 2 amp = current through C. Ana. 

7j + 1 2 — 3 amp = current through E. Ans. 


The assumed directions of current are correct. 
In circuit ABDEFA, starting at A, 


20 - 27* - 47i - 5(7* + 7 a ) + 10 - l(7i + 7*) - 67* - 0. 

187, + 67* * 30. (Ill) 


The substitution of the numerical values of h and 7a in (III) gives 30 and verifies 
the solutions of (I) and (II). 


61. Assumed Direction of Current. In the application of Kirchhoff's 


laws to the solution of electric networks, the 
question of assuming the proper direction of cur¬ 
rent often arises. The current may be assumed 
to flow in either direction. If the assumed di¬ 
rection of the current is not the actual direction, 
this current will be found to have a minus sign 
when the equations are solved. However, when 
a direction has been assumed for a current, that 
direction must remain unchanged throughout 
the solution of the problem. 


E,*4v 


a. 




5 “ 


pf_ J±. 


E 3 b 3v 

|t~v WAW -J 

Is 

Fig. 47. Assumed diroc 
tion of current. 


Example. This is illustrated by assuming that the di¬ 
rections of the three currents of Fig. 45, Sec. 59, are toward point d as shown in 
Fig. 47- This condition is of course impossible. 

Considering circuit abedu, starting at a, 


+4 + 0.57i - 37. + 2 + I* - a 
lA/i - 3/* + 6 - 0. 
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Similarly with circuit /staff, starting at/, 

-3 + It - 3J a + 2 - 0. 

/« -3/s -1-0. 

The directions of the three currents ft, It, It are toward junction d; therefore, 
Substituting and solving, 

h * — 3 amp. Ana. 

It — 0.5 amp. Ans. 

/i *" 2.5 amp. Ana. 

The minus sign occurring in the value of h signifies that the actual direction of 
this current is opposite to the assumed direction, which is indicated by the arrow, 
Fig. 47. The positive values of I t and h indicate that the assumed directions for 
these two currents arc the actual directions. 


62. Further Applications of KirchhofFs Laws. It is stated in Sec. 59 
(p. 72) that Kirchhoff’s first law muBt be applied to a sufficient number of 
junctions to include every current at least once. Also, Kirchhoff's second 
law must be applied to every branch of the network at least once. By 
applying these two rules, the number of independent equations can be 
made equal to the number of unknowns. These facts are illustrated in 
the examples of Secs. 59 and 61. 

It is possible, however, to reduce the number of unknown currents, 
and hence the number of equations, by 
combining the currents directly on the 
diagram, in accordance with Kirchhoff’s 
first law. This is in part illustrated by 
the example in Sec. 60 but is more com¬ 
pletely illustrated by the following ex¬ 
ample, in which the resistance of the 
batteries is no longer negligible: 

determine nil the currents in the 
48 and also the voltages between 
points ed and dc. There are six unknown currents, but by combining at the junctions 
e and d, as shown in the diagram, the number of unknown currents is reduced to 
three. Applying Kirchhoff's second law to path abcdea, 


y^SxamrpU. £ 
network of Fig. 




-13 + 0.6/, + 6 (/i + /, + /.) + 3(1, + /,) + (1)/, - 0 



10.5/i + 9/, + 6/1 - 12. 

<D 

Path fl/gds, 

-10 + 0.4/, - 1J5Z, + 3(/, + /,) - 0 


or 

3/i + 3.4/, - 1.5/. - 10. 

CTO 

Path cdghcj 

+ 6 (i, + /, + /.) + 1.5/, - e + 0.3(/, + /.) - 0 



«/, + 6.3/, + 7.8/, * 6 . 

m 
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(I), (II), and (III) give three independent equations, and since there are but three 
unknowns. h, /s, these can be determined by the simultaneous solutions of (I), 
(II), and (III). 

For example, if /a is eliminated between (I) and (II) and then between (II) and 
U1I), 

22.5/i -I- 22.f»/ 2 = 52, 

32.4/i + 35.95/* = 87, 

from which 

/1 =* —1.242 amp. A ns. 

1 2 * +3.540 amp. A?w*. 

By substituting these values in (II), 

/1 = — J.12G amp. Ann. 

Hence, the directions of /, and /* are actually-op]xiHite to those assumed. 

The current from etod = /i+/*« +2.298 amp. Ana. 

The current from d to c = I\ + /* + / a = +1.172 amp. Aim. 

The current from ctoAtoj 7 =-/* + / a = +2.414 amp. Ann. 

The voltage across erf =» +2.298 ■ 3 = 6.89 volts. Ana. 

The voltage across dc * +1.172-6 — 7.03 volts. Ana. 

The voltage across ce = 12 — ( — 1.242) (1.5) = 13.9 volts (check). 

As a further check on the correctness of the solutions (Sec. GO), KirchhofTs second 
law may be applied to circuit abchgfea, which was not utilized in deriving (I), (IIJ, 
and (III). 

-12 + (-1.242)0.5 + 6 - (2.414)0.3 + 10 - (3.540)0.4 + (-1.242)1 - 0. 

+ 16 - 16 - 0 (check). 

63. Applications of KirchhofTs Laws to Railway Systems. KirchhofTs 
laws may be- applied to problems involving electric railways and dis¬ 
tribution systems, where power is fed to the loads through different 
feeders and from different substations. In practice, however, it is not 
always possible to apply KirchhofTs laws directly to electric railway sys¬ 
tems, since the widely fluctuating loads, which are constantly shifting 
their location, make it difficult to formulate a definite problem. How¬ 
ever, loads which simulate typical operating conditions may be assumed, 
and KirchhofTs laws then can be applied. In practice, such an analysis 
may be supplemented by a voltage survey of the system. From data so 
obtained, together with the analytical results, the number and sizes of 
feeders can be determined quite accurately. 

In the networks which have so far been used, the voltages and resist¬ 
ances have been given. In railway and power networks the factors which 
are generally known are the supply voltages, the resistances of trolleys, 
feeders, and rails, and the ampere loads at designated locations. How¬ 
ever, the applications of KirchhofTs laws are identical with those which 
already have been discussed. 

The following example illustrates the application of these laws to a 
simple railway system. 



BATTERY ELECTROMOTIVE FORCES 77 

Bkanvplt. In Fig. 49 there is shown a simple railway system, with a ring-connected 
y6lley and a single feeder connected to the bus bars at A and to the trolley system at 
AC . The station bus bars at A A' are maintained at 600 volts, bus bar A being positive 
and A* being negative and grounded. The resistance of the bus bars is negligible. 
The resistance of the overhead trolley is as follows: A, to B t 0.30 ohm; B to C, 0120 
ohm ; C to 7), 0.20 ohm; D to A, 0.28 ohm. A feeder is connected from A to C, and its 
resistance is 0.25 ohm. The resistance of rail and ground return is as follows: A 1 to B\ 
0.40 ohm; B r to C', 0.25 ohm; C to D 0.25 ohm; D' to A 0.36 ohm. A trolley car at 
BB ' takes 70 amp, and a trolley car at DD' takes 80 amp. Determine: (a) current in 
each section of trolley and in feeder; (fe) voltage at each ^ar and at feeding point CC*. 


Ai Ii—* a JO/2 B 1,-70- 



R*i! system D' 


Fig. 49. Kirohhoff’s laws applied to railway system. 

The current from A , to B is designated as 7, and that from A to D as 7*. Since 
the total current is 150 amp, the current in the feeder AC is equal to 150 — 7, — /,. 
By applying the principle of Sec. 62, the currents between points B and C, and C and 7), 
may be expressed in terms of 7, and /*, as shown. 

Applying KirchhofTs second law to path AiBCA, 

(a) — 0.307 1 - 0.20(7, - 70) + 0.25(150 - 7, - 7,) - 0. 

-0.757, - 0.257, + 51.5 - 0. (I) 

Applying the law to path AC DA, 

-0.25(150 - 7i - 7,) - 0.20(80 - /,) + 0.287, - 0. 

0.257, + 0.737, - 53.5 - 0. (II) 

Multiplying (II) by 3 and adding the result to (I), 

0.757, + 2.197, - 160.5 - 0. 

-0.75/i - 0.257, -I- 51.5 - 0. 

1.947, - 109. 

It — 56.2 amp. Ans. 

Substituting the value of 7, in (II), 

0.25/i + 41.0 - 53.5 - 0. 

1 1 — 50,0 amp. Ans , 

The current from B to C is 

50.0 — 70.0 - —20.0 amp. Ans . 

And in view: of the — sign its actual direction is from (7 to B* 
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The current from CtoZ)is80 — /t — 23.8 amp. Ant. 

The current in the feeder AC is 150 — 50.0 — 56.2 — 43.8 amp. Ant. 

(These solutions may be verified by application of Kirchhoff'a second law to path 
AAtBCDA.) 

(b) The voltage at B (above that of the station negative bus bar) iB 
600 - 50.0 ■ 0.30 = 585 volts. 

Likewise, the voltage at C is 

600 - 43.8 ■ 0.2u - 589.1 volts, 

and that at D is 

600 - 56.2 - 0.28 « 584.2 volts. 

Before the voltage at the two cars and from point C to ground can be found, the 
voltage drops in the rail and ground must be determined. This may be done by 
applying Kirchhoff’s second law to the ground circuit, the path being A'B'C'D'A', 

+0.407, + 0.50(7, - 70) - 0.36(150 - 7,) - 0. 

1.267, - 89; 7, - 70.6 amp. 

The current from D' to A' is 


150 — 70.6 = 79.4 amp. 

The voltage drop from B' to A' is 

70.6 0.40 - 28.2 volts. 

The voltage drop from I)' to A' is 

79.4 - 0.36 - 28.6 volts. 

The voltage drop from B* to C' and from D’ to C' is 0.6 • 0.25 ■* 0.15 volt and 
may be neglected. 

Hence the voltage at car BB' is 

585 - 28.2 - 556.8 volts. Ana. 

And the voltage at car DD’ is 

584.2 - 28.6 - 555.6 volts. Ant. 

Since the current from D' to C" to B' is 0.4 amp, the voltage at C" is practically the 
same as that at D' and B 

Hence, the voltage from C to ground is practically 589.1 volts. Ant. 

It is to be noted that the division of currents in the overhead system depends only 
on the resistances of the overhead system and is independent of the ground system. 
Ldkewra, the division of currents in the ground system depends only on the resistances 
in the ground system. 

64. Application of Kirchhoff’s Laws to Power Systems. The following 
example illustrates the application of Kirchhoff’s laws to a 240-volt power 
system. This system is in general similar to the railway system of Sec. 63, 
except that the outgoing and return systems are now symmetrical. This 
simplifies the solution, since corresponding currents in the return and 
outgoing systems are the same. Such a system ordinarily would be a 
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3-wire one with 120 volts between each outer wire and neutral (see Sec. 
374, p. 557). However, 3-wire systems ordinarily are well balanced and 
usually are solved on that basis. Under these conditions the neutral cur¬ 
rent is zero, so that the neutral has no effect on voltage drops. Hence it is 
omitted in Fig. 50. 

For illustration, two methods of solution are given, the second being 
the simpler. 



Fig. 60. Ring-feeder power system. 

Example . In Fig. 50, a 240-volt substation at A supplies two distributing centers 
B and C', by a ring system of feeders. Between A and B, a distance of 800 ft, two 
1,000,000-cir-noil feeders are paralleled; between A and C, a distance of 1,200 ft, 
three 1,000,000-cir-mil feeders are paralleled; between B and C, a distance of 600 ft, 
a 1,000,000-cir-mil tie line is connected. Determine the current in each feeder and 
the voltage at each distributing center, when the load at B is 2,000 amp and that at 
C is 3,500 amp. 

Assuming 10 ohms per circular-mil-foot, 

800 • 10 

Resistance per wire A to B - 2000 000 “ 0004 ohm - 

Resistance per wire B to C — " 0.006 ohm. 

Resistance per wire A to C - 00(j “ °* 004 ohm. 

Going from A to B to (7, out on the positive and back on the negative conductor, 

240 - 7i (0.004) - (/j - 2,000)0.006 ~ Ec - {h - 2,000)0.006 - 7|(0.004) - 0. 

240 - /i(0.02) + 24 - E c . (I) 

likewise, going directly from A to C, 

240 - 7,(0.004) - Ec - 7,(0.004) - 0. 

240 - 7,(0.008) - Ec. (II) 

Equating (I) and (II), 

240 - 7i(0.02) + 24 - 240 - 7,(0.008). 

0.027, - 0.0087, - 24. (Ill) 

At center C, 

7, - 2,000 + 7, - 3,500. 

7,+ 7.- 5,500. 


£V) 
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Substituting in (III) for h - 5,600 — /«, 

0.02(5,500 - /*) - 0.008/s - 24. 

110 - 0.02/, - 0.008/s - 24. 

0.028/, - 86. 

It * 3,070 amp. An*. 

/i =- 2,430 amp. Ana. 

From (II) 

tfc - 240 - 3,070(0.008) - 215.44 volts. Ana. 

E a - 240 - 2,430(0.000) - 220.56 volts. Ana. 

The problem may be solved, however, without involving the voltages at A, B t or C. 
Taking a path from the + bus at A and going along the positive wires of the two 
feeders to B and C and then returning to A along the positive wire of the 3,000,000- 
cir-mil feeder, the following equation is obtained: 

-0.004/1 - 0.006(/i - 2,000) + 0.004/, - 0 
or 

0.01 A - 0.004/2 « 12, 

which is equal to (111) divided by 2; and at C, 

7i - 2,000 + /, - 3,500 
or 

h + /, “ 5,500 amp, 

which is the same as (IV). 

In this example it is to be noted that, as in the railway type of problem, currents 
as well as cmfs and resistances are included in the given data. 

65. Maxwell’s Mesh Equations. So far, in the applications of Kirch- 
hoff’s laws to electric networks, the current in each individual element of 

the network is the unit on which the 
equations are based. Maxwell, 1 how¬ 
ever, originated a method in which the 
current circulating in each mesh of the 
network is the unit on which the equa¬ 
tions are based. Thus, any network 
may be divided into meshes , Fig. 51, and 
a separate curr ent is assumed to circu late 
in each mesfi7 The current circulating 
about the mesh then becomes one of the 
units on which the solutions are based. 
Although, so far as the correct solution is concerned, the direction of any 
mesh current-ca n be ta ken eith er as clockwise or^ q ^ j^uiU^ rci^cE wlse, 
the method of solution becomes far more systeipatic if the direct ums oTItll 
currents are assumed to T>e the samer Because clockwise rotation seems 
to be the natural 3irectum7it H’tEe"one which is usually selected, although 
counterclockwise rotation would serve equally well. 

1 See footnote, p. 211. 
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In Fig. 51, applying KirchhofPs second law to the three meshe&the 
following equations are obtained: 

abca 

+Ei — I\T\ — IiRi — hRz — E% — hr 2 — I 1 R 4 + 7j(ri 4 fij) + IJti 

- G (I) 

or 

47?j — E<i — /i(ri 4 R 1 4 7£ 2 4 4 Ra) 4 Iti?% 4 Ri) 4 IsR* 

= 0. (II) 

cfrdc 

+£2 — 72^2 — 7^ 2/^2 “ 7?72r> — 7 2^6 4 7i(Jf?2 4 rs) 4* I%Re — 0 (III) 
or 

+Et ~ 7 2 (r 2 + R* 4 R , 4 /?.) 4 4 r,) 4 7 3 tf B = 0. (IV) 

rawfc 

— 7A — 7s7?b — 7^3 — 7?a — 7ar 3 4 7iAJ 4 4 7 2 /2 B — 0 (V) 

or 

— Ei — / 8 (7?4 4 Rs 4 R* 4 fa) 4 7 j7?4 4 7 2 7P fl ■» 0. (VI) 

There are several features of the mesh equations which render them 
systematic and reduce the opportunities for error. 

In (I), (III), (V), the IR drops due to the mesh currents under con¬ 
sideration are taken in the direction of the current, and so all are negative. 
The IR drops due to the other mesh currents in the mutual elements of 
the network such as 72 2 , r 2 , 72 4 , Re are taken in opposition to the currents, 
and so all are positive. Hence, it follows that the resistances of the ele-l 
ments through which the mesh current under consideration goes may all 
be added within a set of parentheses and multiplied by the negative of\ 
the mesh current. All other IR drops, which are produced in the mutual] 
elements by the other mesh currents, are positive. This is illustrated ini 
(II), (IV), (VI). 

The signs of the emfs in the energy sources are positive when going I 
from — to 4 and are negative when going from 4 to —, as in the usualj 
application of KirchhofTs second law. 

Unlike the conventional application of KirchhofTs laws, it is not neces¬ 
sary to apply directly the first law to any junction. 

The number of unknown currents is the same as the number of meshes, 
so that the number of simultaneous equations must also be equal to the 
number of meshes. 

As in the conventional applications of Kirchhoff's laws, if a solution of I 
the equations gives a negative value of current, the actual direction off 
current is the reverse of that assumed (see 7* below). 

The current in each mutual element is the difference of the two meshf 
currents, ^ 

Note that when the voltage drops due to a mesh current such as Jj are 
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primarily under consideration, the emf E% of a source of emf in a mutual 
element such as be, Fig. 51, is ignored in considering the effect of the 
second mesh current such as J 3 . That is, under these conditions the 
resistances only, including those in the source of emf, such as r s , are con¬ 
sidered, as in (I). However, when mesh current h is primarily under 
consideration, the emfs in the mutual elements must be taken into con¬ 
sideration as in (III). 

As has been pointed out, the advantages of Maxwell’s mesh equations 
are that the signs of the IR drops are written systematically so that 
there is almost no chance of their being in error. Also note that the 
number of simultaneous equations is reduced over those normally used. 
For example, in Fig. 51, there are six circuit elements requiring six cur¬ 
rent equations, whereas there are only three meshes requiring only three 
current equations. 

A common application of the Maxwell mesh equations is in the solu¬ 
tion of bridge circuits. This is illustrated by Prob. 198 (p. 622). 

Example. In Fig. 51, let E x — 15 volts, E t — 12 volte, ** — 20 volts. In ohms, 
Ti ■ 0.2; r* ■ 0.4; ■ 0.5; R x ■ 4; R* » 3; Rj *■ 7.5; ■ 2; Re ■ 5; R% ■ 6. 
Determine: (a) 7 S| 7■; (b) current in elements he, ca, and dc ; (c) voltages across be, 

ca, and dc; (d) voltage across battery with emf E x . 

(a) Substituting the foregoing data in (II), (IV), (VI), 

+15 - 12 - /i(0.2 + 4 + 3 + 0.4 + 2) + 7,(0.4 + 3) + 27, - 0 [(II)]. 

+12 - /j(0.4 + 3 + 5 + 6) + 7i(3 + 0.4) + 6/, - 0 [(IV)]. 

-20 - 7,(2 + 6 + 7.5 + 0.5) + 27, + 67,- 0 [(VI)]. 


These three equations reduce to 


9.6/, - 3.47, - 27. - 3. 

(VII) 

3.47, - 14.47, + 67, - -12. 

(VIII) 

2.07, + 6.07, - 167. - 20. 

(IX) 

Combining (VII) and (VIII) gives 


32.27, - 24.67, - -3. 

(X) 

Combining (VIII) and (IX) givea 


33.27, - 97.27, - -36. 

(XI) 


From (X) and (XI), 


7i — 0.2568 amp.' Ana. 
7* — 0.4582 amp, A ns. 

From (IX), 


7, — —1.047 amp. Ana. 


(P) 

/« 



d) Vi 


7i - 7i - 0.2568 - 0.4582 - -0.20i4 amp. Ana. 

7i - It - 0.2568 - (-1.047) - +1.304 amp. Ana. 

7, - It - 0.4582 - (-1.047) - +1.505 amp. Ana. 

- — 7b.tR, + r,) - E, - 0.2014(3.4) - 12 - -11.32 volts. Ana, 

> -7 Ba R4 - -1.304 • 2 - -2.608 volts. Ana. 

> — 7dJfZ s — —1.505 • 6 — —9.030 volts. Ana. 

Ei - 7in - 15 - 0.268 0.2 - 14.95 volts. Ana. 
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ELECTRIC-NETWORK THEOREMS 1 

66. Circuit Definitions. Electric-network solutions may frequently be 
simplified by applying certain theorems which either simplify the network 
itself or simplify the analytical solution. These methods are equally 
applicable to a-c systems, vector impedances being substituted for resist¬ 
ances. Circuits in accordance with their properties may be defined as 
follows: 

A circuit is a conducting part or a system of conducting parts through 
which an electric current flows or is intended to flow (35.40.010). 1 

The various elements of a circuit are called parameters. In an electri¬ 
cal circuit the parameters are resistance, inductance, and capacitance. 
The parameters may be lumped , as in a circuit consisting of a capacitor, 
an inductance coil, and a resistor unit, or distributed, as in a transmission 
line where the capacitance exists between the conductors and the resist¬ 
ance and inductance are due to the conductors themselves. 

A linear circuit is one in which the parameters are constant. 

A nonlinear circuit is one in which the parameters change With the 
voltage or current. 

A bilateral circuit is one which has the same characteristics in either 
direction. For example, the usual transmission line is bilateral because 
power may be supplied to either end and delivered from the opposite end. 
The source and load may be interchanged without effect. 

A unilateral circuit is one whose characteristics change with the direc¬ 
tion of operation. A vacuum-tube rectifier is a unilateral circuit because 
if alternating current is supplied to end A , direct current is delivered at 
end B\ but if direct current is supplied at end B, the circuit will not 
deliver alternating current at end A. 

An electric network is a combination of any number of electric elements, 
the impedances of which may be either lumped or distributed, or both, 
which are connected in any manner, conductively, inductively, or capaci- 
tively (65.20.625). * 

Note. An electric network is understood to be passive unless the con¬ 
trary is stated. 

An active electric network is an electric network containing one or more 
sources of energy (65.20.630). s 

A passive electric’network is an electric network containing no source of 
energy (65.20.635).* 

An L network is a network composed of two impedance branches in 

1 A more complete analysis is given in M Introduction to Circuit Analysis/’ by 
Abner R. Knight and Gilbert H. Fett, Harper & Brothers. 

1 ASA C42 Definitions of Electrical Terms, 1941 edition. (In 35.40.010 the words 
“flows or” have been added.) 

’ ASA 042 Definitions of Electrical Terms, I94i edition. 
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series, the free ends being connected to one pair of terminals anti the 
junction point and one free end being connected to another pair of ter¬ 
minals (65.20.645). 1 

A T network is a network composed of three impedance branches con¬ 
nected in star; that is, one end of each branch is connected to a common 
point, while the'three remaining ends are connected to an input terminal, 
an output terminal, and a common input and output terminal, respec¬ 
tively (65.20.655). 1 

A t network is a network composed of three impedance branches con¬ 
nected in delta, that is, connected in series with each other to form a 
closed circuit, the three junction points forming an input terminal, an 
output terminal, and a common input and output terminal, respectively 
(65.20.665). 1 

67. Superposition Theorem. In a linear bilateral network, the cur¬ 
rent at any point, or the potential difference which exists between any 
two points due to the simultaneous action of a number of emfs dis¬ 
tributed throughout the network, is the sum of the component currents 
and voltages in the network. A component current or voltage is that 
due to one emf acting alone. In other words, each emf acts independently 
to produce current in the network. 

In applying the superposition theorem to a network, one source of emf 
is applied at a time, the others being removed. However, the internal 
resistances of the emfs which are removed must remain in the circuit. 
An example of the application of the theorem is given in Fig. 52. 




Fig. 52. Example of superposition theorem. 

Example. In Fig. 52 (a) two batteries having emfs of 8 and 12 volts and internal 
resistances of 0.2 And 0.4 ohm arc connected to the network as shown. Determine: 
(o) current I\\ (6) current I 2 ; (c) current 7; (d) voltage across ah. 

In (5) the 12-volt battery is removed but its internal resistance of 0.4 ohm remains. 
The currents W, V, and I* are found by the simple application of Ohm's law. 

The external resistance 

■ 2+ *+ : aa 12 + W “ 3839 0hm8i 

*' 0.2+039 039 1981 »™P- 

V ■ 1.981 - 0.910 amp; - ~ 1.981 

1 ASA. C42 Definitions of Electrical Terms, 1941 edition. 


1.071 amp. 
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In (c) the 8-volt battery is removed, but its resistance of 0.2 ohm remains* The 
currents //', /”, and /i" are then found. 

The external resistance 


R" -8 + ~~ - 3 +|| - 4.419 ohms; 

II " " 04 + 4.419 ” 4.819 “ 2,490 amp: 

I" - || 2.490 - 0.884 amp; - ~ 2.490 


1.006 amp. 


In (a), 7, - h' + (-h") - 1.981 - 1.606 - 0.376 amp. Ana. 
(6), It - (-IY) 4- 7," - -1.071 + 2.490 - 1.419 amp. Ana. 
(c), /«/'+/"- 0.910 + 0.884 - 1.794 amp. Ana. 

The voltage across the 4-ohm resistor, 


(d) V* - 1.794 • 4 * 7.18 volts - 8 - (0.375 • 2.2) - 12 - (1.419 • 3.4) volts, 4ns. 

Further applications of the method are given by Probs. 200 to 202 (p. 623). 

68. Th£venin’s Theorem. If a resistor 1 of R ohms be connected 
between any two terminals of a linear bilateral network, the resulting 
steady-state current through the resistor is the ratio of the potential 
difference E' between the two points prior to the connection and the sum 
of the values of (1) the resistance R' of the network measured between 
the two points and (2) the connected resistance R. 

The application of the theorem to a specific network is given in Fig. 53, 
which shows a source of emf E with internal resistance r ohms connected 
to an external circuit consisting of resistors of R\ and Hi ohms in series. 
So far as terminals rib across R\ are concerned, the network acts as a 
source of emf of E r volts where E' is the voltage across ab before the 
connection of R, that is, the conditions shown in the figure. The resist¬ 
ance Ro of the network as it would be measured between terminals ab 
(with E removed) is determined from the relation, 

R, “ Ri + r + R, mh0S ' 

The network, so far as terminals ab are concerned, behaves as a source 
having an emf of E' volts and an internal resistance of Rq ohms. For 
example, if the resistor of R ohms be connected across ab, the current / in 
R becomes 

r E ' 

/ = gr+* -,“ p - 

1 In the generalised case, which includes alternating currents, “impedor,” “imped¬ 
ance/* and Z may be substituted for “resistor,” “resistance,” and R 
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The more complete solution of the circuit is as follows: 



(r + Ri + «,) 


Ro 


Ri(r + B%) 
r + Ri + -B* 


w __»i 

r + Si + R* _ p Bi 

Ri(r + R*) , D "*i(r + ft.) + Jl(r + Ri + R%) 
r + Ri + R*^* 


Example. In Fig. 53 f let E — 20 volts, r — 1 ohm, Ri — 12 ohmB, — 3 ohms, 
and 12 — 27 ohms. Determine: (a) equivalent emf of the network with reference to 
terminals ab; (b) equivalent resistance of the network with reference to terminals ab; 
(c) current in R when connected across terminals ah. 

(a) Current in network before R is connected, 



Flo. 53. Example of Thfive- 
nin'B theorem. 


00 

M 


h * 


20 

1 + 12 + 3 


1.25 amp. 


E' 

R* 

I 


1.25 12-15 volts. 
12(1 + 3) 48 

1 + 12 + 3 " 16 " 
15 

330 + 27 ■°- 6 “ np ‘ 


Ana. 

3.0 ohms. 


Ana. 


Ana 


If desired, the current in Ri and the source of emf E are readily determined. For 
example, 

Current in Ri, 

Tl 0.5 -27 , m 

/i = —j 2 ~ - 1.125 amp. 

Current in source, 

7i" - 0.5 + 1.125 - 1.625 amp. 

Figures 39(a), (6) in Sec. 56 (p. 65) also illustrate Thtfvenin’s theorem. 
In (a) the emf V across ab is given by Eq. (I, p. 65). The current I, 
Fig. 39(b), in R when it is connected across ab is given by Eq. (61), the 
numerator of which is equal to V and the denominator of which is equal 
to the sum of the resistance measured across ab in Fig. 39(a) and R. 

(Problems 203 to 206, pp. 623 and 624, illustrate further application of 
Thdvenin’s theorem.) 

69. Reciprocity Theorem. In any network composed of ^variable 
bilateral elements it can be shown that, if any emf E is applied lnltoi 
element and the current I is measured in any other element/their ratio 
E/I , called the transfer impedance^ is equal in magnitude (and in pfiase) 
to the ratio obtained if the positions of E and I are interchanged. If an 
emf inserted at point A in such a network produces a current at point B, 
the same emf moved to point B would produce the same current at A. 

For example, in the network shown at (a) in Fig. 54 if Idle battery E 
at point A in the network produces a current I in the network at point £, 
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then in (6) if battery E be inserted at point B 1 the current in the network 
at point A will be I amp. 

Example. In the network let E — 16 volts; JRi ■» 3 ohms; 12,-2 ohms; R* - 12 
ohms; £ 4—6 ohms; R* » 4 ohms. Let the internal resistance of the battery and the 
resistance of the ammeter be negligible. Determine: (a) in Fig. 54(a), current to 



Fig. 54. Reciprocity theorem. 

ammeter at B with E applied at A; (5) in Fig. 54(5), current to ammeter at A with E 
applied at B] (c) transfer resistance (impedance). 

(a) Equivalent resistance external to battery, 

R - £, + R, + ” 5 + - 6 + 5.45 - 10.46ohms. 

/ -«rh- 1 530am i’- 

Current at B t 

Ib “ 12 ^ " 10 1,530 " 0.835 amp. Ana. 

(5) Equivalent resistance external to battery, 

R~R t + R, + - 10 + ^ - 10 + 3.53 - 13.53 ohms. 

1 " 103 ” 1-182 ““ p- 
Current at A, 

Ia - 12 ^ 5 1.182 - 0.835 amp. Ant. 

Thus, l a - Ib . 

(c) The transfer resistance is 

Rt - - 1.915 ohms. Arw. 

(See also Probe. 207 to 210, p. 624.) 

70. Equivalent Delta and Star (or Y) Systems. The solution, by 
means of KirchhofT's laws, of electric networks having a considerable 
number of elements, or branches, may become much involved owing to 
the large number of simultaneous equations which must be solved. In 
many cases such networks may be reduced to very simple circuits by 
successively replacing delta meshes with star systems, and vice versa. 
So far as the respective three terminals are concerned, any delta system 
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of passive 1 resistors (or impedors) may be replaced by an equivalent 
3-terminal star, or Y, system. In a similar manner, the 3-terminal star 
system may be replaced by an equivalent delta system. 

i. Delta System Replaced by Star System. In Fig. 55(a) is shown a 
delta system consisting of three resistors, Rn, Ru, R t i, the three termi¬ 
nals being 1, 2, 3. In (5) is shown a star system consisting of three 
resistor members, R h R iy R it which connect, respectively, to terminals 
1, 2, 3. Let it be required to find the values of R\, R*, Ri which will 
make the star system in (b) equivalent to the delta system in (a) so far 
as the terminals 1, 2, 3 are concerned. 


3 



In (b) the resistance between terminals 1 and 2 is R\ + R 2 . In (a) 
the resistance between terminals 1 and 2 consists of R\ 2 in parallel with 
I2ai and R 2 $ in series. Hence, 

*■ + *■- KTErrsT, < 9 >- »• “i- ® 


In a similar manner, for terminals 2 and 3, and terminals 3 and 1, 


and 


t> i t> — Rn(Ri2 + #si) 
It2 til — n -- T~ tT“ 

/Ci2 t rt2a ~r rCsi 


p jy _ Rzi(RiS 4“ /?12) 

ttz -T III — -p-j—p-X"7 ? - 

n 12 T ^25 T ^31 


(II) 


(III) 


There are now three unknowns and three equations, (I), (II), and (III) 
Solving these equations simultaneously gives 

R\tR*\ 

2Rn 9 
t> Rt»Ri2 

Ri Sfln ' 

RuRn 

2R n 9 


Ri = 


R s 


(65) 

( 66 ) 
(67) 


1 Sec. 66. 
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where 

Si2 n =.fti-+ Rn + Rt i. 

II. Star System Replaced by Delta System. The conversion of the star 
system to the delta system is quite readily made by the use of (65), (66), 
and (67). First let 


SBo — R 1 R 2 + R 2 R 3 + (IV) 


Multiplying (65) by, (66), (66) by (67), and (67) by (65), and then 
adding, gives 


R1R2 4 “ RzRs 4 " R3R1 

From (IV) and (V), 


RlJRtiRjl 4 - RliRj^Ril 4 ~ RliRijRil 2 jy\ 
(R12 4 " Rt 3 4 * R 31)^ v ' 


ZRo 


R\2 


From (67), 
Hence, 


R**Rz\ 


Rii 


Ri^Rz sRiijRii 4- R 2 a 4- # 31 ) 
(/?i2 4“ R 23 4* ^ai) 2 
^^u_(-^ i 2_4- Rn 4- -ft 31 ) _ 

RaRu. 

Ri(Rvi 4- /?2s 4“ Rn)- 

'LRq(Ri 2 4- Ri* 4~ R*i) _ 'ERq 
R&(R li 4" ^23 + iKal) Rs 


In a similar manner, 


and 


Ra — 


XR q 

‘Ri’ 


Rt 1 


2R 0 

R 2 ' 


( 68 ) 

(69) 

( 70 ) 


Example. In Fig. 56(a) is shown a resistance network AB. The number near 
each clement gives its resistance in ohms. Determine the equivalent resistance of the 
network between points .4 and B. 

One method of solving the problem is to convert the delta meshes AOG and aOB 
into equivalent stars. These equivalent stars are shown in (6) and (c), (65), (66), 
(67) being used for the conversion. 

For example in (6), 

Ap -^r~ 3 - 27; 

In (c), 

Substituting the stars in (&) and (c) for the corresponding deltas gives the network 
structure shown at (d). This again may be simplified by converting the delta AqP 


OP - — kLfifc CP -^-2.04. 

^ " ScT ’ 200; Bq ~ TT " 3 - 00 ' 
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Substituting this star for its equivalent delta in (d) gives the structure shown in 
(/). This consists merely of a series-parallel circuit, the resistance of which is 


r (3.0 + 2.08) (0.487 + 2.04 + 3.0) 

" 3.0 + 2.08 + 0.487 + 2.04 + 3.0 


2.26 + 2.65 


4.01 ohms. Ana. 


71. Four-terminal Networks. A 4-terminal network is one in which 
the terminals are grouped in two pairs, one pair usually serving as input 



(a) General network (b) ff- network 

Flo. 67. (a) General network. (6) k network. 


terminals and the other pair serving as output terminals. Thus, in Fig. 
57(a), which represents a passive network, the terminals ab may serve as 
input terminals and terminals cd as output terminals, or vice versa. Such 
networks are widely used in communication circuits as artificial lines, 
filters, alternating networks, etc. 

Any 4-terminal passive network, no matter how complicated, can be 
defined in terms of three quantities. For example in Fig. 57(a), the net- 

_i- i_ _ j.£ i j . __r ii_ xl. f. r_n : _ 
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R„b measured between terminals ab with terminals cd open; resistance 
between terminals cd with terminals ab open; resistance Rob 1 measured 
between terminals ab with terminals cd short-circuited; resistance Rj 
measured between terminals cd with terminals ab short-circuited. As 
three of the quantities define the network, the fourth is unnecessary, 
tt Networks. Since any. passive network may be defined in terms of 
three properties, it can likewise be simulated by either a tt or a T network, 
each of which is made up of three independent elements. For example, 
in Fig. 57 (6) is shown a w network consisting of the three independent 
elements, R h /i 2 , R ». It is desired that this network be made to simulate 
that shown in Fig. 57(a) so far as the terminals ab and cd are concerned. 
To fulfill this condition the following relations are necessary: 

With terminals cd open-circuited, 


~L -|—_L 

D I D I 


or 


+ Ri ) 
R\ 4 R2 4 R$ 

With terminals ab open-circuited, 

_L + __L_ 

ft, ft, + ft, 


or 


4 R 9 ) 

Ri + Ri + R\ 


1 

Rub 

mhos, 

(71) 

= Rab 

ohms. 

(72) 

1 

Rrd 

mhos, 

(73) 

~ Red 

ohms. 

(74) 


With terminals cd short-circuited, 


or 


-L 4 JL 

R x ^ R 2 

R1R2 
Ri 4 R 2 


1 

Ro>! 

mhos, 

(75) 

Rat ' 

ohms. 

(76) 


The r network could also be defined by the resistance Red' measured 
between terminals cd with ab short-circuited, taken together with any 
two of the three foregoing quantities, /£„&, Red, Rab. 

Example. Measurements of the resistances between terminals ab and cd t Fig. 57(a), 
give the following values: with cd open, R a i * 37.4 ohms; with ab open, - 32.8 
ohms; with cd short-circuited, Rab » 18.12 ohms. Determine the resistances of 
Rh Rt, Rs of an equivalent ir network, Fig. 57(b), that is, one which will simulate the 
network, Fig. 57(a). 
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From (72), (74), (76), 


in an) 


i2i(/2* + ^i) 

Ri 4 * Ex + Rb 
R,(Rt + fl*) 
Ri + 12 * + Ri 

■gig* 

Ri 4 " 12 * 


“ 37.4 ohms. 
■■ 32.8 ohms. 
— 18.12 ohms. 


„ 18.12/2* 
Kl “ / 2 , - 18.12 


ohms. 


Substituting (III) in (I) and (II) gives 


Rt % 4 - RiR* - 35.1/2, - 0. 
/2*(/2*» - 32.8/2* 4- 594) - 32.8/2**. 


From (V) and (VI) 

R ' ~ W, - 3571 0hmB - 
R 32.8/2** 

1 “ «** - 32.8/2, 4- 594 

Equating (VII) and (VIII), 


ohms. 


32.8/2* - 1,150 - —72*» 4- 32.8/2* - 594. 
Rt = 23.6 ohms. Aus. 

Substituting J2* in (IV), 

/2i — 78.0 ohms. Ans. 

Substituting /2* in (VII), 


i2, — 48.4 ohms. A ns. 


a) 

ai) 

am 

av) 

(V) 

(VI) 

(VII) 

(VIII) 


Hence the x network, Fig. 57(5), with J2i =* 78.0 ohmH, R, =* 23.6 ohms, and 
A* ■■ 48.4 ohms, can replace the network in (a), so far as terminals db and cd, are 
concerned. 


T Networks . Any general passive network, Fig. 57(a), may also be 
replaced by a T network, Fig. 58, the T network also consisting of three 
independent elements, R i, R 2 , Ri. To be equivalent to the general net¬ 
work, Fig. 57(a), the following conditions must be fulfilled: 



Fig. 58. T network. 


Rob — Ri + Ri ohms. (77) 

Red = R 2 + Rs ohms. (78) 

R*' = Ri + R f+* Ri ohms. (79) 

Example. Determine a T network, Fig. 58, which is 
equivalent to the general network, Fig. 57(a), for which 


Rmb ■■ 37.4 ohms, R t d = 32.8 ohms, and R a b' * 18.12 ohms, the method being similar 
to that used to obtain the x network. 

From (77), 

Rt m 37.4 — Ri ohms. a) 

From (78), 

R% — 32.8 — Ri ohms. ai) 

From (I) and (II), 

/2i — J2i — 4.6 ohms. an) 
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Substituting (I) and (III) into (79), 


j3 , (37.4 - Jj,)(B, - *.6) 

+ (37.4 - R,) + (R, - 4.6) 18-12 


Noting that the denominator ia equal to 32.8 f 


32.8i?i + 37.4Ri - 172 RJ + 4.6I2i - 32.8 ■ 18.12. 
Hi 1 ~ 74.8^i - -766. 


Completing the square and solving, 

R\* - 74.8/21 + (37.4)* - -766 + 1,399. 

Ri “ 37.4 ± -\/033 - 37.4 ± 25.17 
— 62.57 or 12.23 ohms. 

If the value 62.57 ohms be'uaed, R 2 in (I) becomes negative, which is contrary to the 
conditions of a passive network. 

Hence 

Rt * 12.23 ohms. An*. 

From (I) and (III), 

R 2 — 25.17 ohms, R t - 7.63 ohms. Ana. 


Note that, electrically, the r network, Fig. 57(b), is identical with the 
delta network, Fig. 55(a); and the T network, Fig. 58, is identical with 
R, R. 

Qo— »/WWWW—r-oc o- V AVWWW o 

k 

bo ■ 1 od bo 1 od 


(a) 


Fig. 59. L networks. 


the Y network, Fig. 55(b). In fact the last example could have been 
solved by converting from a delta to a Y system, applying (65), (66), 
(67) (p. 88). 

In the general case the resistors Ri and R t in the w and T networks of 
Figs. 57(b) and 58 are unequal, and the networks are dissymmetrical . 
However, if Ri = R Zt the networks are symmetrical. 

L Networks . If, in Fig. 57(b) or in Fig. 58 either Ri or R 9 is omitted/ 
a 4-terminal L network results, as shown in Figs. 59(a) and (b). Each 
L network can be made equivalent to the general network, Fig. 57(a), 
bo far as either terminals ab or cd alone are concerned. This condition 
holds true irrespective of the impedance or load connected to the other 
pair of terminals, for example, be, if terminals ab are considered. How¬ 
ever, with only two independent elements, neither L network can be made 
equal to a general passive network, in a bilateral sense. 

Example. With A.* - 37.4 ohma and Rab m 18.12 ohma, in the network of Fig. 
57(a), determine the two typea of L networks, Figs. 59(a) and (6), which will replace 
the network so far as terminals ab are concerned. 
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(a) 

-£i«fe 


Rah* 


Ra 

(6) 

Rah 


Rub* 


37.4JB t 
~Rx + 37.4 
Rx 


R\ + Ra “ 37.4 ohms. 
Rx • 18.12 ohms. Arts. 
19.28 ohms. A ns. 

Ra - 37.4 ohms. Ana . 

■BiB. _ lg l2 ohms. 

-/Ci + /Cs 

18.12 ohms. 

35.1 ohms. Ana* 



CHAPTER IV 

PRIMARY And secondary batteries 


72. Principle of the Electric Battery. If two copper strips or plates 
be immersed in a dilute sulfuric acid solution, Fig. 60(a), and be con¬ 
nected to the terminals of a voltmeter, no appreciable deflection of the 
voltmeter will be observed. This shows that no appreciable difference 
of potential exists between the copper strips. If, however, one of the 
copper strips, Fig. 60(b), be replaced by a zinc strip, the voltmeter needle 



(a) (b) 


Fig. 60. Simple primary cell. 

will deflect and will indicate approximately 1 volt, showing that a poten¬ 
tial difference between strips now exists. It will be necessary to connect 
the copper to the positive terminal and the zinc to the negative terminal 
of the voltmeter for the voltmeter to read up scale. This shows that, 
so far as the external circuit is concerned, the copper is positive to the zinc. 

The experiment may be repeated with various metals. For example, 
carbon or lead may be substituted for the copper, and a potential differ¬ 
ence will be found to exist between each of these and the zinc, although it 
will not be of the same value as for the copper-zinc combination. Various 
metals may be substituted for the zinc, and potential differences will be 
found to exist between them and the copper. 

Furthermore, it is not necessary that sulfuric acid be used for the solu- 

95 
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tion. Other acids, such as hydrochloric acid, and chromic acid, may be 
substituted for the sulfuric acid; or salt solutions such as common Balt 
(sodium chloride), sal ammoniac (ammonium chloride), copper sulfate, 
or zinc sulfate may be used. 

Because of the early discoveries of Galvani and Volta, 1 such batteries, 
or cells, came to be known as galvanic batteries, or voltaic cells. 

Solutions, such as are used with batteries, are called electrolytes , or 
electrolytic conductors , and are defined as "conducting medium(s) in which 
the flow of electric current is accompanied by the movement of matter." 2 
An electrolyte is also defined as "a substance which when dissolved in a 
specified solvent (usually water) produces a conducting medium." 1 

In order to obtain a difference of potential between the two metal 
plates, only two conditions are necessary: 

1. The plates must be of different metals. 

2. They must be immersed in some electrolytic solution, such as an 
acid, an alkali, or a salt. 

Again, if power be taken from the cell shown in Fig. 60(6) by connect¬ 
ing a resistor AB across its terminals, Fig. 61, the direction of current 
outside the cell will be from the copper through the resistor AB and then 
into the cell at the zinc. Inside the cell, however, the direction of cur¬ 
rent is from the zinc through the electrolyte to the cop-per , as shown in 
Fig. 61. Since the direction of current is from zinc to copper within the 
ceU } zinc is said to be electrochemically positive to copper. Therefore, 

1 The discovery of electric currents originated with Luigi Galvani (see footnote, 
p. 138), a Bologna physiologist, who observed about the year 1768 that, when two 
dissimilar metals, such as iron and copper, for example, were placed in contact with a 
nerve in a frog’s leg and the metals were then brought in contact with each other, 
convulsive motions were produced in the leg. He attributed this effect to electricity 
originating in the frog’s leg itself. However, it was shown by Alessandro Volta 
(see footnote, p. 31) that the electric current did not originate within the muscle or 
nerve of the frog’s leg but originated from the contact of the dissimilar metals and 
that the convulsive motions of the frog’s leg were produced by this current. Volta 
had thus made the discovery that the production of electric energy by electrolytic 
action was due to the contact of two dissimilar metals. Then he performed a more 
convincing experiment. Two disks of dissimilar metals, such as sine and copper, 
were placed in contact. A piece of blotting paper or flannel moistened with brine was 
placed on the copper disk and another pair of zinc and copper disks was added. In 
this manner he built up what is known as a voltaic pile in which the electrical effects 
were additive and which was capable of delivering a substantial amount of electrical 
energy. Because of the discoveries of the two foregoing scientists, dynamic electricity 
or an electric current is sometimes called galvanic and also voltaic electricity. Later, 
Volta devised an actual battery consisting of a number of electrolytic cells in series. 
The electrodes of each cell consisted of BtripB of copper and zinc, and the electrolyte 
was either brine or a dilute acid. 

1 ASA Definitions of Electrical Terms, 1941 edition, 60.05.020. 

•60.05.021. 
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in considering such an electrochemical cell, the copper is positive to the 
zinc when the external circuit is considered, but the zinc is electropositive 
to the copper when the plates and the electrolyte alone are considered. 

73. Definitions of Electrolytic Quantities. The cell described in Sec. 
72 is an electrolytic cell. Such a cell is defined as follows (italics are the 
author’s): i 

“An electrolytic cell is a unit apparatus designed for carrying out an 
electrochemical reaction and includes a vessel, two or more electrodes, 
and one or more electrolytes.” 1 

“An electrode is a conductor belonging to the class of metallic con¬ 
ductors, but not necessarily a metal, through which a current enters or 
leaves an electrolytic cell. . . . ” a 



“An anode is an electrode through which current enters any conductor 
of the non-metallic class. . . . ” a 

“A cathode is an electrode through which current leaves any conductor 
of the non-metallic class. . . . ” 4 

In the last two definitions the “conductor of the non-metallic class” is 
obviously the electrolyte. In an electrolytic cell delivering energy, Fig. 
60(b), the anode is the negative terminal, or zinc, and the cathode is the 
positive terminal, or copper. 

“A primary cell is a cell designed to produce electric current through 
an electrochemical reaction which is not efficiently reversible and hence 
the cell, when discharged, cannot be efficiently recharged by an electric 
current.” 6 

1 ABA Standard Definitions of Electrical Terms, 1941 edition, 60.05.050. 

f ASA Standard Definitions of Electrical Terms, 1941 edition, 60.05.030. 

6 ASA Standard Definitions of Electrical Terms, 1941 edition, 60.05.040. 

4 ASA Standard Definitions of Electrical Terms, 1941 edition, 60.05.045. . 

* ASA Standard Definitions of Electrical Terms, 1941 edition, 60.11.005. 
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“ A storage cell is an electrolytic cell for the generation of electric energy 
in which the cell after being discharged may be restored to a charged 
condition by an electric current flowing in a direction opposite to the 
flow of current when the cell discharges.” 1 A storage cell is frequently 
called a secondary cell . 

Energy stored in electrolytic cells is chemical energy , and electrical 
energy is delivered at the expense of the electrode, which either goes into 
solution or is converted into a lover form of chemical energy. There¬ 
fore, a primary cell or battery transforms chemical energy into electrical 
energy . 

74. Primary Cells. Although it is stated in >Sec. 72 that there are 
many combinations of metals and solutions capable of generating an 
emf and so forming a cell, only a limited number of such combinations 
is commercially practicable. The general requirements of a good cell 
are as follows: 

а. There must be no local action, that is, little or no wastage of the 
materials when the cell is not delivering current. 

б . The emf must be of such magnitude as to enable the cell to deliver a 
reasonable amount of energy with a moderate current. 

c. Frequent replacement of materials must not be necessary, and such 
materials must not be expensive. 

d. The internal resistance and the polarization effects must not be 
large; otherwise the cell cannot supply even moderate values of current 
for any substantial time. 

As an illustration, the cell shown in Fig. 00(6) would not be practicable, 
because both copper and zinc would waste away, even were the battery 
delivering no current. Polarization (see Sec. 76) would be substantial, 
and the cell would be capable of delivering only a comparatively small 
current. 

76. Internal Resistance. As is pointed out in Chap. Ill, every cell or 
battery has an internal resistance, which tends to reduce the magnitude 
of the current and also of the terminal voltage, when current is taken 
from the cell. Such resistance lies in the electrodes, in the contact sur¬ 
face between the electrodes and the electrolyte, and in the electrolyte 
itself. This resistance may be reduced by changing the dimensions of 
the cell in the same way as would be done for any electric conductor. 
The cross section of the path through which the current flows inside the 
cell should be made as large as is practicable. This means large area of 
electrodes in contact with the electrolyte. Also the transverse cross sec¬ 
tion of the electrodes must be large enough to cany the current to the cell 
terminals without excessive drop in voltage. Little difficulty is experienced 
in making the voltage drop negligible in the electrodes themselves. It 

1 ASA Standard Definitions of Electrical Terms, 1941 edition, 60.12.005. 
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will be appreciated that larger electrodes mean a larger cell, with a greater 
current capacity. In addition to increasing the area of the electrodes in 
contact with the electrolyte, the resistance of the cell may also be dimin¬ 
ished by decreasing the distance between the electrodes. This reduces 
the length of the path of the current within the cell and correspondingly 
reduces the cell resistance,. * 

Increasing the size of the tell does not increase its emf. The emf depends 
solely on the material of the two electrodes and of the electrolyte. For 
example, if two cells, one being very much larger than the other, have 
the same materials for electrodes and the same electrolyte, their emfs 
will be the same. That is, if they are connected with positive terminals 
together and with negative terminals together, there will be no circula¬ 
tory current. However, increasing 
the size of the elements of a cell 
does increase its current capacity. 

76. Polarization. If a test be 
made to determine the decrease of 
terminal voltage when a cell de¬ 
livers current as, for example, a dry 
cell, by connecting voltmeter, am¬ 
meter, and external resistor as in 
Fig. 61, the results will be some¬ 
what as follows: 

When the cell is on open circuit, the voltmeter will indicate the cell 
emf E f Fig. 62. 1 When the switch £ is closed, the cell delivers current 
and the terminal voltage drops immediately by the amount AB. The 
distance A B represents approximately the voltage drop due to the inter¬ 
nal resistance of the cell, and this has just been considered. As time 
elapses, the terminal voltage will continue to drop, as shown by the por¬ 
tion BB ' of the graph, Fig. 62, even though the external resistance be 
maintained constant. This further drop of voltage is due almost entirely 
to polarization. 

If at the time £' the external resistance is open-circuited, the terminal 
voltage almost immediately rises by the amount B'A this distance repre¬ 
senting the internal-resistance drop in the cell. With further lapse of 
time, now represented from right to left, as shown by the top scale, Fig. 
62, the emf of the cell gradually recovers, owing to the escape of hydrogen 
bubbles at the cathode. 

Polarization is due to the fact that, when the cell delivers current, 
small bubbles of hydrogen form upon the positive plate, or cathode, 
practically covering it, and these bubbles have two effects. 

L See “Standard Handbook for Electrical Engineers,' 1 8th ed., Sec. 21, p. 1969, 
McGraw-Hill Book Company, Inc. 
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Fig. 62. Discharge and recovery charac¬ 
teristics of a dry cell. 
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1. They cause a substantial increase in the resistance at the contact 
surface between the cathode and the electrolyte. 

2. Hydrogen acting in conjunction with the cathode, or positive elec¬ 
trode, sets up an emf of polarization which opposes that of the cell. 

These two effects explain the reduction in the emf and current capacity 
of many types of cells after they have delivered current for some time. 

Depolarization . Partial or almost complete depolarization may be 
accomplished either physically or chemically. Physical depolarization 
consists in roughening the electrode surface. It is sometimes accom¬ 
plished by the electrodeposition of a loose mass of metal on the electrode 
surface such as platinum black on a platinum surface. Hydrogen escapes 
more readily from such roughened surfaces. 

In practice, however, depolarization is almost always accomplished by 
chemical means, as by bringing oxidizing agents, such as chromic acid or 
manganese dioxide, into intimate contact with the cathode. The hydro¬ 
gen readily combines with the oxygen of these compounds to form water 

(H z O). This method is used in the bi¬ 
chromate cell, in the Leclanch6 cell, and in 
dry cells. 

77. Daniell Cell. This cell, Fig. 63, is 
a two-fluid cell having copper and zinc as 
electrodes. It consists of a glass jar, 
inside of which is a porous cup containing 
zinc sulfate solution or a solution of zinc 
sulfate and sulfuric acid. The anode, or 
negative electrode, is zinc which is im¬ 
mersed in this electrolyte. The porous 
cup is placed in a solution ox copper sul¬ 
fate with copper sulfate crystals in the 
bottom of the jar. The cathode is a cop¬ 
per plate which surrounds the porous cup. 
The porous cup keeps the two solutions 
separated. As the copper is in a copper sulfate solution, there is no 
polarization. This cell is designed for use in a circuit which is continu¬ 
ously closed. If left on open circuit, the electrodes waste away. When 
the cell is taken out of service for some time, the electrodes should be 
removed and the porous cup should be thoroughly washed. The emf 
of this cell is about 1.1 volts, So far as practical use is concerned, the 
Daniell cell is obsolete but it illustrates the principle of operation of the 
gravity cell. 

78. Gravity Cell. The gravity cell is a modification of the Daniell cell, 
depending on gravity rather than a porous cup to keep the two electro¬ 
lytes separated. This cell is shown in Fig. 64. The cathode, which is 
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Fig. 63. Daniell cell. 
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of copper, is made of thin strips riveted together and placed in the bottom 
of the cell together with copper sulfate crystals. A solution of copper 
sulfate is then poured to within a few inches of the top of the jar. The 
connection to the copper is usually an insulated copper wire fastened to 
the copper and carried out through the solution to the top of the jar. 
There should always be copper sulfate crystals at the bottom of the cell. 

The anode is zinc, is usually rather massive, and is cast in the form of a 
crow's-foot and hung on the top of the jar. This is surrounded by a zinc 
sulfate solution. The solutions are kept separated by gravity. The cop- 
per sulfate is the heavier of the two solutions and therefore tends to 
remain at the bottom. The solutions should be poured in carefully* for 
if the copper sulfate solution comes in contact with the zinc, copper will 
be deposited on the zinc. This copper should be 
removed, if by chance it becomes deposited in any 
way. In the operation of the cell the zinc goes into 
solution as zinc sulfate, and metallic copper comes 
out of the copper sulfate solution and is deposited 
upon the copper electrode. The copper cathode 
will therefore gain in weight, whereas the zinc anode 
will lose in weight. This is the reason for having 
the zinc electrode massive and the copper electrode 
of very thin sheet copper when the cell is set up 
initially. The emf of the cell is practically that of 
the Daniell cell, being about 1.09 volts, and varies slightly with the 
concentration of the solutions. 

To prevent creepage of the zinc sulfate, the top of the jar should be 
paraffined. To prevent evaporation, the upper surface of the electrolyte 
may be covered with oil. When the cell is replenished, metallic zinc and 
copper sulfate crystals are supplied and metallic copper and zinc sulfate 
are removed. 

The gravity cell is a closed-circuit battery, and the circuit should be 
kept closed for the best results. Otherwise the copper sulfate will gradu¬ 
ally mix with the zinc sulfate. The cell has been used for railway signals, 
fire-alarm systems, and telephone exchanges, all closed-circuit work. 
This cell has been largely replaced by the storage battery and frequently 
by a-c power which may be rectified. 

79. Leclanchg Cell. The Leclanchg cell is perhaps the most familiar 
type of primary battery, because it forms the basis of the dry cell which 
has such a wide application. In fact the dry cell is merely a form of the 
Leclanchl cell in which the electrolyte is retained by an absorbent 
medium. The cathode is molded carbon, and the anode is amalgamated 
zinc. The electrolyte is sal ammoniac (ammonium chloride). Because 
of the rapidity with which it polarizes* this type of cell is suited for open- 



Fig. 64. Gravity cell. 
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circuit work only. The emf is from 1.4 to 1.5 volts, but because of the 
drop due to internal resistance and that due to polarization the terminal 
voUage may be considered as being 1 volt when the cell is in Bervice. The 
most common method of reducing polarization is to bring manganese 
dioxide into intimate contact with the carbon. The manganese dioxide 
gives up oxygen readily, which unites with the hydrogen bubbles to form 
water. 

In one type of Leclanch4 cell, a pencil zinc is suspended in the center 
of a hollow cylinder of carbon and manganese dioxide. An improved 
type, the porous-cup cell, is shown in Fig. 65. In this form a carbon cup 
is filled with manganese dioxide, and the zinc, bent into cylindrical form, 

surrounds the carbon cup, being separated 
from it by rubber rings. 

The solution should consist of 3 oz of 
sal ammoniac to 1 pt of water. A more 
concentrated solution produces zinc chlo¬ 
ride crystals on the zinc and carbon. To 
prevent the solution ,f creeping,” the top 
of the cell is dipped in paraffin and the top 
of the carbon is covered with wax. 

Because of its simplicity and the fact 
that it contains no injurious acids or alka¬ 
lies, this type of cell was once widely used 
for intermittent work, such as for door¬ 
bells, telephone work, and open-circuit 
telegraph work. Because of its more con¬ 
venient form, the dry cell has to a large 
extent replaced this type of cell. 

80. Diy Cell. The dry cell is in reality a Leclanchg cell with the 
electrolyte held by an absorbent material, and the entire cell is sealed 
to prevent evaporation. Since this type of cell is relatively very light 
and is portable and convenient, it has practically replaced other types of 
primary cells. The name “dry cell” is really a misnomer, for no cell 
that is dry will deliver any appreciable current. In fact the chief cause 
of dry cells becoming exhausted is their actually becoming dry. 

A cross section of a typical dry cell is shown in Fig. 66. The anode is 
sheet zinc, in the form of a cylindrical cup, and acts as the container of 
the cell. The binding post is soldered to the top of the zinc. The zinc is 
lined with some nonconducting material such as blotting paper or plaster 
of paris. The cathode consists of a carbon rod, with the mixture of coke, 
carbon, etc., which surrounds this rod. The rod itself varies in shape 
among manufacturers. It is located axially in the zinc container, and 



Flo. 66. Porous-cup Leclanchfe 
cell. 
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the binding post is secured to the top of the rod. The depolarizing agent, 
powdered manganese dioxide, is mixed with finely crushed coke and 
pressed solidly into the container between the carbon rod and the non* 
conducting material which lines the zinc. It fills the cell to within about 
an inch of the top. Sal ammoniac, with a little zinc sulfate, is added, and 
the cell is then sealed with wax ot some tar compound. The outside of 
the zinc is frequently lacquered, and the cells are always set in close- 
fitting cardboard containers. 

The emf of a dry cell when new is from 1.5 to 1.6 volts but this drops 
to about 1.4 volts with time, even though the cell remains idle. An emf 
of much less than 1.5 volts usually indicates that deterioration has begun. 
The internal resistance of the cell when new is about 0.1 ohm and increases 
to several times this value with time. The polarization effect is large as 
compared with the internal resistance, so 
that a low value of internal resistance is not 
important except as an indication of the con¬ 
dition of the cell. A method for testing the 
condition of a cell is to short-circuit it 
through an ammeter, when it should deliver 
an instantaneous value of 1.5/0.1, or 15, amp, 
if in good condition. When new, the current 
under these conditions may reach even 25 
amp. When delivering appreciable current, 
the terminal voltage is very nearly 1 volt. 

One of the chief causes of a cell’s becom¬ 
ing useless is the using up of the zinc as a 
result of electrochemical reactions within the 
cell. This allows the solution to leak out 
and to dry up, and the cell then becomes 
worthless. The life of a cell may be prolonged temporarily by intro¬ 
ducing fresh solution, but the results are usually far from satisfactory. 

The two most common types of dry cell are the No. 6, which is in. 
diameter and 6 in. high, and the flashlight battery, which is 1% in. diam¬ 
eter and in. high. The first type has a capacity of approximately 
30 amp-hr and the second a capacity of approximately 3 amp-hr. 

As is well known, dry cells have many applications. Their field is 
limited to supplying moderate currents intermittently, but they are 
capable of supplying continuously very small currents of the magnitude 
of 0.1 amp. They are used extensively for doorbells, electric bells, 
buzzers, telephones, telegraph instruments, gas-engine ignition, flash¬ 
lights, and for many other purposes. They are also used as A, B, and 
C batteries in d-c radio sets. 
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81. Ruben Cell. The Ruben (RM) cell 1 was developed jointly by the 
Ruben Laboratories and P. R. Mallory and Company during the Second 
World War to meet the need of the armed forces for dry batteries to 
operate equipment such as radar and other electronic devices which 
require a high ratio of ampere-hour capacity to volume at higher cur¬ 
rent densities than were considered practicable for the Leclanch6 cell. 
The anode is of amalgamated zinc, and the cathode is a mercuric oxide 
depolarizing material intimately mixed with graphite in order to reduce 
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its electrical resistivity. The electrolyte is a solution of potassium 
hydroxide (KOH) containing potassium zincate. The cell is made in 
two forms. In one form the anode consists of a spirally wound corru¬ 
gated strip of zinc, Fig. 67(a), 0.002 to 0.005 in. (0.051 to 0.13 mm) 
thick, which is amalgamated after assembly. Two strips of alkali- 
resistant (electrolyte) absorbent paper are interwound with the zinc foil so 
that the zinc protrudes at the upper side and paper at the lower side. The 
anode is insulated from the steel cell container by a polystyrene anode 
insulator. The cathode depolarizer is separated from the anode by a 
barrier of alkali-resistant paper. The cell top is copper which con¬ 
tacts the zinc strip to form the negative terminal of the cell. The cell is 
sealed by an insulating grommet of neoprene. The steel container, 
1 Rtjbbn, Saiujxl, "Balanced Alkaline Dry Cells," Trane. Electrochem. Soc. t Vol. 92, 
1947. 
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which is inert chemically to the cell ingredients, forms the positive 
electrode. 

In the second, or “button/’ type of cell, Fig. 67(6), the anode is a 
pressed powdered zinc amalgam disk. The other elements of the cell 
are identical with those in (a). The button type of cell has higher volu¬ 
metric efficiency than the roll type, which, together with other factors, 
may result in its replacing the roll type. 

The no-load emf of the cell is 1.34 volts, which remains essentially con¬ 
stant irrespective of time and temperature. Advantages of the cell are 
long “shelf life,” which enables it to be stored indefinitely; long service 
life, about four times that of the Led an ch 6 dry cell of equivalent volume; 
small weight; a flat voltage characteristic which is advantageous for elec¬ 
tronic uses in which the characteristics of tubes vary widely with voltage; 
adaptability to operating at high temperatures without deterioration; 
high resistance to shock. 

As an example of the high capacity of the Ruben cell as compared with 
the ordinary dry cell, both types were used to operate a Walkie-Talkie 
radio set. The battery of dry cells weighed 9H lb and operated con¬ 
tinuously for 7.8 hr before replacement. The RM battery of the same 
voltage weighed 8 lb 10 oz and operated 38 hr before replacement. 

82. Silver Chloride-Magnesium Water-activated Battery. At the 
beginning of the Second World War, owing to the many advances in 
electronic equipment for the armed forces, a serious need arose for 
extremely lightweight small-size high-powered batteries. The existing 
storage and dry batteries either were too large or did not have the neces¬ 
sary capacity to meet the requirements of the new lightweight small-size 
electronic equipment. Moreover, since the batteries were used in all 
parts of the world, an indefinite storage life was necessary. As a result a 
silver chloride-magnesium water-activated battery was developed by 
the C. F. Burgess Laboratories, Inc. The positive electrode consists of 
silver foil 0.001 to 0.003 in. thick, coated with electrolytically formed 
silver chloride, and the negative electrode is magnesium foil. In the type 
designed for moderate voltage but high current, the silver foil is coated 
on both sides with silver chloride, and a wire lead is welded to each elec¬ 
trode. The two electrodes are wound spirally with dry absorbent paper 
interleaved between. This forms a cylindrical cell with two wires pro¬ 
truding from the end. Thus formed the cell in the dry condition is 
entirely inert and will keep indefinitely. When the absorbent paper 
becomes saturated with an electrolyte, preferably fresh or salt water, the 
cell is capable of delivering substantial currents. 

1 Mullen, J. B., and P. L. Howard, 11 Characteristics of the Silver Chloride- 
Magnesium Water Activated Battery," Trans. EUctroehem. Soe. t Vol. 90, p. 529, 
1946. (The authors are with the Burgess Battery Company.) 
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To make a battery of two or more cells, it is convenient to wrap the 
cylindrical cell with a plastic film or varnished paper and then wrap a 
second cell around this. For high voltages where the current is not large 
the batteries are preferably made in flat form, and the silver foil is coated 
with silver chloride on one side only. 

The cell can deliver relatively high currents at a discharge voltage of 
1.3 to 1.5 volts, and the voltage is relatively constant over the discharge 
range. A cell with an electrode diameter of 1% in. and a height of 3% in. 
has 0.875 amp-hr capacity when discharged to 1 volt and weighs 74 g dry 
and 110 g wet. The average ampere-hours and watthours per pound are 
2.9 and 19.4, which are much greater than with other commercial types 
of battery, being about twice as great as the value for the lead-lead 
acid battery. Inasmuch as wrater is universally available, the bat¬ 
teries can be shipped anywhere without electrolyte. The cell is well 
adapted to such applications as radio rescue buoys which are dropped 
from airplanes into the ocean near downed aircraft crews. As soon as 
the buoy hits the water, sea water enters the battery, activating it and 
causing it to supply power to an automatic radio-sending device which 
guides rescue ships or airplanes to the spot. This type of cell is expensive, 
but it is justified by the special services to which the cell can be applied. 

83. Weston Standard Cell. It is essential in practical work to be able 
to reproduce accurately standards of current, voltage, and resistance. 
Obviously if two of these quantities are known, the third is readily obtain¬ 
able by Ohm's law. It is a matter of no great difficulty to make and to 
reproduce resistance standards, as such standards are nothing more than 
metals in strips and in other forms, carefully mounted and calibrated. 
Such standards are practically permanent, so that their resistance remains 
constant indefinitely. 

A standard of current or of voltage is much more difficult to reproduce 
and to maintain than a standard of resistance. It has been found more 
practicable to produce and maintain a voltage standard rather than a 
current standard. This voltage standard is the emf of a standard cell . 
The emf of a cell depends on its materials and their impurities, the con¬ 
centration of the electrolyte, the temperature, the polarization effects, etc. 
It is difficult, therefore, to select such materials for a cell as will enable it 
to be reproduced at different times and at various places with a high 
degree of accuracy. The Weston cell meets the foregoing requirements 
and is now used universally as a standard cell. 

In the Weston cell the cathode is mercury, and the ancklc is cadmium 
amalgam. The electrolyte is a solution of cadmium sulfate and mercu¬ 
rous sulfate. 

The cell is made in two forms, the normal cell and the unsaturated, or 
secondary , cell . In the normal cell, cadmium sulfate crystals are left in 
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the solution so that it is always saturated. Its emf is affected slightly 
by temperature, a change of about 50 microvolts per °C taking place in 
the zone from 25 to 40°C, but corrections can be accurately made. It is 
possible to reproduce such cells with emfs differing among themselves by 
only a few parts in 1,000,000. 

The container for the cell is an H tube of glass, each leg of which is 
25 mm, or about 1 in., in diameter. The // tube is glass-sealed to pro¬ 
vide a hermetic closure. The mercury cathode is located at the bottom 
of one leg of the H tube. Above this is mercurous sulfate paste. In the 
bottom of the other leg of the H tube the cadmium-amalgam anode. 
The leads from the cathode and the 
anode are sealed into the legs at the 
bottom. Rapid changes in tempera¬ 
ture do not affect both legs equally, 
and an error develops until the tem¬ 
perature has become stabilized. To 
minimize this effect the cell is enclosed 
within a bakelite case, Fig. 08, in 
which the front is cut away to show 
the cell construction. More recently 
a shell of heavy copper has been 
added, Fig. 08, to reduce the tempera¬ 
ture effect, still further. 

The terminal voltage of any cell 
differs from its emf by the 1R drop 
due to the cell resistance. As the 
resistance of a Weston cell is of the 
order of 125 ohms, it is evident that, if any appreciable current be taken 
from the cell, its terminal voltage will be quite different from its emf. 
The cell must be used, therefore, in such a, manner that it delivers no 
appreciable current. By means of the PogycndorjJ method , described in 
Sec. 137 (p. 179), the cell is used without delivering current. Not more 
than 0.0001 amp should be taken from the. cell at any time. If appreci¬ 
able current is taken, the emf drops, but when the circuit is again opened, 
the emf slowly recovers its initial value. 

STORAGE BATTERIES 

84. Storage Batteries. A storage, or secondary, cell (sometimes called 
an accumulator) involves the same principles as a primary cell, but the 
two differ from each other in the manner in which they are renewed. 
The materials of a primary cell which are used up in the process of 
delivering current are replaced by new materials, whereas, in the storage 
cell, the cell materials are restored to their initial condition by sending a 
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current through the cell in a reverse direction. For this reason the elec¬ 
trochemical products resulting from discharge must remain within the 
cell. Therefore, if a cell in its operation gives off material, usually in 
the form of gas, so that it cannot be brought back to its original condition 
with a reverse current, it is not suitable for a storage cell. For example, 
the Leclanch6 cell gives off free ammonia gas and therefore cannot be 
used as a storage cell. The Daniell and gravity cells are both reversible 
and hence are theoretically capable of being used as storage cells; but as 
the active materials go into solution and do not all return during the 
reverse cycle, the life of such a cell would be short. There are three types 

of storage cells in common use: the 
lead-lead-acid type, the nickel-iron - 
alkali type, and the nickel-cadmium- 
alkali type. In all of these cells the 
active materials do not leave the 
electrodes. 

86. Lead-lead-acid Cell. The 

principle underlying the lead cell 
may be illustrated by the following 
simple experiment: Two plain lead 
strips, Fig. 09, are immersed in a 
glass of dilute sulfuric acid (sp 
gr = 1.200 approximately). These 
are connected in series with an 
incandescent lamp or equivalent 
resistance and are supplied from 
a 115-volt d-c source. The current 
causes bubbles of gas to be given 
off from each electrode. After a 
short time, one plate will have 
changed to a dark chocolate color, 
and the other apparently will not have changed its appearance. A 
careful examination, however, will show that the metallic lead at the sur¬ 
face of the latter plate has started to change from solid metallic lead to 
spongy lead. 

When energy is supplied to the cell, the cell is being charged and the 
voltmeter connected across the cell indicates about 2.5 volts. If the cur¬ 
rent is interrupted, the voltmeter reading will fall to about 2.05 volts and 
the cell will now be found capable of delivering a small current. How¬ 
ever, the energy that such a cell can deliver is very limited and even the 
small current will exhaust the cell in a very short time. As the cell dis¬ 
charges, the voltage drops off slowly to about 1.75 volts, after which it 
drops more rapidly until it becomes zero and the cell is apparently 
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exhausted. The color of the dark-brown plate will now have become 
lighter and will more nearly resemble its initial lead color. After a short 
rest the cell will recover slightly and will again deliver current for a very 
brief time. 

The plate which is a dark chocolate color is the positive plate, or cath¬ 
ode, and the one which is partially converted to spongy lead is the nega¬ 
tive plate, or anode. The bubbles come mostly from the negative plate 
and are free hydrogen gas. Some bubbles, however, come from the posi¬ 
tive plate, and these are oxygen. The current to such a cell converts 
the metallic lead of the positive plate into lead peroxide, whereas the 
negative plate is not changed chemically but is converted from solid lead 
into the spongy form of lead, which is softer and more porous than ordi¬ 
nary metallic lead. When the cell delivers energy, the peroxide of the 
positive plate is changed to lead sulfate and the spongy lead of the nega¬ 
tive plate also is changed to lead sulfate so that both plates tend to 
become electrochemically equivalent. 

The electrolytic principle of the cell is the same as that of a primary 
cell. When the two lead plates are the some electrochemically, that is, 
when both are lead sulfate, no emf exists between them. When the posi¬ 
tive plate is converted to the peroxide and the negative plate to spongy 
lead by the action of the current during charge, the two plates become 
dissimilar and an emf now exists between them. This emf is about 2.05 
volts, the difference of 0.45 volt between this and the 2.50 volts at the 
terminals during charge being necessary to overcome the internal-resist¬ 
ance and polarization effects. This simple experiment illustrates the 
principle underlying the operation of lead storage cells. 

The chemical reactions which take place in a lead storage cell are as 
follows: 

Battery Discharged Battery Charged 

(+plate) (—plate) ( + plate) (—plate) 

PbS0 4 + PbS0 4 + 2HsO *=5 PbOj + Pb + 2H£Q< 

Lead sulfate + lead + water is changed lead + lead + sulfuric 

sulfate to peroxide acid' 

When read from left to right, the equation shows the reactions which 
occur in the battery on charge. When read from right to left, it shows 
the reactions which occur on discharge. 

When the battery is being charged, the only change that takes place in 
the electrolyte is that water is converted into sulfuric acid. This accounts 
for the increase of specific gravity on charge. On discharge, the sulfuric 
acid iB dissociated and reacts with the lead peroxide to form water. 
Therefore, on discharge, the specific gravity of the electrolyte decreases. 
When charging, free hydrogen is given off at the negative plate and 
oxygen at the positive plate. Because of the explosive nature of hydro- 
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gen, no flame should be allowed to come in proximity to a storage battery 
while the battery is charging . 

86. Plante Plates. It would not be practicable to construct storage 
cells of plain lead sheets as used in the foregoing experiment. The sur¬ 
face area exposed to electrochemical action would be so small compared 
with the volume of the lead that the ampere-hours capacity of the cell 
would be too limited to be of commercial value. Moreover, with rela¬ 
tively little charging the dark lead peroxide of the positive plate would 
fall off in flakes and drop to the bottom of the cell. 

Hence it is necessary to construct the plates so that a relatively large 
surface is exposed to electrochemical action and at the same time the 
opportunities for the peroxide to flake from the positive plate are mini¬ 
mized. There are two methods for obtaining these results, the Plants 
process and the Faure process. In the Plante process the active material 
on the plates is formed from the metallic lead by causing current to flow 
through the cell, first in one direction and then in the reverse direction, 
which procedure works the lead on the surface of the plates into active 
material. 

One method for obtaining a large surface is illustrated by the Gould 
positive plate, Fig. 70. A smooth plate of a corroding grade of lead, 
containing no antimony, is first subjected to a spinning, or grooving, 
mechanical process, Fig. 70(top), which produces thin fins with a core of 
solid lead, Fig. 70(bottom). The plate is then placed in an oxidizing 
solution and charged. This process causes active lead peroxide to form on 
the fins, which is shown by the dark material between them, Fig. 70 
(bottom). The core, of solid lead, is more or less protected from the action 
of the electrolyte and remains a conducting medium. It also supplies 
additional lead, which forms into active material as the surface material 
falls off or loses contact. 

Another type of Plante plate, the Exide-Manchester type, is shown in 
Fig. 71. A grid made of lead and antimony is perforated. The active 
material consists of a corrugated lead ribbon, which is coiled into spirals 
and pressed into the perforations of the grid. The peroxide has a greater 
volume than the lead from which it is derived. Therefore, when the cell 
is charged, these spirals expand and become more firmly embedded in the 
plate. The grid itself is not acted upon to any great extent but serves 
as a mechanical support. The advantages of this type of plate are its 
rigidity and mechanical strength. Since the grid acts merely as the sup¬ 
port for the lead buttons, the plate can be used until all the lead is 
converted into active material, without having the plate as a whole 
disintegrate. 

Plants positive plates should be designed to give from 1,800 to 2,400 
complete cycles of charge and discharge. With Plante plates, the charg- 



Km. 71. <o) PlantG (ManChester) buttons and positive group, (&) Manchester positive 

group with negative pasted-plate group. (Electric Storage Battery Company.) 

ing and discharging during the use of the battery convert more and more 
of the plate into active material. Hence the positive plates must gradu¬ 
ally shed some of the active material to make room for this new active 
material. Therefore; there must be sufficient space between the bottom 
of the jar and the bottom of the plates to prevent the accumulation of 
lead peroxide from short-circuiting the plates. 
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Plants negative plates should give between 2,500 and 3,000 complete 
cycles of charge and discharge before their capacity falls to 80 per cent 
of its initial value. They fail from a loss of capacity due to the lead 
losing its spongy form rather than from mechanical disintegration of the 
plate. . Only occasionally are Plants negative plates used, the Faure, or 
pasted, plate being almost always used, even with Plants positives. 

87. Faure, or Pasted, Plate. This type of plate consists of a lead- 
antimony latticework, or grid, into which lead oxide is applied in the 

form of a paste. The battery is 
then charged. The paste on the 
positive grid is converted into per¬ 
oxide and on the negative grid into 
spongy lead. The grid of a pasted- 
type positive plate is shown in Fig. 
72. 

The chief advantage of the pasted 
plate is its high energy capacity, 
especially for short periods, together 
with its lesser size, cost, and weight 
for a given discharge rate. It is 
therefore very useful where lightness 
and compactness are necessary, such 
as in electric-vehicle batteries and in 
ignition and starting batteries for 
automobiles. 

Flat-pasted positive plates also 
lose active material by shedding or 
by the erosive action of the bubbles. 
A pasted plate should give from 300 
to 400 complete cycles of charge and 
discharge before its capacity falls to 
80 per cent of its initial value. 

By the use of fiberglas mats against 
the positive plates which act as ero¬ 
sion retarders, a life of the order of 750 cycles may be obtained at 
some sacrifice of electrical characteristics, due probably to the retarding 
of the flow of free electrolyte. These plates are also designed to give the 
utmost in electric performance at the expense of life where factors other 
than life are of greater importance. 

Fasted positive plates gain in capacity during the early part of their 
life, increasing in capacity to about 120 per cent of the initial value. This 
extra capacity is available during the greater part of their life, since new 
active material is available as rapidly as it is shed. However, as soon as 



Fig. 72. Faure, or pasted, plate. Grid 
(positive or negative) partially filled with 
active material. (Electric Storaye Battery 
Company.) 
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all the reserve active material has been utilized, further erosion results in 
a considerable loss in capacity. The erosion and the rate at which the 
plates lose capacity then become so rapid that the useful life of the plate 
is practically ended. * 

At high rates of discharge, pasted plates have a much greater ampere 
capacity per unit area than Plante plates. On the other hand, the Plants 
plate is more rugged and has a much longer life. 

In all batteries there is one more negative than positive plate. This 
allows all the positives to be worked dh 
both sides. Were any of the positives 
to be worked on one side only, the expan¬ 
sion of the active material, which occurs 
when it is converted to the peroxide on 
charge, would be unequal on the two 
sides of the plate and buckling would 
result. 

88. Exide-Ironclad Cell. For the pro¬ 
pulsion of vehicles of various kinds and 
for many purposes where it is desirable 
to combine the characteristics of the 
pasted plate with much of the rugged¬ 
ness and long life of the Plants plate, the 
Exide-Ironclad cell is the type of lead 
storage cell most generally used. Its 
positive plate consists of a lead-antimony 
frame which supports a number of slotted 
hard-rubber tubes. An irregular-shaped 
lead-antimony core passes through the 
center of each tube and serves as a 
collecting device for the current. The 
peroxide, or active material, is pressed 
into the tubes, filling the space between 
the irregular core and the inner wall of 
the tube. The perforations are so small that the peroxide does not drop 
out readily, and erosion of the positive plate is practically eliminated. 
An ordinary pasted plate, somewhat thickened, is used for the negative 
plate of this cell. Although slightly more expensive, this type of cell 
has a life well in excess of that of the usual fiat pasted-plate cell. Also, 
this type of battery can withstand considerable rough usage. A view 
of an Exide-Ironclad cell, cut away to show the assembly, is given in Fig. 
73. 

Storage batteries are divided into two general classes, stationary bat- 
teries and portable batteries. 



Fig. 73. Cutaway of an Exide-Iron* 
clad cell. (Electric Storage Battery 
Company .) 
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89. Stationary Batteries. The plates of this type of battery may be 
either of the Plants type or of the pasted type, depending on the nature 
of the service. For continuous “cycling” or regulating duty at a moder¬ 
ate though continuous rate of charging and discharging, the Plants plate 
is preferable. Where a battery is installed for emergency service, to carry 
an extreme overload for a very short period during a temporary shutdown 
of the generating apparatus, the Faure, or pasted, plate is preferable. 
For a given floor area, a pasted-plate battery can discharge at the 1-hr 


1. flaw fttwape vent 

2. Indicator of electrolyte level 
.1. Heavy post with s«al nut 
4. Gas collector hood 

ti. Vitrrx retainer**, next to positive plates 
(i. Grooved wood separator* 

7. Heavy positive plates 

8. Negative plate 

9. Rihs, supporting plates 

JO. Think-walled liard-rulri’ier jars 

v seal, scaled with compound 
Flo. 74. Telephone-type stationary battery. (Electric Storage Battery Company.) 



rate twice the current that a PI ant 6 plate can, and at higher ampere rates 
this ratio becomes even greater. This is an important factor in thickly 
settled city districts, where such batteries are usually located and where 
floor area is valuable. 

W 7 hen the battery is used for continuous cycling or regulating duty, 
the plates* of stationary batteries may be of the Plants type, because of 
their long life. However, in most of the modern installations, thick 
pasted-type plates are used. Because of the tight fit of the cell elements 
within the container and the resulting pressure of the separators against 
the plate surfaces, shedding of active material is reduced to a minimum 
and long life is obtained. The pasted plate is advantageous for emer¬ 
gency service, since it can carry an extreme overload for a short period, 
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as may be necessary, for example, during a shutdown of generating 
apparatus. 

The containers are made of hard rubber and are provided with covers 
to prevent acid spray. (In the past, glass jars and lead-Jined wooden 
tanks were used, but these have been superseded by rubber containers.) 
Figure 74 shows a cutaway view of a stationary battery cell of the type 
used for telephone-exchange service. 

90. Separators. Except for some special assemblies where wide spac¬ 
ing between plates is provided, all battery cells; whether sealed or open, 
are assembled with some form of mechanical separation held in place 
between the plate surfaces. Separators have several distinct functions. 
They act as mechanical spacers to prevent the plates coming in contact 
with one another. They prevent the growih of “lead trees” formed by 
small particles which develop and grow on the negative plate and which 
otherwise would reach the positive plate and 
produce a short circuit. They may act as a 
retainer to prevent active material shedding 
from the plates. 

All separators should permit the circula¬ 
tion of the electrolyte. For a number of 
years wood-veneer separators have proved 
eminently satisfactory. Natural wood, how¬ 
ever, must be treated by soaking in a hot 
alkaline solution to remove acetic acid and 
other ingredients, as otherwise the sulfuric 
acid Would act on the w ood chemically, Fig. 75. Assembly of a wooden 
causing it to disintegrate. Even when the aeparator - 
wood is treated, it is attacked by the oxygen of the positive plate so that 
it is necessary to groove the separators vertically or provide hard-rubber 
pins or dowels, Fig. 75. Also, wood is frequently used in combination 
with other materials, as described below. The w ood, after being treated, 
must never be allowed to dry, as otherwise it disintegrates and becomes 
unserviceable. 

Grooved-wood separators alone are used with low-priced, relatively 
short-lived automobile starting and lighting batteries. 

Glass-wool (fiberglas) mats arc frequently used in combinatio.i with 
wood, the wool pressing against the positive plate and preventing the 
shedding of active material. The mat separates the wood from the 
positive plate and thus prevents its oxidation. 

Thin hard-rubber sheets, perforated either with small round holes or 
longitudinal slots, are also used. This type of separator is frequently 
used, however, in combination with grooved w ood for long-life batteries 
(see Yitrex retainers, Fig. 74). 
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Separators made from rubber or latex having microscopic pores have 
been developed by the several storage-battery companies. They are 
made either in plain sheet form or in sheet form with grooves like wood 
separators. In grooved form they are used with long-life batteries. 

91. Electrolyte. The sulfuric acid of the electrolyte should be chemi¬ 
cally pure. From the standpoint of life, a low specific gravity is desirable 
since there is less local action. On the other hand, a high specific gravity 
increases the output of the cell and reduces the amount of electrolyte, 
resulting in a smaller and lighter cell. Hence, when the cell is fully 
charged, the specific gravity should not exceed 1.300, since at. higher 
values the local action becomes excessive. On the other hand, it is desir¬ 
able that the specific gravity at the end of discharge should be not less 
than 1.100, since the cell emf would then drop rapidly. Therefore it is 
customary in stationary batteries where a considerable quantity of elec¬ 
trolyte is no serious disadvantage to design for a range of 1.210 to about 
1.150 during the discharge cycle. In batteries of the portable type where 
small volume and weight are of importance and therefore the amount of 
electrolyte is restricted, the range is from 1.275 to 1.125. The solution 
may be made from concentrated acid (oil of vitriol, Bp gr 1.84) by pouring 
the add into water in the ratios shown in the accompanying table. 


Parts Water to 1 Part Acid 


Specific gravity 

Volume 

Weight 

1.200 

4.3 

2 4 

1.210 

4.0 

2 2 

1.240 

3.4 

1.9 

1.280 

2.75 

1.5 


Considerable heat is evolved when acid and water are mixed, resulting 
in a large amount of steam being generated if the water is added to the 
acid. This should be avoided as it may scatter the acid, break the con¬ 
tainer, and cause personal injury. 

The specific gravity of a solution may be determined directly by the 
use of a hydrometer, consisting of a weighted bulb and a graduated tube 
which floats in the liquid. The specific gravity is read at the point where 
the surface of the liquid intercepts the tube. In stationary batteries of 
the open type such a tube may be left floating permanently in a repre¬ 
sentative cell called a pilot cell. 

The small amount of liquid and the design of vehicle and starting 
batteries as well as stationary batteries of the sealed type make the use 
of such a hydrometer impossible in such batteries. To determine the 
specific gravity with such batteries, the syringe hydrometer is used. The 
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syringe contains a small hydrometer, and when sufficient liquid is drawn 
into the syringe tube, the small hydrometer floats and may be read 
directly. 

Figure 76 shows the change in specific gravity during charge and dis¬ 
charge at constant normal-current rate. This relation is important, as 
the specific gravity of the electrolyte is an accurate indication of the con¬ 
dition of charge of the battery. 

Change in Specific Gravity. When the battery is charged, oxygen (Oi) 
is given to the positive plate to convert it into the peroxide and sulfate 
ions (SO«) are given off at the negative plate, leaving spongy lead. The 
oxygen given to the positive plate is obtained from the oxygen ion of tfib 
water, leaving the hydrogen ion of the water to combine with the SO4 ion 



given up by the negative plate, to form H2SO4, or sulfuric acid (see chemi¬ 
cal equation, p. 109). Hence the electrolyte gives up water, and sulfuric 
acid is formed, which means that during charge the solution becomes 
more concentrated. For example, the specific gravity will rise from the 
complete discharge value of 1.160 to a value of 1.210 when the battery 
becomes fully charged, as shown in Fig. 76. Point a is called the gassing 
point because it is the point at which all the hydrogen, oxygen, or both 
are not absorbed in the chemical reactions and are given off rapidly as gas. 
At this point the specific gravity decreases slightly owing to the presence 
of the gas bubbles in the electrolyte. After the charging has ceased, the 
specific gravity continues to rise for some time. This is due to the very 
concentrated acid in the pores of the active material diffusing out into 
the solution and also to the fact that the gas bubbles are escaping from 
the solution. The discharge curve is also shown in Fig. 76. The specific 
gravity continues to decrease even after the battery has ceased to deliver 
current. This is due to the dilute acid in the pores of the active materia) 
diffusing into the solution. The specific gravity is such a good indicator 
of the state of charge of the battery that the hydrometer reading is gener¬ 
ally used to determine how nearly charged or discharged the battery is. 

As the hydrogen and oxygen which escape from the battery during the 
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charging and discharging periods are merely dissociated water, the bat¬ 
tery loses nothing but the equivalent of water. Ordinarily, therefore, 
only water need be added to replace the elect rolyte. A small amount of 
the acid is carried away as a spray by the gas bubbles, but this loss is 
hardly appreciable. Acid need be added onlj r when an actual loss of elec¬ 
trolyte takes place, such as occurs with a leaky tank. As a rule, distilled 
water is used to replace the evaporation of the electrolyte. 

Temperature. The relation between the freezing point of the electro¬ 
lyte and its specific gravity is given in the accompanying table. It will 
be noted that the freezing point is considerably lowered with increasing 
specific gravity, so that if a battery is well charged there is no danger of 
its freezing in the temperate zone. 

Freezing 

Specific Gravity Temperature, °F 

1.180. - 6° 

1.200.. ... -16° 

1.240. -51° 

1.280. -00° 

The variation of capacity with temperature is of the order of 0.5 to 
1.0 per cent per °F, depending on the rate of discharge. 

At the higher temperatures, the rate of diffusion of the acid through¬ 
out the pores of the active material is increased so that the rating of a 
battery increases markedly with increasing temperature. 

92. Installing and Removing from Service. The sealed-type batteries 
are shipped complete with electrolyte in the cells and are ready for service. 
They should be given a freshening charge after assembling and before 
using. If the battery stands without being used over a long period of 
time, the active material becomes more or less converted into inactive 
lead sulfate, which is a nonconductor and so is difficult to reduce elec¬ 
trically. Therefore a battery if idle should be charged occasionally. If 
the battery is to remain idle for a long time, and it is impracticable to 
charge it periodically, the following procedure is necessary to prevent 
sulfation: Give the battery a full charge, then siphon off the electrolyte, 
which may be saved and used again. Fill the cells with water, and allow 
them to stand for 12 to 15 hr. Siphon off the water, and the cells will 
stand indefinitely without injury to the plates. To put back in service, 
replace the separators if warped or cracked, fill the battery with the elec¬ 
trolyte having a specific gravity of 1.210, and charge in the same manner 
as with the initial charge. 

93. Portable Batteries. In the design of batteries for propelling 
vehicles and for automobile starting and lighting, it is necessary to 
obtain a high discharge rate with minimum weight and size. For porta¬ 
ble batteries, and even for some stationary installations, these last two 
factors are important. Therefore, pasted plates are used for both posi- 
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tives and negatives. These are made relatively thin and are insulated 
from one another by thin separators. They are then packed tightly in a 
container which may be made of hard rubber, special compositions, or 
plastics. The assembly is essentially the same as that of the Ironclad 
cell shown in Fig. 73. The cover is sealed with an asphaltum compound 
to prevent the splashing of the liquid. There is a hole in the top of the 
jar which is closed with a cap. This permits the replenishing of water 
of the electrolyte. A vent in the cap allows the gases to escape. The 
discharge rates of this type of battery may be high as, for example, when 
doing starting duty. Furthermore, the ampere-hours capacity of the 
battery for its weight and size must be high. Hence, the volume of the 
electrolyte is small and the specific gravity must vary between wide limits. 
When the battery is fully charged, the specific gravity is as high as 1.280 
and 1.300, and when it is completely discharged, the specific gravity is as 
low as 1.100. 

The individual cells are mounted in assemblies or in multiple-unit con¬ 
tainers in accordance with the type of duty for which they are intended. 
The individual cells are connected by lead straps which may be bolted to 
the connecting posts or “lead-burned.” Automobile starting and light¬ 
ing batteries are usually assembled with their units in a plastic or compo¬ 
sition container, giving an emf of approximately 0 volts. Multiple con¬ 
tainers are adapted to several types of duty, such as vehicle propulsion, 
industrial trucks, mine locomotives, and railroad lighting. The number 
of cells per container may be as high as eight in the smaller sizes and as 
low as tw r o in the largest sizes, such as are used in railroad lighting. The 
containers, particularly in the larger sizes, are commonly made of steel 
rather than wood, permitting the assembly of batteries of considerable 
size. 

Portable batteries are usually shipped assembled, charged and com¬ 
plete with the electrolyte so that they are ready for use when received. 
However, a freshening charge is advisable. 

As the space for the electrolyte is very limited in vehicle batteries, and 
as considerable gassing occurs, the level of the electrolyte falls quite 
rapidly, so that frequent additions of water are necessary, usually once 
for each week of active service. 

94. Rating and Batteries. Practically all batteries have a nominal 
rating based on the 8-hr rate of discharge. Thus, if a Plants battery 
can deliver a current of 40 amp continuously for 8 hr, the battery will 
have a rating of 40 ■ 8 = 320 amp-hr. The normal charging rate of such 
a battery would be 40 amp. Assuming the battery to be capable of 
delivering just 40 amp for 8 hr, it would not be able to deliver 64 amp 
for 5 hr (320 amp-hr), but only 88 per cent of this, or 56,3 amp for 5 hr. 
Fifty-six and three-tenths amperes is called the $-hr rate . 
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The accompanying table shows the percentage capacity with various 
discharge rates. 


Hours Minutes 


Discharge rate. 

Percentage of capacity at 8-hr rate: 

. 8 

5 

3 

1 

20 

6 

Plants type. 

. 100 

88 

75 

55.8 

37 

19.5 

Pasted type. 

. 100 

93 

83 

63 

41 

25.5 


This falling off in capacity with higher rates of discharge is due to the 
inability of the free solution to penetrate rapidly the pores of the active 
material. Consequently it is not possible to reduce all the active mate¬ 
rial during the short periods of discharge. After such a battery has stood 
for a short time, it will be found to have recovered to some extent and to 
be capable of delivering more current, even after apparently having 
become exhausted. This is due to the final penetration of the pores of 
the active material by the free solution. 

Batteries are able to discharge at extreme rates for very short intervals. 
For example, a starting battery having an 8-hr rating of 10 amp is often 
called upon to supply 450 amp when doing starting duty. 

96. Charging. The following rule may be observed in charging a lead 
battery: The charging rate in amperes may always be made equal to the 
number of ampere-hours that have been discharged by the battery. For 
example, if 200 amp-hr is out of the battery, a charging rate of 200 amp 
may be used. As the battery charges, the ampere-hours out of the bat¬ 
tery decrease and the charging rate must decrease correspondingly. The 
rate should never be such that violent gassing occurs. 

Gassing represents a waste of energy because a considerable portion of 
the charging energy is used in merely breaking up the water into hydro¬ 
gen and oxygen. In addition, gassing causes the battery to become 
heated, the acid is carried out in a fine spray by the bubbles, and active 
material may be carried from the plates by the erosive action of the 
bubbles. 

When a battery is fully charged, any rate will produce gassing, but the 
rate can be reduced to such a low value that the gassing is not excessive 
and is practically harmless. This rate is called the finishing rate. 

A battery may be charged in 5 hr by beginning at a rate several times 
the finishing rate and tapering off to the finishing rate os the charge 
progresses (constant-volt age method). On the other hand, a constant 
current of moderate value may be used over a much longer period, even 
as long as 16 hr (constant-current method). 

A common example of the constant-current method is the charging of 
low-voltage batteries from a 115-volt d-c supply. This is illustrated by 
Fig. 77, which shows the charging of a 6-volt starting battery. The emf 
of the battery is so small in comparison with the 115 volts of the d-c 
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supply that the current is determined almost entirely by the resistance 
of the series resistor. Since the series resistance is practically constant, 
the current remains substantially constant, irrespective of the «mall 
changes in battery emf. 

Where only an a-c supply is available, it is common practice to employ 
rectifiers for converting the alternating to direct current for battery 
charging. Commercial rectifiers which are available for this Bervice are 
the dry-disk types, such as the copper oxide (Rectox) and the selenium 
rectifier, and the hot-cathode types, such as the Tungar and the Rectigon. 
(These are described in Volume II, Chap. XV.) These rectifier devices 
may be adapted to constant-current or modified constant-voltage methods 
of charging. 

Before connecting the battery, it should be definitely determined that 
the mains supply direct current , 
and it is also necessary to know 
which main is positive. If doubt 
exists as to the polarity and a 
voltmeter is not available, dip the 
two ends of the wires which con¬ 
nect the mains to the battery into 
a glass of slightly acidulated water 
or into salt water. Bubbles form 
about the negative wire. When 
using the constant-current method 
of charging, the charging rate must be reduced as the battery approaches 
the fully charged condition. 

The constant-potential method of charging is frequently to be pre¬ 
ferred, as the charging current automatically tapers off owing to the rise 
in the cell emf as the cell approaches the completely charged condition, 
and little or no attention is required. The applied voltage should be 
about 2.3 volts for each cell of the battery when there is no series resist¬ 
ance in the circuit. The diverter-pole generator is well adapted to this 
method of charge (see Sec. 318, p. 468). 

With 2.3 volts per cell and no series resistance, the current at the 
beginning of charge is usually too great, so that it is advisable to use a 
small series resistor. If a series resistor is used, a voltage source of 2.5 
or 2.6 volts per cell is desirable, as otherwise adjustments must'be made 
during the charging period. 

Many installations, such, for example, as oil-switch control batteries 
in power stations, aTe operated as "floating” batteries connected con¬ 
tinuously to the bus. Usually these installations consist of 60 cells, and 
the bus is held at an average voltage of 129 volts, or 2.15 volts per cell, 
at which voltage the cells are kept in a charged condition. 



Fig. 77. Charging a starting battery from 
116-volt supply. 
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If a recharge of the battery is required after an extended discharge or 
to give a periodic equalizing charge, the bus voltage is raised somewhat, 
the limit being determined by the character of connected load. 

When it is not feasible to raise the bus voltage for this purpose, a series 
booster may be used for raising the charging potential to a value suffi¬ 
ciently high to send current into the battery. The booster ordinarily 
consists of a low-voltage, separately excited shunt generator, driven by a 
shunt motor. Figure 78 shows the connections of a booster system. The 
booster generator is connected with its negative terminal to the + bus 
bar and raises the bus-bar voltage V\ to a value V* } which can be adjusted 
to give the desired charging current. To put the set in operation, switch 
<Si is first closed and the motor started. Switches and S t are then 
closed, and the field current of the booster is adjusted until the voltage 

is just equal to the battery emf. This condition is determined by the 
voltmeter V using the D-P D-T (double-pole double-throw) switch 84 . 
The switches $*, usually of the D-P S-T (double-pole single-throw) type, 
are then closed, and the field of the booster is readjusted to give the 
desired charging current. 

As an example, consider a 129-volt installation with a floating battery. 
As the average cell voltage is about 2.15 volts, 60 cells are necessary. 
Assume that the battery has a 320-amp-hr rating. The charging cur¬ 
rent will be 32 %, or 40, amp (the normal 8-hr rating). The voltage of 
each cell should be boosted to approximately 2.5 volts, on charge. There¬ 
fore the total voltage necessary will lie 2.5 ■ GO = 150 volts. Of this 150 
volts, the bus bars can supply 129 volts. The booster supplies the 
remaining 21 volts, and its rating will be 


21 -40 

" 1,000 


0.84 kw. 


The total power utilized in charging the battery is, however, 


150-40 

1,000 


G.O kw. 


(Also see p. 59.) 

The terminal voltage of a cell rises on being charged, as is shown in 
Fig. 79. The terminal voltage is about 2.18 volts at the beginning of 
charge at the normal, or 8-hr, rate and rises slowly to about 2.4 volts, 
after which it rises rapidly to 2.6 volts. This last rise occurs in the 
gassing period. This final rise of voltage also indicates that the cell is 
nearing the completion of charge. It is this rise of voltage which auto¬ 
matically cuts down the charging rate when the constant-potential 
method is used. The voltage does not rise so rapidly when the charging 
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rate is reduced toward the end of charge r because of the lesser IR drop in 
the cell itself. 

In Fig. 79 the chaTge characteristic holds for a temperature of approxi¬ 
mately 70°F (21°C). The final voltage ranges from 2.75 to 2.45 volts with 



Fig. 78. Booster method of charging a storage battery. 


variations of temperature ranging from 30°F (— 1°C) to 1I0°F (43°C). 
Hence the final cell voltage cannot be used as a criterion of charge unless 
the temperature of the electrolyte is taken into consideration. 1 

The drop of voltage at various rates of discharge is also shown in Fig. 79. 
It will be noted that the battery voltage at the 8-hr discharge rate is 



Fig. 70. Voltage curves on charge and discharge for lead cell. 

practically constant up to 5 hr, and at even greater values of time the 
change in voltage is not great. This is a distinct advantage if the bat¬ 
tery is used to supply incandescent lamps. 

' For an excellent discussion of lead-storage-battery characteristics, see J. Lester 
Woodbridgr, “Storage Battery Charging/' Trans . AIEE , Vol. 54, p. 516, 1935. 
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EDISON 1 NICKEL-IRON-ALKALINE CELL 

History. This type of cell was invented by Edison in 1901 when the 
use of battery-propelled trucks, tractors, and locomotives, as well as elec¬ 
trically operated lighting equipment for railway passenger cars, created 
the need for a light, durable type of storage battery. As the Edison cell 
is the only nickel-iron-alkaline type in commercial use in the United 
States it will be the only one discussed. ... The light weight and durability 
of this cell are due mainly to the employment of steel in the construction 
of plates and container. 

96. Plate Construction. The positive plate consists of a nickeled-steel 
grid, holding nickeled-steel tubes which contain the positive active mate¬ 
rial. When inserted in the tubes the active material is in the form of 
nickel hydrate, but this changes to an oxide of nickel after the formation 
treatment. In order to give the electrolyte free access to the active mate¬ 
rial, the tubes are perforated. To obtain improved electrical conduct¬ 
ance, the active material is alternated with layers of pure metallic nickel 
flake at the time it is tamped into the tubes. The tubes are in. (0.635 
cm) inside diameter and about 4 in. (10.16 cm) long and are reinforced by 
eight encircling seamless steel rings spaced equidistantly over the tube 
length. 

The negative plate is generally similar in construction to the positive 
plate except that a finely divided oxide of iron is used as active material 
and is contained in rectangular perforated nickeled-steel pockets instead 
of tubes. Positive and negative plates are shown in Fig. 80. 

97. Electrochemical Principle. Instead of using an acid, the Edison 
cell employs an alkaline electrolyte consisting of a 21 per cent solution of 
potassium hydroxide to which has l>een added a small amount of lithium 
hydroxide. The electrolyte, instead of attacking the steel tubes, pockets, 
grids, container, etc., actually preserves them. The chemical reactions 

1 Thomas A. Edison, 1847-1931. An outstanding American inventor. In his 
youth he sold newspapers on trains and became acquainted with the telegraph through 
using it to send advance notice of important news. On one occasion he was ejected 
from the train because his improvised chemical laboratory set fire to a railroad car. 
He studied and repeated Faraday's experiments, became interested in telegraphy, and 
invented the stock ticker and, in 1869, duplex telegraphy. He started a shop, made 
many improvements in telegraph instruments and stock tickers, and invented the 
carbon telephone transmitter. In 1877, he invented the phonograph. In 1879 he 
invented the incandescent lamp, his most important invention. He unproved 
dynamos and invented methods for the distribution of electrical energy, including the 
3-wire system which beare his name. In 1889 he invented motion pictures. He also 
invented the primary battery and the storage battery which bear his name. He was 
a tireless worker and extremely resourceful. He took out more than a thousand 
patents. His laboratories and factories were located at Menlo Park, West Orange, 
N.J. 
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which take place within the cell are complex, but their nature is indicated 
by the equations on p. 126. 

In any condition of the electrolyte it does not cause disintegration or 
solution‘of the active materials, and since only a relatively small quantity 
of the potassium and lithium hydroxide is absorbed by the higher nickel 
oxide electrode, the composition of the electrolyte does not vary appreci¬ 
ably throughout the cycle of charge and discharge. The conductivity 
and specific gravity of the electrolyte are therefore practically constant. 



Positive Negative 

Fig. 80. Positive and negative plates of an Edison storage cell. 


This is also shown by the reaction diagram. On charge, the active 
material of the negative plate, iron oxide (FeO), is reduced to iron (Fe). 
The active material of the positive plate, nickel oxide (NiO), is oxidized 
to nickel dioxide (Ni0 2 ). On discharge, the reverse process occurs, the 
negative plate being oxidized to iron oxide and the positive plate being 
reduced to nickel oxide. It will be noted that throughout charge and 
discharge the solution consisting of 2KOH + H a O remains unchanged, 
both chemically and in concentration. Hence, unless evaporation is 
allowed to take place, the specific gravity of the electrolyte does not 
change with charge and discharge as. it does in the lead-acid cell. 
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CHARGE ] 
REACTIONS 

Starting products 

Ionization 
Current used \t. 


Iron oxide 
electrode 


Final products Fe° 

DISCHARGE Metallic iron 
dc APTinitic electrode 


DISCHARGE w 
REACTIONS 
Starting products 

Jonizotion 

Current used ,>■ 


Nickel ojjide 
electrode 


Electrolyte ( 
H 2 0 ZKOH NiO 

' A I 

w* onu 1 I 


!K0H H*0 NiOz 

Higher nickel 

Electrolyte oxide electrode 
!K0H H z 0 NiO z 



Final products FeO H ? 0 2K0H NiO 

98. Assembly. By passing a steel connecting rod through holes at the 
top of the grids, the positive and negative plates are assembled into posi¬ 
tive and negative groups. Steel spacing 



washers between adjacent plates on the 
connecting rod ensure proper plate spac¬ 
ing. A lock washer and nut are drawn 
tight at each end of the connecting rod, 
binding the plate group firmly together. 
Positive and negative plate groups are 
intermeshed to form complete elements, 
separation between alternate positive 
and negative plates being accomplished 
by vertical hard-rubber grids and pins. 

The assembled elements are placed in 
a nickeled-steel container, after which 
the steel cover is welded in position, as 
shown by the cutaway view' in Fig. 81. 
The poles are insulated from the cover 
by a series of hard-rubber and soft-rub¬ 
ber washers which also provide agastight 
and liquid-tight packing. Projecting 
from the cfcll cover is the filling aperture, 
on which is mounted a hinged filler cap. 
The filler cap is held either positively 


Fig. 81. Cutaway of Edison storage open Or positively closed by a Steel clip 
(ThomM°Z m jEdieon] &t /nc.) E88emb,y ’ spring. Suspended from the filler cap is 

a hard-rubber valve which seats by 
gravity when the cap is closed, thus excluding external air and reducing 
evaporation, yet permitting the escape of gas. 
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The tops of the pole pieces are threaded. Immediately below they are 
tapered to fit the lugs of the intercell and intertray connectors. The con¬ 
nector lugs are steel forgings bored to fit the taper of the pole pieces and 
are swedged upon heavy copper connecting links. All lugs, links, and 



Fig. S2. Assembly of Edison 30 storage cells in metal tray for industrial truck service. 
{Thomas A . Edison, Inc.) 

nuts are nickel-plated. Individual cells are mounted in metal trays to 
form a battery, Fig. 82. 

99. Discharge and Charge Characteristics. The rated capacity of the 
Edison cell is based on a normal 5-hr discharge until the voltage becomes 
1 volt per cell for A f B, 0, D, F, and N types. Figure 83 shows normal 

< 2.00 
1.80 
H 1.60 

£|.40 

£ 

^ 1.20 

1.00 
nun 

Flu. B3. Voltage changes during the charge and discharge of an Edison cell. 

charge and discharge curves for the Edison A-type cell. It will be noted 
that the average discharge voltage at these rates is about 1.2 volts per 
cell. At discharge rates other than normal, voltage values will, vary 
above or below this average figure, Fig. 84. These discharge character* 
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istics are based on a preceding normal-rate charge for a period of 7 hr for 
A-, B-, C-, D-, F-, and N -type cells. The specific gravity of the electro¬ 
lyte changes but slightly between charge and discharge and cannot be 
used to determine the state of charge. The completion of full charge is 
indicated when the voltage ceases to rise over a period of hr during 
charge with constant current flowing. The state of charge can be 
approximated at any time by use oi an ampere-hour meter or by a 
charge-test fork which indicates from a pilot cell the voltage delivered 
at a given rate of discharge. 

100. Electrolyte. As with other cells, the solution level gradually 
drops during service due to the electrolysis of water into hydrogen and 



oxygen gas on charge. Bubbles of gas carry with them small particles 
of the solution, most of which break against the special valve in the filler 
cap and drain back into the cell. A small quantity, however, escapes 
into the air, and because only distilled water is used to replace this loss, 
the strength of the solution is gradually reduced. After an extended 
period of. time, depending on the usage to which the cell has been put, 
the specific gravity of the solution reaches 1.1 GO at 60°F, at which point 
it should be replaced with new electrolyte of proper specific gravity. The 
normal specific gravity of the electrolyte in new cells is between 1.195 
and 1.215 with the solution at the proper level above plate tops and when 
correction for temperature is made. 

101. Advantages. The nickel-iron-alkaline cell possesses important 
advantages which make it well suited to the various services to which it 
is applied. These advantages result from the nature of the materials 
used, the method of construction, and the fundamental electrochemical 

* See also curve 1. 
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principle involved. The extensive use of steel permits precision manu¬ 
facturing and results in a cell capable of withstanding the vibration and 
shock incidental to commercial service. Moreover, the use of steel for 
tubes, pockets, grids, etc., makes possible a plate construction which 
securely retains the active materials and which eliminates buckling and 
warping. 

Aside from its rugged construction, additional advantages of the Edison 
cell are its light weight per watt-hour of capacity and its ability to with¬ 
stand electrical abuse. It may be overcharged, overdischarged, acci¬ 
dentally short-circuited, charged in the reverse direction, or left stand¬ 
ing idle in a discharged condition indefinitely without injury. It is free 
from corrosive acid fumes and is not subject to ordinary storage-battery' 
diseases such as sulfation, sedimentation, or terminal corrosion. Its tray 
assembly and cell connections are simple, it requires no replacement of 
separators throughout its life, and it is not damaged by freezing. Oper¬ 
ation is dependable over a long period of time. 

102. Application. Edison cells find their greatest usefulness in storage- 
battery-propelled street trucks, industrial trucks, tractors, mine and 
industrial locomotives; for railway passenger-car lighting and air con¬ 
ditioning; for multiple-unit car control; for all types of railway signaling, 
as in track circuits, target lighting, highway crossing signals, and inter¬ 
locking plants; for marine power and lighting, miners 7 electric safety-cap 
lamps, emergency lighting, isolated electric light plants; for time clocks, 
fire-alarm systems, and other services. The various types manufactured 
at present are not adapted to low-voltage automobile-starting service and 
are not sold for this purpose. Below are tabulated the types and sizes of 
Edison cells, together with their capacities and weights. 

103. Data on Edison Ceils. 


Cell 

type 

Normal ratings* 

Wt,f lb per cell, 
standard type 

Amp-hr 

capacity 

Amp 

Whr 

D4 

300 

60 

360 

33.4 

m 

375 

75 

450 

40.0 

m 

450 

90 

540 

45.6 

D7 

525 

105 

630 

53.4 

D8 

600 

120 

720 

60.0 

DIO 

750 

150 

900 

77.3 

D 12 

900 

180 

1,080 

91.6 

JV1 

m 



1.74 

N2 

a y* 


133^ 

1.94 

F2B 

10 

2 

12 

1.31 


* Ratings are on basin of 5-hr rate for A-, B-, C-, D-, and AT-type cells with average of 1.3 volt* per 
Mil and final of 1.0 volt per cell. 

t Weight* are for completely assembled cells, including trays, connector*, eta. 



130 


DIRECT CURRENTS 


NICKEL -CAD MIUM - ALKALI (NICAD) CELL 

History. Work to produce a storage battery having an alkaline elec¬ 
trolyte was begun by Jungner and Berg jointly in Sweden in 1893, and 
the patent covering the modem pocket design was applied for by Berg in 
1903. The work of these inventors coincided in time with that of Edison, 
and the two types of alkaline battery were developed almost concurrently. 
Both used potassium hydroxide (KOH), or caustic potash, for the elec¬ 
trolyte. At first, the Swedish inventors used nickelous (green) hydroxide 
for the positive electrode, as did Edison, but added graphite to render it 
conductive. Ultimately the Swedish inventors used nickelic (black) 
hydroxide for the positive electrode, retaining the graphite as a con¬ 
ductor. This material does not swell with charge and discharge as does 
the nickelous hydroxide and can be contained in fiat pockets. In 1905, 
the decision was made to use as the negative electrode cadmium oxide 
in a finely divided state with a small admixture of ferric trioxide acting 
as a disperser. Although this type of cell had become common in Europe, 
it was not introduced for wide commercial use in the United States until 
recent years. 

104. Mechanical Construction. Both positive and negative plates con¬ 
sist of thin, finely perforated flat steel pockets in which the active mate¬ 
rials are securely contained, Fig. 85. The active material of the positive 
plate consists of nickel hydroxide and specially treated graphite and that- 
of the negative plate consists of a mixture of oxides of cadmium and iron. 
The separators are thin strips of polystyrene, which permit close spacing 
of the plates. This combined with the high conductivity of the active 
materials makes the cell resistance low. The complete plate group con¬ 
sists of a number of alternate positive and negative plates assembled on 
bolts and connected to terminal posts common to plates of the same 
polarity. The entire plate assembly is placed w 7 ithin a sealed steel con¬ 
tainer, polystyrene being used for insulation. The cells are assembled in 
wooden trays to form batteries for specific services. 

106. Electrolyte. The electrolyte is potassium hydroxide (KOH), or 
caustic potash. When the batteries are shipped from the factory fully 
charged, they are filled with electrolyte having a specific gravity of 1.210 
at 72°F (22°C). On charge, the positive active material is oxidized, and 
the negative active material is reduced. On discharge, the opposite reac¬ 
tion occurs. The electrolyte functions virtually only as an electrical con¬ 
ductor and does not enter into any permanent chemical reaction with the 
active plate materials. Hence, its specific gravity remains the same dur¬ 
ing charge and discharge. On charge, the cell does not gas until the 
voltage per cell has risen to 1.47 to 1.48 volts. The gas consists of 
hydrogen and oxygen and represents a slight loss of water, although the 
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vent, Fig. 85, prevents most of the gas escaping. The level of the elec¬ 
trolyte should always be such as to cover the plates. 

106. Charge and Discharge. The charging may be by either the 
constant-current or the constant-voltage method, constant current being 



Ficj. 85. Construction of a nickel-cadmium-alkali storage cell. 



Fig. 86. Charge and discharge characteristics of nickel-cadmium-alkali cell. 


recommended. Normally the battery may be charged at the 7-hr rate, 
although higher rates may be employed. The voltage is essentially con¬ 
stant at approximately 1.4 to 1.5 volts, Fig. 86, until near the end of 
charge, when it rises rapidly to approximately 1.8 volts. The battery 
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may be trickle-charged. On discharge the voltage is constant at approxi¬ 
mately 1.2 volts until it drops to 1.0 to 1.1 end volts, depending on the 
discharge rate, Fig. 86. 

107. Applications and Advantages. Nicad batteries are used for many 
services such as busses, radio, yacht lighting and farm lighting, railroad- 
car lighting, air conditioning, railroad signals, portable lamps and lan¬ 
terns, intemal-combustion-engine, starting, including diesel engines. A 
special form of Nicad battery, the Alcad battery, is designed for high 
discharge rates and thus is particularly adapted to diesel-engine starting. 

Advantages of the Nicad (and Alcad) type of battery are that it is 
strong mechanically, it is not damaged by overcharge or when idle even 
for long periods, the active material cannot flake off, it performs well 
over wide ranges of temperature, there is no gassing on discharge and no 
corrosion, and it has low internal resistance and nearly constant voltage 
over a wide range of ampere-hours discharge. 

108. Efficiency of Storage Batteries. The efficiency of a storage bat¬ 
tery is the ratio of the watthours output to the watthours input. 

Example. A fully charged cell is discharged at a uniform rate of 38 amp for 6 hr 
at an average voltage of 1.95 volts. The cell is now charged at a uniform rate of 
40 amp for 6 hr, the average voltage being 2.3 volts. The cell is then in its original 
condition of charge. Determine the efficiency of the cell. 

Watthours output = 38 ■ 1.95 ■ 6 = 445. 

Watthours input « 40 ■ 2.3 ■ 6 = 552. 

Efficiency = 44 ££b 2 » or 80.6%. 

One often hears of the ampere-hours efficiency of a storage battery. As ampere- 
hours do not represent energy, the ampere-hours efficiency is not a measure of a 
battery’s ability to store energy. In the example the ampere-hours efficiency may be 
found as follows: 


Ampere-hours output = 38 ■ 6 = 228. 

Ampere-hours input = 40-6 = 240- 
Ampere-hours efficiency » a2 % 40 » or 95%. 

The much lower watthours efficiency is due to the difference between the voltage of 
charge and that of discharge, as shown in Figs. 79, 83 and 86 (pp. 123, 127, and 131). 

The efficiency of a storage battery varies with the rate of charge and 
discharge and with the temperature. As high charge and discharge rates 
produce relatively high PR and polarization losses, the efficiency is 
lowered under these conditions. Further, a cell may be charged at the 
8-hr rate and discharged at the 3-hr rate and have an apparent efficiency 
of 60 per cent. This does not represent the true efficiency, as the cell 
actually will not be completely discharged, even if it appears to be. 
Owing to the inability of the free acid in the lead cell to permeate the 
active material, much of the active material has not been reduced, and 
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after a short time the cell will be found to have recuperated to a con¬ 
siderable extent and will be able to deliver more energy. 

The ampere-hours efficiency of a storage battery is of the order of mag¬ 
nitude of 95 per cent. For a complete cycle the watthour efficiency of a 
stationary battery of moderate size is about 75 per cent at the 8-hr charge 
and discharge rates. The watthour efficiency of a large stationary bati 
tery is about 85 per cent under the same conditions. Where a battery 
merely “floats” and the cycle of charge and discharge is a matter of 
minutes or perhaps of seconds even, the watthours efficiency may be as 
high as 95 or 96 per cent. 

In selecting a battery, the efficiency is only one of the factors to be 
considered. The initial cost and the maintenance of batteries form a 
substantial proportion of the total cost and hence are important con¬ 
siderations. Also, such factors as weight, ruggedness, voltage regulation, 
and overload capacity must be considered for each individual installation. 

The uses of storage batteries in the generation and distribution of power 
are considered in Chap. XV. 

109. Electrolysis. Pure w ater is a poor conductor of electricity. In 
fact, it may be considered as practically an insulator. If, however, even 
a very small amount of acid, alkali, or salt be added to water, the solu¬ 
tion becomes a good conductor. Moreover, if an electric current flows 
through such a solution, it dissociates the molecules of the substance in 
solution, or the molecules of the water itself, into simpler substances 
which appear at the anode and at the cathode. The phenomenon of 
the electric current in causing such dissociation under these conditions is 
called electrolysis. The solution which becomes conducting under these 
conditions is called an electrolyte . 

If current flow r s in slightly acidulated water, using an inert material 
such as platinum for the electrodes, hydrogen is released at the cathode 
and oxygen is released at the anode. Moreover, the volume of hydrogen 
released is twice that of oxygen. Hence, the water molecule (H 2 0) is 
broken up or dissociated into its two constituent elements. 

The theory of electrolysis is based on electrolytic dissociation. In 
solution, the molecules of acids, alkalies, and salts dissociate into posi¬ 
tive and negative ions. Thus hydrochloric acid (IIC1) dissociates into a 
positive (4-) II ion and a negative ( —) Cl ion. Likewise, the copper 
sulfate molecule (CutfCL) becomes dissociated into the +Cu ion and the 
— S0 4 ion. According to the electron theory, the negative ion has an 
excess of electrons, and the positive ion has a deficiency of electrons (see 
p. 323 and also Vol. II, Chap. XIV). When no potential difference is 
applied between electrodes, the ions drift about in the solution. How¬ 
ever, when a potential difference is applied to the electrodes in the solu¬ 
tion, the positive ions migrate to the negative electrode, or cathode, and 
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accordingly are called cations. The negative ions go to the anode, or 
positive electrode, and accordingly are called anions. 

The positive ions give up their charge to the cathode and the negative 
ions give up their charge to the anode, thus constituting the current. 
Hence, the conduction of current through an electrolyte is a convection 
effect, the charges being carried to the electrodes by the ions. Thus, 
electrolytic conduction differs from the ordinary metallic conduction in 
that it involves a transfer of matter and is accompanied by chemical 
change. 

In Fig. 87 arc indicated the effects which occur when two copper plates 
are immersed in copper sulfate solution and current is caused to flow 


Current Current 



CuS0 4 , coppers 
sulphate solution 


from one plate to the other. The positive 
copper (Cu) ions move to the cathode and 
deposit metallic copper. The negative sul¬ 
fate (SO 4 ) ions move to the anode and com¬ 
bine with the hydrogen ion of the water to 
form sulfuric acid, an oxygen molecule being 
given off at the anode. The reaction is as 
follows: 


Fig. 87. Elect, rolyaift of copper 

in copper-Hiilfate solution. SO* + II*0 — H 2 S0 4 + 0. 


This reaction occurs in the electrolytic refining of copper. The copper 
ingot to be refined is used as anode, and a thin plate of copper is used 
as cathode. Copper goes into solution from the anode and deposits as 
pure copper on the cathode. Impurities are precipitated as anode mud 
in the bottom of the ceil. However, considerable value in metals, such 
as silver and gold, may be recovered from the “mud/* or sludge. 

Electrolysis is not confined to substances in water solution, but fused 
salts may also be subjected to electrolysis. For example, the electrolysis 
of fused table salt (NaCl) produces sodium (Na) at the cathode and 
chlorine (Cl) at the anode. Aluminum is produced by the electrolysis of 
the fused salt, aluminum oxide (AUOa), at a temperature of from 900 to 
1000 °C. 

110. Faraday's Laws of Electrolysis. As a result of his experiments, 
Faraday discovered two fundamental laws of electrolysis. The first law 
states that the weight of the products of electrolysis is proportional to the 
quantity of electricity which has passed through the electrolyte. That is, the 
weight 

w = fq = Ht (80) 


where t is a constant called the electrochemical equivalent of the substance, 
q is the quantity of electricity in coulombs, i is the current in amperes, 
and t is the time in seconds. 
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The second law states that for a given quantity of electricity the weight 
of the products of electrolysis is proportionate, to their electrochemical equi¬ 
valents. For example, the atomic weight of hydrogen is 1.008 and 1 cou¬ 
lomb will cause 0.0104 mg to be released. The value 0.0104 is the electro¬ 
chemical equivalent of hydrogen. Below are given the electrochemical 
equivalents of a few of the elements. 

Electrochemical Equivalents, Milligrams per Coulomb 


Aluminum... 

0.09316 

Nickel. 

. 0.3041 

Chlorine. 

0.3674 

Oxygen... . . 

. 0.08291 

Chromium. 

*0.1797 

•0.0898 

Potassium. 

. 0.40516 

Cobalt. 

0.3054 

Silver.. 

. 1.118 

Copper. 

HI. 6588 
*0.3294 

Sodium. 

. 0.2382 

Gold. 

'2.0436 

*0.6812 

Tin. 

. 0.3075 

lx!ttd.-. 

The pm fill superior numbers give the 

1 0737 
valency. 

Tungsten. . 

. 0.3180 


Example. A current of 25 amp flows for 8 hr through an electrolytic cell with 
copper electrodes and copper sulfate, solution similar to that, shown in Fig. 87. Deter¬ 
mine the kilograms of copper deposited on the cathode. With copper sulfate, the 
valence of copper is 2. Eight hours equals 8 ■ 3,600 — 28,800 Bee. Hence, using 
(80) and the electrochemical equivalent of copper in the table, the weight of copper 

w «* 0.3294 ■ 10^ 25 ■ 28,800 = 0.237 kg. Am. 

111. Electroplating. 1 Electroplating is merely an application of the 
principles of electrolysis given in Secs. 109 and 110, by which thin coat¬ 
ings of metal are deposited on other metal. Because of the desirability 
of plating the baser metals with protective coverings, such as copper, 
nickel, chromium, and silver, electroplating is an important industry. 

As a simple illustration, assume that it is desired to copper-plate a 
carbon brush. The portions of the brush to be plated are immersed in 
a solution of copper sulfate, Fig. 88. A copper strip is also immersed in 
the solution and is connected to the positive terminal of a dynamo or 
some other source of d-c supply. The brush is connected to the nega¬ 
tive terminal of this supply. Under these conditions the current will 
carry copper from the solution and deposit it on the carbon brush. This 
copper which leaves the solution is replaced by copper which is carried 
from the copper strip (the anode) into the solution so that there is no 
change in the solution itself. The current should be such that the density 
is about 0.02 amp per sq in. of the surface to be plated. 

It is not necessary that the anode be of the metal which it is desired to 
deposit. Other metals may be used. Under these conditions, however, 

1 See f4 Standard Handbook for Electrical Engineers,” 8th ed., Sec. 20, Par. 49 to 
BQ, for a more complete discussion. 
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the solution in time becomes contaminated by the going into solution of 
the anode. If an inert substance such as carbon is used as anode, acid 
is formed in the solution. If the anode is of the same material as is 
being deposited on the cathode the only opposing emf m the bath just 
described is the IR drop in the solution. This may be reduced by bring¬ 
ing the electrodes close together, but if the electrodes are too close 
together, the deposit will not be uniform. On the other hand if the 
anode material is other than that being deposited on the cathode, such 
as a platinum anode in copper sulfate solution, then in addition to the 
voltage necessary to overcome the IR drop in the solution there is a 
voltage of decomposition of the solution which must be supplied. This 
latter voltage is of the order of a few volts. The amount of metal 
deposited per second is proportional to the current. Because of the 



nature of electroplating baths, they are naturally low-voltage devices. 
When practicable, several are connected in series. A low-voltage and 
high-current generator is generally used for plating purposes. In practice 
there are many refinements to be observed. 

Acid is added to the solution to prevent impurities from depositing. 
A cyanide solution of copper is found to give better results than the 
sulfate. Nickel, tin, zinc, silver, gold, etc., may be deposited by the use 
of suitable baths and electrodes. * 

A gravity cell is an example of electroplating in which the source of 
current is derived from the cell itself. The current flows from the zinc 
to the copper within the solution, zinc is carried into the solution as 
sulfate, and copper is deposited or plated from its sulfate on the positive 1 
electrode. 

Electrotyping is another common example of electroplating. An 
impression is made in wax with the type or object to be reproduced. 
The surface of the wax is made conducting by applying a thin coating of 
graphite. Copper is then plated on this surface. It is later backed by 
type metal to give it the necessary mechanical strength. 



CHAPTER V 


ELECTRICAL INSTRUMENTS AND ELECTRICAL 
MEASUREMENTS 1 

112. Principle of Direct-current Instruments. Most d-c instruments 
operate on the principle that a coil may be so placed in a magnetic field 
that the coil will tend to turn when there is a current in it. This turn¬ 
ing action is the underlying principle of the electric motor and is dis¬ 
cussed more in detail in Chap. XIII. It may be explained briefly as 
follows: 

It is a fundamental law that a conductor carrying a current and lying 
in a magnetic field tends to move at right angles to both the direction of 
the field and the direction of the current (p. 

479). For example, in Fig. 89 is shown the 
top view of a coil C placed in a magnetic 
field between two pole pieces N and S. The 
direction of the current in the conductors 
a at the left-hand side of the coil is outward 
and in the conductors b at the right-hand 
side is inward. As a result, conductors a 
develop a force } x and tend to move upward, 
and conductors b develop an equal force fa and tend to move downward, 
thus producing a couple tending to turn the coil in a clockwise direction. 

This turning moment may be explained also on the basis of attraction 
and repulsion between magnetic poles (Chaps. VI and VII). The cur¬ 
rent in the turns of the coil produces a magnetic field through the coil 
with N and 8 poles distributed on opposite faces of the coil, Fig. 90, 

If the coil be placed in a magnetic field, the coil will tend to turn in 
such a direction that the ampere-turns of the coil will increase the strength 
of the magnetic field and the total flux of the system will be a maximum 
(see Sec. 160, p. 216). 

The N pole face of the coil will be attracted toward the south pole of 

1 ri I often say that when you can measure what you are speaking about and can 
express it in numbers, yin know something about it; but when you cannot measure it, 
when you cannot express it in numbers, your knowledge is of a meager and unsatis¬ 
factory kind; it may be the beginning of knowledge but you have scarcely in your 
thoughts advanced to the stage of science whatever the matter may be/V Lord 
Kelvin, 1883. 

187 



Fig. 80. Turning forces on a 
coil carrying current. 
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the magnetic field, and the S pole face of the coil will be attracted toward 
the north pole of the magnetic field. 

This tendency of the coil to turn is shown in Fig. 91 (a), where the coil 
tends to turn in the direction indicated by the arrows, at n and s. If the 
coil is pivoted and free to turn, it will reach the position shown in Fig. 
91(6). Under these conditions the coil has placed itself in such a position 
that its flux is in the same direction as that of the main field. Also, the 
n pole face of the coil has been attracted toward and is facing the S pole 


of the magnet. Similarly, the s 
pole face of the coil has been 
attracted toward and is facing the 
N pole of the magnet. 

This behavior of a coil carrying 
a current and placed in a magnetic 
field should be thoroughly under- 




Current m 
c/ovvn 


(a) Coi'l tending +o turn in a 
magnetic field 


Current up ® 



Current do^/n ® 

(b) Ultimate position of coil 


Fig. 90. Magnetic field produced Fig. 91. Turning moment of an instrument 

by an instrument coil. 


stood, for it is the underlying principle of most current-measuring instru¬ 
ments and is in addition the principle on which electric motors operate. 

113. D’Arsonval Galvanometer. 1 A galvanometer is a sensitive instru¬ 
ment used for detecting and measuring small electric currents. The 

1 Galvanometer is derived from galvano, a prefix derived from the aurname of Luigi 
Galvani, codiscoverer of electric current, and meter, meaning to measure. Luigi 
Galvani, a physiologist, was born in Bologna, Italy, Sept. 9, 1737, and was appointed 
lecturer on anatomy at the university there in 1762. He gained reputation as a 
comparative anatomist from his researches on the hearing organs of birds. From hia 
experiments on the effect of electricity on the muscles of frogs (see footnote, p. 90), he 
enunciated a theory of animal electricity, a treatise whic%was published in 1791. 
The adjective galvanic, which when applied to electricity came to mean electricity in 
motion, or dynamic electricity, is derived from his name. Also, galvanism is some¬ 
times used to designate dynamic electricity Galvani died in Bologna on Dec. 4, 
1798 
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D'Arsonval galvanometer, which is based on the principle of a coil turn¬ 
ing in a magnetic field, is the most common type of galvanometer. Due 
to its simplicity, it has superseded practically all other types. In addi¬ 
tion it is comparatively rugged and is not appreciably affected by stray 
magnetic fields. Figure. 92 shows the principle of its construction. A 
coil of very fine wire is suspended between the poles of a permanent mag¬ 
net by means of a filament, usually a flat strip of phosphor bronze. The 
coil may be wound with or without a bobbin. The bobbin is usually 
either of fiber or of aluminum. The advantage of an aluminum bobbin 



will be considered later. The poles of the 
magnet are usually cylindrical in shape* and 
a cylindrical soft-iron core is placed be¬ 
tween the poles and coaxial with them, Pig. 
93. The cylindrical form of pole faces and 
core is advantageous for two reasons. The 
length of the air path is reduced so that the 
amount of flux linking the coil is increased, 
thus making the galvanometer more sensi¬ 
tive; the flux between the pole faces and the 



Fig. 92. Principle of the Fig. 93. Radial field produced by 

D’Arscmval galvanometer. cylindrical core and pole faces. 


core is practically radial. In such a radial field the deflections of the coil 
are directly proportional to the current in the coil, so that a uniform scale 
is obtained. 

In Fig. 92 the coil is shown suspended by the phosphor-bronze filament. 
Any turning of the coil produces torsion in the filament which opposes the 
turning of the coil and is called the restoring force . When the moment of 
the restoring force and the turning moment due to the current are equal, 
the galvanometer assumes a steady deflection. For all practical pur¬ 
poses the galvanometer deflection is proportional to the current. The 
phosphor-bronze filament usually serves as one of the leading-in wires 
which conduct current to the coil. The other leading-in wire consists of 
a flexible spiral filament fastened to the bottom of the coil, Fig. 92. 

There are two common methods of reading the deflection of a galva- 
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nometer. A plane mirror is mounted on the coil system, and a scale and 
telescope are mounted about 0.5 m from the galvanometer. The reflec¬ 
tion of the scale in the mirror can be seen with the telescope. When the 
mirror turns, the reflection of the scale in the mirror deflects. The value 
of this deflection is determined by means of a crosshair in the telescope. 

Another method is to use a concave mirror on the galvanometer moving 
system. A lamp filament is placed seme distance from the mirror, and its 
imd^e is focused on a ground glass to which a scale graduated in centi¬ 
meters is fastened. As the mirror 
deflects, the beam of light travels 
across the scale. This principle has 
been adopted in the Leeds and North¬ 
rop type E galvanometer in which the 
galvanometer, lamp, scale, and optical 
system have been assembled in com¬ 
pact form, Fig. 94. In order that the 
deflections of the moving system may 
be easily followed, the optical system 
projects two spots on the scale: an 
unusually bright one for high sensi¬ 
tivity, and one of normal brightness 
for low sensitivity. Should a large 
deflection occur, causing the high- 
sensitivity spot to move off the scale, 
the low-sensitivity spot, which moves 
only one-tenth the distance of the 
other, shows on which side of the zero the deflection has occurred. 

Damping . If the usual galvanometer coil, which is hung freely, starts 
to swing, it will continue swinging for a long time unless special means 
are provided for damping or retarding it. Electrodynamic damping is 
the simplest and most effective method of damping instruments of the 
D’Arsonval type. If the coil be wound on an aluminum bobbin, the 
motion of the bobbin through the magnetic field will induce currents in 
the bobbin and these will be in such a direction as to put an electric 
load on the moving coil as in an electric generator. This opposes the 
motion of the coil. The same result may be obtained by binding short- 
circuited copper coils on the main coil, by shunting the galvanometer 
externally with resistance (see Ayrton Shunt, Sec. 114), or even by short- 
circuiting it. However, an excessive damping or overdamping makes the 
motion of the coil so slow that the time to attain the steady deflection 
may be too long, sometimes as long as with the coil swinging freely. The 
damping increases when the resistance of the circuit of the coil decreases; 
the value of the external resistance for which the steady deflection is 



Flo. 94. Type E short-period high- 
sensitivity galvanometer. (Leeds and 
Northrup Company .) 
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reached as rapidly as possible is called the external critical resistance, and 
the corresponding damping is called critical damping. 

114. Galvanometer Shunts. When galvanometers are used to detect 
small currents, as in null methods (see Wheatstone Bridge, p. 163), the 
conditions may be such that there is a comparatively large current in the 
galvanometer. This causes a violent deflection of the coil and may result 
in injury to the galvanometer. In certain other measurements, the cur¬ 
rent that it is desired to measure with the galvanometer may be so large 
that the deflection is Well beyond the scale. 

In either case the sensitivity of the galvanometer may be reduced by 
the use of a shunt, that is, a resistor which diverts 
a known proportion of the current from the gal¬ 
vanometer. There are two common types of 
shunt. One type is shown in Fig. 95 and consists 
of three or four separate resistors which are 
plugged across the galvanometer one at a time. 

These are so adjusted in value that, with a given 
external current to be measured, each two succes¬ 
sive galvanometer currents are in the ratio of 10 
to 1. For example, if the galvanometer is to 
• measure one-tenth the external current, the 
> resistance of the top resistor, Fig. 95, is of such 
a value that, when the latter is plugged across 
(the galvanometer, it shunts nine-tenths of the 
Current away from the galvanometer. 

1 The resistances of these resistors are determined as follows: 



Let R g «= galvanometer resistance. 

I g >» galvanometer current. 

I » circuit current. 

It = shunt current. 

R • «= shunt resistance. 

To reduce the galvanometer current to one-tenth the value which it would have 
with the entire current / through the galvanometer, I g must be one-tenth of I. That 
is, 


The shunt current 


I 10 

it- i -1,. 


(I) 

(ii) 


But the shunt current and the galvanometer current are inversely as the respective 
resistances. Hence, 


R, I. I-I, 


an) 
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U 

I.-jv [(!)], 

Eg _ I - 7/10 _ g 
R. 7/10 

R. = HR, ohms. (81) 

For a reduction of 100 to 1,. 

R* _ Lr ^/i$9 « qq 

fl. 7/100 

and 

ie, = XuR,- ( 82 ) 


Example. The resistance of a galvanometer is 600 ohms. Determine the resist¬ 
ances of the resistors which should be used to shunt it in order that its deflections 
may be reduced in the ratio of 10 to 1 and 100 to 1. 

B, = — = 66.7 ohms. Ana. 

R Sj? = 6.06 ohms. Ana. 

However, very often a large reduction in the galvanometer current cannot be 
advantageously attained; for if the resistance of the shunt is too small, the galvanom¬ 
eter is overdamped. This difficulty is overcome by the Ayrton shunt. 

Ayrton Shunt . The Ayrton shunt is shown in Fig. 96(a). A resistor 
AB having a fixed resistance is connected across the galvanometer ter¬ 
minals. One line terminal A is permanently connected to one end of 



I-VWV- 

A 


-AAAAy— 


R 2 

-AAAAAAAAr- 


I-Ifl 


(bVEquivalent circuit 
Fro. 06. Ayrton shunt, (a) Actual connections, (b) Equivalent circuit. 


this resistor, and the other line terminal is connected to a contactor C 
which can be connected to various contacts along AB. With a fixed line 
current, the maximum deflection is obtained when C is at B. If con¬ 
tactor C be moved to a, where resistance A a is 1/1,000 of the total resist¬ 
ance of AB, the galvanometer deflection will be 1/1,000 its maximum 
value. If C be moved to b , where Ab is Koo the resistance of AB, the 
galvanometer deflection will be Hoo its maximum value, etc. This may 
be proved as follows: 

Let 1 be the line current, I 0 the galvanometer current, R g the resistance 
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of the galvanometer, R, the total resistance of the Ayrton shunt,and Ri 
the resistance of that portion of the shunt between the point A and the 
movable contactor C. 

The equivalent parallel circuit for Fig. 96(a) is shown in Fig. 96(b). 
The line current I will divide at contact point C inversely as the resist¬ 
ances of the two parallel branches. 

Ig _ _ Ri __ 

I — Ig Rg + R t — Ri 


Solving for the galvanometer current, 


I a = I 


R2 

Rg + Rt 


(I) 


Iu = / 


Ri 


R b 


= I 


R t Ri 


R a Hr Rt Rt Rg + Rt Rt 


Since for any particular galvanometer-shunt combination R t and R v 
remain constant, the above equation may be written. 


IK 


Rt' 


(ii) 


Equation (II) shows that the galvanometer current (and hence the 
galvanometer deflection) is proportional to the setting of the shunt for a 
particular value of line current. 

Equation (II) may be rewritten 

I = I.K' §• 

if 2 

where K f = l/K = {R u + R,)/R a 
or 

I = I tl K'M (83) 

where M (= Rn/Rz) is the multiplying ratio , or multiplying factor, of the 
shunt and equals 1,000, 100, 10, or 1 depending on where the contact 
point C is set. 

Galvanometers are used only occasionally to measure current directly 
but more often are employed for comparing two or more currents. Since 
the galvanometer deflection is proportional to the galvanometer current, 
(83) may be written 

/ = K"DM (84) 

where D is the galvanometer deflection. 
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Writing the equations for two values of line current I\ and /2 and then 
comparing them, 


' h = K"D x i Ifi and / 2 = K"D 2 M t . 

h D\Mi 
I 2 DJI* 


(HI) 

(85) 


It will be noted that (85) is independent of the galvanometer resistance 
and involves only the galvanometer deflections and the fractional settings 
of the Ayrton shunt since K" } which includes the galvanometer resist¬ 
ance, cancels in (85). This shows the universal nature of the Ayrton 
shunt since the current ratio does not depend on the galva¬ 
nometer resistance. Hence the shunt can be used with any galvanometer, 
provided, of course, that both deflections are taken with the same galva¬ 
nometer and that the same shunt is used with it. 

If no shunt were used, the entire line current would flow through the 
galvanometer. If the contact C be moved to B, the galvanometer cur¬ 
rent is reduced from what it would be if there were no shunt. The shunt 
then produces a reduction in the sensitivity of the galvanometer. The 
galvanometer sensitivity may be defined as the ratio of the galvanometer 
current with the shunt contact set at B to the galvanometer current when 
no shunt is used. 

When C is at B, R z = R , and 

'■-'STT*: 


The sensitivity is therefore 

, r l _ 

Rq + R$ _ Re 

7 " “ Rg + Re 


( 86 ) 


Actually the shunt gives best results when the total resistance of the 
shunt is about 10 times the resistance of the galvanometer. 

The advantages of the Ayrton shunt are: (1) Within the limits of the 
required sensitivity and of damping, the shunt with its fixed multiplying 
ratios is applicable to any galvanometer, regardless of the galvanometer 
resistance. (2) A fixed resistance is shunted across the galvanometer, 
which gives a constant value of damping in open-circuit ballistic measure¬ 
ments (see Sec. 114, p. 142). 

Example. The resistance of a galvanometer is 800 ohms, and a 10,000-ohm Ayrton 
shunt is employed in conjunction with it. The shunt is marked in decimal proportions 
from 0.0001 to 1. The sensitivity of the galvanometer is such that a galvanometer 
current of 8 - 10“* amp produces full scale deflection of 50 cm. Determine: (a) 
sensitivity of galvanometer when used with this shunt; ( b) Line current with the shunt 
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contact set at 0.01 and the galvanometer deflection 20 cm; (e) line current with this 
shunt contact set at 0.001 and the galvanometer deflection 40 cm. 

(a) Sensitivity from (86), 


R. 

Rg -H R» 


„ 10,000 

800 + 10,000 


■ 0.926. 


Ans. 


(6) If I g i is current with 50-cm deflection, current with 20-cm deflection, 


Ig 3 - - (8 • 10-“) 2 % 0 - 3.2 ■ 10- 1 amp. 


From (I), the line current 


(c) From (85), 


I 


= (3.2 10-) 
3-456 ■ 10 -fl amp. An*. 


10,800 

0.01 • 10,000 


h DiMi 

1 " dm' 

h - 1 ^ = 3.456 • 10- ^ = 6.912 ■ 10- amp. An*. 

116. Weston-type Instrument. In general, the measurement of cur¬ 
rent and voltage requires instruments that are rugged as well as portable, 
and at the same time their precision should be high. The suspension- 
type galvanometer obviously is not adapted to such measurements. For 
the measurement of direct current and voltage, the Weston-type instru¬ 
ment is in universal use. The instrument is based on the principle of the 
D’Arsonval galvanometer but is so constructed that it is portable and is 
provided with a pointer and scale for indicating the deflections of the 
moving coil. In fact, the permanent-magnet-moving-coil element is 
often called the “D’Arsonval movement." The same movement may 
be used as either ammeter or voltmeter. For use as ammeter, except 
for extremely small currents, it is provided with a shunt through which 
the greater portion of the current flows; for use as voltmeter, a resistor is 
connected in series with the moving coil so that the instrument can be 
connected across the line without taking excessive current. 

The essential parts of the instrument are shown in Fig. 97. As in the 
D’Arsonval galvanometer, a permanent magnet is necessary, being made 
in horseshoe form. Magnets of this form are made usually of chrome or 
tungsten steel (see p. 224). Two soft-iron pole pieces are fitted to the 
magnet poles, and a cylindrical core is held between these pole pieces 
by a strip of brass. This gives uniform air gaps and a radial field. The 
length of the air gap is very much shorter than is usual with D'Arsonval 
galvanometers. The moving coil consists of very fine silk-covered cop¬ 
per wire, and sometimes aluminum wire, usually wound on an aluminum 
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bobbin. The aluminum bobbin, besides supporting the coil mechanically, 
makes the instrument highly damped. This damping is due to the cur¬ 
rents induced in the aluminum because of its cutting the magnetic field. 
Some damping is due also to the current induced in the coil itself, the 
circuit being closed external to the coil. 

Instead of suspending the coil by a filament, it is supported at the 
top and bottom by hardened-steel pivjts turning in cup-shaped jewels, 
usually sapphire. This method of supporting the moving coil is almost 
frictionless and makes the instrument portable, whereas the D 1 Arson val 
galvanometer is not portable. The current is led in and out of the coil 



Fio. 97. Movement of Weston instrument. {Weston Electrical Instrument Company.) 

by two flat spiral springs, one at the top of the coil and the other at the 
bottom. These springs also serve as the controlling device for the coil, 
any tendency of the coil to turn being opposed by these two springs. 
The top and bottom springs are coiled in opposite directions so that the 
effect of change of temperature, which causes a spiral spring to coil or 
uncoil, will not cause the needle to change its zero position. A light and 
delicate aluminum pointer is attached to the moving element to indicate 
the deflection of the coil. The pointer is carefully balanced by small 
counter-weights so that the whole moving element holds its zero position 
very closely, even if the instrument is not level. The pointer moves over 
a graduated scale, which may be marked in volts or in amperes as the 
case may be. Because of the radial field, the deflection of the moving 
coil in this type of instrument is practically proportional to the current 
in the moving coil, so that the scale of the instrument has substantially 
uniform graduations, which is desirable. 
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The internal connections of a Weston-type instrument, for use as a 
milliammeter, are shown in Fig. 98. Inasmuch as the copper of the coil 
has a substantial temperature coefficient of resistance, an increase in tem¬ 
perature would cause a lesser proportion of the current to go through the 
coil, thus causing the instrument to read low. To avoid such tempera¬ 
ture errors, a swamping resistor of substantially zero temperature coeffi¬ 
cient of resistance and having four or five times 
the resistance of the coil is connected in series. 

Thus a change in the coil resistance has little 
effect on the resistance of the coil circuit, 
and changes in temperature produce negligible 
errors. 

Instruments of this construction having very 
weak springs are often used for portable galva¬ 
nometers. Although lacking the extreme sensi- FiGi 9g< Milliammoter 
tivity of the suspended type, they can be made shunted to permit current 

sufficiently sensitive for certain classes of work, iGencra i Electric Company.) 

and their ruggedness and portability make them 

very useful. An instrument of the type shown in Fig. 113, p. 160, can 
be readity adapted to operate as a portable gal variometer. 

116. Ammeters. In accordance with present practice, coils of Weston- 
type portable instruments are wound so that currents of 20 microamp 
to 25 ma will give full-scale deflection. Such instruments are called 
microammeters and milliammetcrs. The coils for the smallest currents 




Fig. 99. Milli voltmeter with external 
shunt. (General Electric Company.) 


are wound with the largest number of 
turns using the smallest size of wire. 
In order to measure larger currents 
than the coil can carry, a shunt to 
divert a portion of the current from 
the coil is used. Thus, in Fig. 98, a 
shunt is used to increase the milli- 
amperes range above the maximum 
of 25 ma which the coil can carry. An 
instrument with its shunt designed for 
a higher current rating is shown in 
Fig. 99. When the instrument move¬ 
ment is designed for use in an am¬ 
meter, the coil is wound for low 


resistance so that the voltage drop across the instrument is low. The 


ammeter then will not introduce any great resistance when connected in 
the circuit. Hence, the cross section of the wire in the coil should be as 
large as is practicable, and the number of turns will be correspondingly ■ 
small. The shunt is merely a low resistor, usually made of manganic 
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strips brazed to comparatively heavy copper blocks, Fig. 100. The 
external line is connected to the “line terminals” which are designed to 
cany the large currents that are being measured. The lighter “drop 
terminals- 1 are used for connecting the leads which go to the instrument. 
The heavy copper blocks serve two purposes. They are an excellent 
conductor of heat and so carry the heat away from the manganin strip, 
and their low resistance keeps all parts of each copper block at very 
nearly the same potential. The drop terminals are located close to the 
resistor strips so as to avoid errors which might result from any non- 
uniform distribution of current in the copper blocks. The ammeter iB in 
reality a voltmeter reading the voltage drop across a resistor. 



Fig. 100. Portable external shunt for high-current measurement. {General Electric 
Company.) 


The voltage drop across the shunt is 

V. h = I Mh R. H (87) 

where I,h and Rnh are the shunt current and the shunt resistance. If 
Rgk is constant, the voltage drop across the shunt is proportional to the 
current in the shunt, so that, the instrument readings are proportional to 
the current in the shunt. For this reason, the ammeter itself, Fig. 98 
with the shunt circuit omitted, is often called a “millivoltmeter,” Fig. 99. 
For full-scale deflection the drop across a shunt is usually about 50 mv, 
although some instruments are designed for 100 mv. The current is 
usually of the order of 25 ma although it may be as high as 50 ma. 
Hence, the instrument current is usually negligible as compared with the 
shunt current, and accordingly in most cases the line current practically 
equals the shunt current. 

An ammeter and its shunt may be considered also as a divided circuit. 
In Fig. 101, let R,h and be the shunt resistance, and shunt current, and 
let Rm and I m be the instrument resistance and instrument current. By 
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the law of divided circuits, 


Lb 

U 


Rm 

R* 


( 88 ) 


that is, the current divide^ between the instrument and the shunt 
inversely as their resistances. 

Example. Assume that an instrument has a resistance of 4 ohms, the shunt a 
resistance of 0.0005 ohm, and that the line current is 00 amp. Determine the value 
of the instrument current. 

As the current in the line differs from the shunt current by a very small amount, 
the two may be assumed equal. Then, 

U 0.0005 

'90 ! 4" 

Im. * 0.01125 amp. A ns. 


For accuracy, the current must always divide between the instrument 
and the shunt in a fixed ratio. This means either that the resistance of 
the shunt and the resistance of the 
instrument must not change at all or 
that both must, change in the same 
ratio. As the shunt operates at a 
higher temperature than the instru¬ 
ment, it should be made of a metal 

such as manganin (see p. 18) whose Fig. 101. Division of current between 
. . i . i * an ammeter and its Bhunt. 

resistance does not change apprecia¬ 
bly with temperature. The resistance of the instrument circuit should 
also remain constant. The resistance of the leads connecting the shunt 
to the instrument should remain constant, and the leads with which the 
instrument is calibrated should always be used to connect the shunt to the 
instrument. The lugs and binding-post contacts should be kept dean 
from oxide and dirt. A low adjustable resistor (the swamping resistor. 
Fig. 98) is connected inside the instrument. By varying the resistance 
of this resistor, the instrument is adjusted to its shunt. 

An ammeter with an external shunt may be made to have a large 
number of scales or ranges. Assume that an instrument gives full-scale 
deflection when the instrument current is 0.02 amp and that its resist 
ance is 2.5 ohms. The resistance of the shunt is 0.0005 ohm. The volt-* 
age across the instrument terminals is 0.02 • 2.5 = 0.050 volt, or 50 mV. 
Dividing this voltage by the shunt resistance, the shunt current is 


Ish- 

nAAAM r 

R sh 


_ 0.050 
1 ~ 0.0005 


= 100 amp. 


The instrument then deflects full scale with 100 amp in the line. 
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If the foregoing shunt be replaced by one having a resistance of 0.005 
ohm, the 50 mv drop across the shunt may be obtained with 10 amp 
(10 ■ 0.005 = 0.050). Therefore, a 10-scale ammeter results. By the 
choice of suitable shunts, the same instrument may be made to give 
full-scale deflection with 1 amp and with 5,000 amp. 

In the smaller sizes of instruments up to 50 amp and where only one 
scale is desired, the shunt is usually placed within the instrument. For 
ranges between 50 and 100 amp, the use of an internal or an external 
shunt is optional. Above 100 amp, it is usual to have the shunt external 
to the instrument on account of its size and its heating loss. 

An ammeter can usually be distinguished from a voltmeter by the fact 
that the ammeter’s binding posts are heavy and are of bare metal, except 
in the case of an instrument having an external shunt. The binding 
posts of millivoltmeters and voltmeters are of much lighter construction, 
and the metal posts are covered with hard rubber, mostly for insulation 
prrposes. Since the binding posts of millivoltmeters and voltmeters are 
usually identical, care should be taken not to mistake a millivoltmeter for a 
voltmeter and use it as a voltmeter. Even a comparatively low voltage 
across a millivoltmeter will injure it seriously. 

An instrument when connected in a circuit should disturb the circuit 
conditions as little as possible. An ammeter shunt, as it goes in series 
with the line, should have as low a resistance as is practicable, so that 
when it is connected, very little additional resistance is introduced into 
the circuit. To protect ammeters from heavy currents, provision may 
be made for short-<ircuiting them when readings are not being taken. 

117. Voltmeters. The construction of a voltmeter does not differ 
materially from that of an ammeter in so far as the movement is con¬ 
cerned, Fig. 97. The moving coil of the voltmeter is usually wound with 
more turns and of finer wire than that of the ammeter and so has a higher 
resistance. The principal difference, however, lies in the manner of con¬ 
necting the instrument to the circuit. As a voltmeter is connected 
directly across the line to measure the voltage, it is desirable that the 
voltmeter take as little current as is practicable. Because of its com¬ 
paratively low resistance, the moving coil of the voltmeter cannot be 
connected directly across the line, as it would ordinarily take an excessive 
current and be burnt out. Therefore it is necessary to connect a resistor 
of high resistance in series with the moving coil, Fig. 102. By Ohm’s law 
the current through the instrument is proportional to the voltage at its 
terminals, so that the instrument scale can be graduated in volts. The 
value of resistance required is eusily determined. Assume that an instru¬ 
ment gives full-scale deflection with 0.01 amp in the moving coil and that 
the coil resistance is 20 ohms. If it is desired that the instrument indi¬ 
cate 150 volts, full scale, the total resistance of the instrument circuit 
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must be 

V 1 50 

R = -j — = 15,000 ohms. 

As the instrument lias a resistance of 20 ohms, 14,980 ohms additional 
is necessary, Fig. 102(a). If it be desired that this same instrument also 
have full-scale deflection with 15 volts, the resistance of 14,980 ohms 
may be tapped so that the resistance between 0 and B, Fig. 102(a), = 
15/0.01 = 1,500 ohms, and this tap can be’brought to a binding post. 
Another method of securing the same result is shown in Fig. 102(b). A 
separate resistor having 1,500 — 20 = 1,480 ohms is connected from the 
15-volt binding post to the junction of the resistor and the moving coil. 
This last method is advantageous in that it permits independent adjust¬ 
ment of each resistor; also, injury or repair in one resistor does not affect 



the other. Figure 113 (p. 160) is a combination instrument with several 
voltage ranges. 

118. Multipliers, or Extension Coils. The range of a voltmeter, hav¬ 
ing its series resistor incorporated within the instrument, may be increased 
by the use of an external resistor connected in scries with the instrument. 

Example. A J 50-scale voltmeter has a resistance of 17,000 ohms. Determine 
resistance of an external resistor which can be connected in series with it in order that 
its range may be (a) 300 volts; (&) 600 volts. 

(o) In order to obtain full-scale deflection at 300 volts, the voltmeter current must 
be equal to the current which produces full-scale deflection at 150 volts. Accordingly, 
the total resistance of the instrument for 300 volts must be twice the 150-volt value. 
Therefore, a total resistance of 17,000 ■ 2 = 34,000 ohms is necessary. As the instru¬ 
ment already has 17,000 ohms, the added resistance will he 

34,000 — 17,000 = 17,000 ohms. Ana. 

(&) The total resistance must now be 

e0 ?i 50 ■ 17,000 * 68,000 ohms. 

As 17,000. ohms is already within the instrument, 68,000 — 17,000 » 51,000 ohms 
must be added external to the instrument. Ana. 
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External resistors used in this manner are called multipliers, or some¬ 
times extension coils . They are usually placed within a perforated box 
and the terminals brought out to binding posts. The multiplying power 
of the multiplier is marked near a terminal. 

The equation giving the relation of the resistance of the multiplier R x , 
the resistance of the instrument R m) and the multiplying power M is as 
follows: 


M = 


R* + R m 
Rm 


(89) 


Example. In the above example (b), the multiplying power of the multiplier is as 
follows: 

51,000 + 17,000 
17,000 


M 


4. 


119. Concentric-magnet Instruments. The development of the differ¬ 
ent types of Alnico (p. 278), which have values of coercive force (p. 202) 
many times greater than those for the chrome and tungsten steels, makes 

it possible to use smaller permanent 


Soft-sfeei 


Upper 

control spring 



Moving —. 
Coil 


Permanent*? 
magnet Soft-steel 


Lowers 

control spring 


Soft-steel 
core 

Fig. 10.1. Arrangement nf basic; parts of 
concentric-magnet instrument. (General 
Electric Company.) 


magnets with low ratios of length 
to the cross-sectional dimensions 
for instruments (as well as other 
apparatus). The instrument de¬ 
signs can accordingly be made 
much more compact and efficient. 
The General Electric Company has 
designed different types of instru¬ 
ments based on shapes of magnets 
which are possible only with 
magnets of the Alnico type. 

In one type, two segmental pieces 
of Alnico are held by a soft iron 
ring, Fig. 103. The N and 8 poles of the Alnico magnets and the general 
paths of the magnetic flux arc indicated. The soft-steel ring serves two 
purposes. It completes the magnetic circuit., and it effectively shields 
the movement from any stray fields. Hence there is no need for special 
shielding. The soft-steel pole pieces and the cylindrical soft-steel core 
mounted concentric with the pole pieces produce a radial field which 
gives a uniform scale. The coil, pointer, control springs, pivots, and 
jewels do not. differ from those in the conventional West.on-type of instru¬ 
ment described in Sec. 115. Since Alnico magnets are much stronger in 
proportion to their size than chrome- or tungsten-steel magnets, there 
can be fewer ampere-turns in the coil and more torque can be produced 
in a given space. Instruments embodying the concentric-magnet princi¬ 
ple are available in all the usual ratings. 
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pole piece 


-Alnico 
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Fig. 104. Arrangement of basic parts of 
concentric-scale instrument. {General Elec¬ 
tric Company.) 


120. Concentric-scale Instruments. In the conventional types of d-c 
instruments the length of scale and the general ease of reading are limited 
by the bearing load which can be imposed by excessively long pointers, 
and by considerations of instrument size. These limitations, in a large 
measure, are overcome by an 
Alnico permanent-magnet instru¬ 
ment design by the General Elec¬ 
tric Company and called the 
“concentri c-scale’' type. The 
concentric-scale design differs from 
the conventional type in that 
there is but a single air gap rather 
than two and only one side of the 
moving coil, rather than two, is 
effective in producing torque. 

This general design, which is 
shown in Fig. 104, permits 240° 
rotation of the coil rather than the 
usual 85 to 90°. With the length 
of pointer used, a scale 30 per cent longer than the usual is obtained with 
40 per cent of the panel space. A single sector-shaped Alnico magnet 
produces the flux, and a laminated-steel shell serves not only to provide 
a return path for the flux but also to provide an excellent shield. The 
soft-steel pole piece which is oast integral with the 
magnet has a cylindrical surface and in conjunc¬ 
tion with the soft-steel pole piece S produces a 
radial field which gives a uniform scale. The 
general paths of the flux are indicated in the figure 
by the dotted lines. The moving coil must neces¬ 
sarily be pivoted at one side. Aside from this, the 
moving system with the pointer, control springs, 
pivots, and jewels is the same as that of conven- 
. _ - - . tional instruments. The instrument is m&nu- 

I /* I factured in a large number of ratings in accordance 

H G P with circuit requirements. 

\_/ meter*' 121. Vacuum Thermocouple* The vacuum 

thermocouple in conjunction with an associated 
galvanometer or sensitive deflecting instrument 
is a current-measuring device based on the heating 
A very small thermal junction is in thermal contact 
with a small resistor or heater through which the current to be measured 
flows, Fig. 105. The junction and the small connecting wires are sealed 
within a small evacuated glass bulb, thus reducing heat dissipation from 
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Fio. 105. Vacuum ther¬ 
mocouple and galvanom¬ 
eter. 

effect of the current. 
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the junction. The thermal-junction terminals are connected to a galva¬ 
nometer or to some other sensitive type of D’Arsonval instrument. The 
current in the heater circuit raises the temperature of the thermal junc¬ 
tion, and as a result of the thermal emf the indicating instrument deflects. 
The deflections are practically proportional to the square of the current. 
Since the capacitive and inductive effects in the heater circuit are practi¬ 
cally nil, such instruments are well adapted to radio-frequency measure¬ 
ments. The heater circuit is delicate, and its rating is limited to very 
small currents. With large currents a shunt is necessary. 

(The wattmeter and the watthour meter are described on pp. 190 and 
191.) 

122. Photocells. As early as 1885 and even earlier it was known that 
such materials as sodium, potassium, selenium, and cesium were light- 

sensitive and that when light im¬ 
pinged on them they generated 
small emfs. In terms of modern 
knowledge the effect was that of 
photoemission, and the light im¬ 
pinging on these materials caused 
them to emit electrons. In 1885 
Fritt-s made a dry-disk cell consist¬ 
ing of selenium covered with fine 
gold leaf in which “the current thus 
produced is radiant energy con¬ 
verted in to elcctri cal energy directly 
and without chemical action.” 
Except for refinements, Fritts 1 cell 
had the principal attributes of the 
modern photocell, and he made candle power meters and photoelectric 
relays basically similar to our modern ones. Although Fritts described 
his cells widely in lectures and writings, he failed to commercialize them 
and the fact that they could not be made sufficiently large to convert 
large amounts of power caused a loss of interest. It was not until the 
I930 : s that the development of the dry type of photocell was taken up 
in earnest and cells readily adaptable to commercial applications became 
available. 

Figure 106 shows a cross section of the General Electric photocell. A 
layer of selenium is deposited on a steel base plate. Several extremely 
thin layers of conducting metals, or “blocking layers,” are then deposited 
on the selenium, and the entire cell, except for the electric contacts, is 
covered with a transparent-lacquer coating to protect it against atmos¬ 
pheric effects such as moisture. Figure 107 shows the current output as 
a function of the illumination in foot-candles for different values of circuit 
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ciated microammeter or atypical indicating 
light meter, (i General Electric Company.) 
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resistance R. Such cells have wide applications such as for photometers,; 
which are readily portable and are widely used for measuring local fobfc 
candles, for light meters used in photog- .. 
raphy, for initiating, through relays, 
controls and other monitoring operations 700 

in industry. 

ELECTRICAL MEASUREMENTS 

■ft 

Measurement of Resistance 2? 

123. Voltmeter-Ammeter Method. E 

H 

The resistance of any portion of an electric £ 
circuit which does not contain a source of *5 
emf is, by Ohm's law, 

R. j (90) 

where V is the voltage across that portion 100 |5Q ^oo 250 

of the circuit and I is the steady current Illumination, foot-condles 

flowing in that portion of the circuit. Fl °- 107 - Current-foot-candle 

A1 . . TT , j characteristics of light meter. 

Obviously, the voltage V may be measured 

with a voltmeter, the current I measured with an ammeter, and the 
resistance R computed. 

Let it be required to determine the resistance of resistor R in the circuit 
shown in Fig. 108. The source of power is the 110-volt supply. The 
resistance of R is comparatively small, and if R were connected directly 
across 110 volts, it would take an excessive current. Therefore, it is 
necessary to insert a resistor R' in series with R to limit the current. 

/ 110 v The voltmeter, however, must be 

~u ^~ C u + connected directly across R as it 

J I is desired to know the resistance 

nfcnsra_ >aaaaaaaaJ of this portion of the circuit only. 







Example . The voltmeter, Fig. 108, 
reads 19 volt? when the ammeter reads 
24 amp. What is the resistance of RT 
The resistance is 


Ammeter 


v °ltmeter-amm«te] ™e“»od of Aa a matter of fetenat let it be re- 
imn* reei quired to determine the resistance of If. 

The voltmeter terminals are transferred from across R to across R\ Under these con¬ 
ditions the voltmeter reads 91 volts, and the ammeter still reads 24 amp. Therefore, 


K 12 
H 24 


' 0.792 ohm. Ana. 


R 24 


3.79 ohms. 
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Elimination of Contact Resistance . It is sometimes desired to measure 
resistances of such low value that if a voltmeter were connected directly 
across the resistor terminals, the contact resistance, which may be com¬ 
paratively large, would introduce considerable error and might even 
exceed in magnitude the resistance which it is desired to measure. To 
eliminate this error due to contact resistance, the voltmeter terminals 
are connected well inside the terminals BB , Fig. 109, through which the 

current is led to the specimen. 
Since the voltmeter takes but a 
small current, small sharp-pointed 
contacts CC may be used. As the 
resistance of the voltmeter is com¬ 
paratively high, it is necessary 
only that the contact resistances 
at CC be negligible compared with 
the resistance of the instrument. 
This condition is easily met. As 
n o .i09. Measuring resistance of met&l rod. these contacts are small and sharp, 

the points of contact on the specimen can be determined very accurately. 

Example. When the ammeter, Fig. 109, reads 50 amp, the milJivoltraeter indicates 
40 mv. The contacts CC are 23 in. apart. What is the resistance per inch length of 
the rod? 

The resistance for 23 in. is 

0.040 
50 



R « 


0.00080 ohm. 


In applying (00) it is assumed that the voltmeter current is negligible compared 
with the current, to the resistor. Under most conditions the voltmeter current is 
negligible, but if it is not, (90) must be changed to 


R 


V 

1 — \VjRx) 


(91) 


where R v is the resistance of the voltmeter (sec Sec. 142, p. 189). 
The resistance per inch is 


R - 3^559 = 0.0000348 ohm. Ana. 


124. Voltmeter Method. It is possible to measure resistance by meanB 
of a voltmeter alone provided that, the resistance to be measured is com¬ 
parable with that of the voltmeter. In Fig. 110(a), let it be required to 
measure the resistance of resistor R. The voltmeter is first connected 
across the source of supply and a reading V\ taken. The voltmeter is 
then transferred so that the resistor R is in series with it across the source 
of supply, and the reading is again taken. Let this reading be Vj. 

As V\ is the total circuit voltage and Va is the voltage across the instru¬ 
ment, the voltage across the resistor R is obviously V\ — Fa. When the 
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voltmeter is in series with R , the Bame current i must flow through each 
so that the voltages are as follows: 


V t = iR„ 

(D 

Fi - 7, = iR, 

01) 

where R* is the resistance of the voltmeter. 


Dividing (II) by (I) and solving for R, 



(92) 


If desired, the voltage V\ may be measured with a second voltmeter. 
This makes it possible to increase the voltage V x above the range of the 
voltmeter in series with R and thus increases the sensitivity of the 
measurement. 

This method of measuring resistance is particularly useful in deter¬ 
mining insulation resistance, such as for dynamo windings or cables. As 




Fig. 110. Measurement of resistance by voltmeter method. 

such resistances are very high, they are usually expressed in megohms 
(1 megohm = 1,000,000 ohms). It will be seen from (92) that the 
greater the value of R v the greater the resistance that can be measured 
by this method. For this reason 150-scale voltmeters, having resistances 
of 100,000 ohms (0.1 megohm), are available. These give a sensitivity 
about six times as great as can be obtained with the ordinary 150-scale 
voltmeter. Special types of voltmeters which have sensitivities as high 
as 2,000, 5,000, and 10,000 ohms per volt are also available. 

Figure 110(5) shows the application of this method to the measure¬ 
ment of the insulation resistance of a cable. The ground connection to 
the sheath represents the condition usually met in practice where the 
lead sheath is in actual contact with the ground and is frequently bonded 
to pipes and other grounded systems. Accordingly, if one side of the 
supply system is grounded, as is frequently the case, that vide should be 
connected to the sheath. (Theoretically, under these conditions no con- 




158 


DIRECT CURRENTS 


nection from the grounded conductor to the sheath is necessary, but 
nevertheless such connection should be made to avoid any uncertainty.) 

If any one of the conductors' of the supply system is grounded, the con¬ 
necting of the grounded sheath to any conductor other than the grounded 
one will result in a short circuit If the cable is isolated, that is, if it is 
coiled on a reel and the sheath is insulated from ground, the ground con¬ 
nection shown in Fig. 110(b) may be removed. 

Example. When a 100,000-ohm voltmeter is connected across a d-c line, it reads 
120 volts. One terminal of the voltmeter is then connected to the core of a lead- 
covered cable, and the sheath of the cable is connected to the other side of the line 
as in Fig. 110(b). The voltmeter now reads 10 volts. What is the insulation resist¬ 
ance of the cable? 

X — 0.1--——-^ = 1.1 megohms. Ans. 

125. Ohmmeters. The voltmeter-ammeter method of measuring 
resistance, in which a voltmeter and an ammeter are used to measure 
V and I, and R is calculated from R = V //, is described in Sec. 123. 
If a constant-voltage source is available, the voltmeter may be eliminated. 

The ammeter reading is then inversely 
proportional to the total circuit resist¬ 
ance, and its scale may be calibrated 
in units of resistance instead of in 
units of current. When an error of a 
few per cent is unimportant, ordinary 
dry cells provide sufficiently constant 
voltage. Instruments of this type, 
with built-in voltage sources and with which the resistance may be 
read directly, are known as ohmmeters. They are available in several 
sizes and ranges. Some have switching arrangements by which the 
same moving coil may be connected through appropriate multipliers 
or shunts as voltmeter or ammeter or ohmmeter, each instrument having 
a number of ranges. Such combinations for measuring voltage, current, 
and resistance are particularly convenient for portable test purposes. An 
instrument of this type is shown in Fig. 113. 

The principle of operation is as follows: Figure 111 shows a simple 
ohmmeter with terminals XX for measuring an unknown resistor R x . 
The resistance of the milliammeter (MA) coil is R mj and the battery 
voltage is E. Resistor Ry is inserted to limit the maximum current to 
the milliammeter when R x is small. A variable resistor /£• is used to 
bring the pointer to the resistance reading when R, “ 0. The milli¬ 
ammeter current 

i 

Rm + R* + Rl + Rm 



I-1 


Fig. 111. Simple ohmmeter. 
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The maximum current which occurs when R t =* 0, is-determined by 
the permissible full-scale instrument current. 


-final 


E 

R v + R i 4- Rm 


and Ri = ^- (R m + R.) (93) 

1 max 


from which the proper value for R\ may be determined. Hence the zero 
point of the R scale, which occurs when R x — 0, corresponds to the maxi- 



Resistor 

r! 


r. 

Ri 


Value in ohms 
500 

500(rheoJ 

20 

10 

200 


Resistor Value in ohms 
R* 110 

Ri 2.950 

Rb 54 

R 9 29.500 

R w 990 


Fig. 112. Circuit diagram of four-range ohmmeter. (General Electric Company.) 


mum point of the 1 scale. In order to make 1 * 0, it is necessary for 
Rx to be infinite; therefore the zero point on the 7 scale becomes the 
infinity point on the R scale. The range of the ohmmeter scale is thus 
from zero to infinity, but its scale is not uniform, being progressively 
crowded toward the high-resistance end. For this reason there is a practi¬ 
cal upper limit of readability for each range. 

In most ohmmeters a single battery is gobd for resistance measure¬ 
ments up to several megohms. Various lower resistance ranges may be 
obtained from the same battery by the employment of different shunts 
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across the instrument and sometimes voltage-divider circuits which shunt 
the battery. A preliminary adjustment, such as that of R 2 in Fig. 112 v 
is usually necessary to be certain that the resistance reading is zero when 
the terminals are short-circuited. 

The actual use and operation of ohmmeters, that is, with pin jacks to 
use, with switches to throw, and with scales and multiplying factors to 
use, depend on the make and design of the particular ohmmeter, the 

directions usually being marked on the 
instrument. 

In Fig. 112 are shown the connections of 
a four-range General Electric ohmmeter 
together with the resistances of the different 
resistors. Note that the resistors R it Re, 
R% , R 10 act as shunts for the instrument. 
The 30-volt battery is used for high resist¬ 
ances and the 1.5-volt battery for low 
resistances. 

The accuracy of measurement by the 
ohmmeter is limited to the accuracy of the 
instrument and the operator’s skill in read¬ 
ing correctly between the calibrated lines. 
The greatest accuracy is obtained when the 

Flo. 113. Combination volb- j ■ , , .1 . , , 

meter, milliemmeter, ohmmeter. measured resistance equals the internal 

(Weston Electrical instrument resistance of the instrument, a condition 
Company.) which results in half-scale deflection on the 

instrument scale. The use of the extreme ends of the scales should be 
avoided. The ohmmeter is not a precision instrument and is of greatest 
value in “trouble shooting, 11 i.e., in a situation in which an approximate 
measurement, which can be quickly obtained, is all that is needed to dis¬ 
tinguish between a good and a faulty circuit. 

126. Megger Insulation Tester. The ( ' megger ” insulation tester is an 
instrument of the ohmmeter type by means of which the measured value 
of a resistance is directly indicated on a scale and the indication is 
independent of the voltage. The tester consists of two primary elements, 
a d-c generator of the magneto type, usually hand-driven, which supplies 
the current for making the measurement; and the instrument movement 
by means of which the value of the resistance under measurement is 
indicated. 

A diagram of the tester is shown in Fig. 114(a). MM are two parallel 
permanent bar magnets. The generator armature D, together with its 
iron pole pieces, is bridged across one pair of poles of the two magnets, 
and the iron pole pieces and the core of the instrument movement are 
bridged across the other pair of poles. The armature of the generator is 
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usually hand-driven, its speed being stepped up through gears. For 
ordinary insulation testing, 500 volts is most common, but in order to 
apply a simultaneous high-test potential, ratings as high as 2,500 volts 
are available. 

The instrument system consists primarily of two coils A and B, 
mounted on the same Moving system, Fig. 114(5). Coil A , called the 




(b) Moving element 

Fig. 114. Construction of megger insulation tester. (James G. Biddle Company.) 

current coil, is identical with the moving coil of the Weston movement, 
Fig. 97 (p. 146); one terminal is connected to the negative brush of the 
generator, and the coil is in series with the resistor R f to the “line” ter¬ 
minal. When the resistance to be measured (not shown) is connected 
from the line to the “earth” terminal, the coil A } the resistor B', and 
the resistance being measured are all in series across the armature brushes. 
Coil B, called the potential coil, is connected across the armature 
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brushes in series with a suitable resistor R . Coil B is narrower than 
coil A and moves so that in some positions it encircles a part of the 
C-shaped iron core C in the manner shown in Fig. 114(b). 

The moving system. Fig. 114(b), is mounted in spring-supported jewel 
bearings J and is free to rotate on its axis, there being no restraining 
force such as the spring used in the Weston ammeter and voltmeter. 
Current is led to the coils by flexible conducting ligaments LLL having 
negligible tension. Hence, when the generator is not being operated, the 
pointer “floats” over the scale and under these conditions may remain in 
any position whatsoever. 

If the line and earth terminals are open-circuited, or if a resistance 
substantially infinite in value is connected across the terminals, there is 
no current in coil A, so that the potential coil B alone controls the move¬ 
ment of the moving system. Coil B will take a position opposite the 
gap in the core C, and the pointer will indicate “inf” (infinity). When, 
however, resistance is connected between the terminals, current flows in 
coil A and the corresponding torque will draw the system away from the 
infinity position into a field of gradually increasing strength, until equi¬ 
librium between the torques of coils A and B is reached. Hence the 
scale may be calibrated in terms of resistance, and the instrument becomes 
direct-reading. Since changes in voltage affect both the coils A and B in 
the same proportion, the position of the moving system is independent of 
the voltage. Should the tester become short-circuited, the ballast resistor 
R r protects the current coil. 

In order to obtain better scale proportions and to make the instrument 
astatic, that is, not affected by stray fields, compensating coil B\ Fig. 
114(a), is added to the moving system. This coil reacts with one of the 
pole tips. It is wound in an astatic relation with coil B and is connected 
in series with it. 

The guard ring, Fig. 114(a), should be noted. It performs the same 
function as the guard wires of Fig. 130 (p. 179). Any leakage current 
over the terminals or within the tester itself is shunted to the negative 
terminal of the generator without going through coil A and so does not 
affect the indications of the instrument. Usually a terminal is provided 
by means of which this guard ring may be connected to a guard wire on 
the insulation under measurement, see Fig. 115. 

If the tester is used to measure the resistance of devices having rela¬ 
tively large capacitance, fluctuations of voltage affect the current in 
resistor R ', in series with the capacitance, to a greater extent than fluctu¬ 
ations of voltage affect the current in the pure resistance R. For this 
reason, some types of the tester are provided with a clutch which slips 
when a certain maximum speed of the armature is reached. Therefore, 
so long as the driving speed exceeds this value, the speed of the armature 
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and hence the emf remain constant and the difficulty due to capacitance 
is eliminated. 

The resistance range is very great. For insulation measurements, it is 
in thousands of megohms. The tester is also designed to measure resist¬ 
ance of only a few ohms, such as ,the resistance to ground of transmission- 
tower footings or ground wires. The tester is widely used for measuring 
insulation resistance, such as the resistance between the windings and the 
frame of electric machinery, the insulation resistance of cables, of insula¬ 
tors, of bushings. 

Figure 115 shows an exterior view of a “megger” insulation tester. 



Fia. 115. Standard high-ranee megger insulation testing set. {JameaO. Biddle Company.) 

127. Wheatstone Bridge. 1 In distinction to the foregoing methods of 
measuring resistance, the Wheatstone-bridge method is one in which a 
resistor of unknown resistance is balanced against other resistors of known 
resistances. The bridge, in its simplest form, is shown in Fig. 116. 
Three known resistors A, B, P and the unknown resistor X are con- 

1 The Wheatstone-bridge circuit was first described by S. Hunter Christie, an 
English scientist, in a paper read before the Royal Society in 1833. For 10 years, it 
remained almost unnoticed, but in 1843 it received the endorsement of Sir Charles 
Wheatstone. Because of the prominence of Wheatstone and his high endorsement of 
the circuit, his name became associated with it, although he gave full credit to Christie. 

Sir Charles Wheatstone, a famous physicist, was born in Gloucester, England, in 
1802. He graduated from Kings College, Cambridge, and began a business career as a 
musical-instrument maker. The behavior of the strings of the instruments led him to 
experimentation with sound waves. In 1834 he was appointed professor of experi¬ 
mental philosophy at Kings College, where he made many improvements in measuring 
instruments. He conducted experiments to determine the velocity of electricity and 
devised a magnetic telegraph but did not apply for a patent and made no practical 
application until after Morse had his telegraph in operation. He was knighted in 
1868 and died in Paris in 1875. He was the uncle of the great scientist and xnathemam 
tician, Oliver Heaviside. 
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nected to form a diamond. The arms A and B usually consist only of 
decimal values of resistance such as 1, 10, 100, 1,000 ohms. The arm? 
is adjustable, usually so that integral values of resistance from 1 ohm to 
as high as 11,000 ohms and more may be obtained. A battery B is con¬ 
nected to the two opposite comers o and c of the diamond. Across the 
other two corners a and & a galvanometer is 
connected. 

To make a measurement, each of the two 
arms A and B is set at some fixed value of 
resistance, usually at some decimal value, such 
as 1, 10, 100, 1,000 ohms. The arm P is then 
adjusted until the galvanometer does not 
deflect. If the galvanometer does not deflect, 
no current flows through it and therefore the 
two points a and b must be at the same 
potential. Since no current flows through the galvanometer, h = I s and 

U - I*. 

If the points a and b are at the same potential, the voltage drops E oa 
and Eob are equal and 



Fig. 116. Elementary Wheat¬ 
stone bridge. 


7i A = hX. 


(I) 


Also the voltage drop E M = Ehc, and 


Since 1 i = U and 7 2 = 7 4 , 


Dividing (I) by (II), 


UB = UP. 


I iB - I*P. 


UA 7*X 
UB UP 


or B ~ P ; 


X = — p 
A B ' 


(II) 


(94) 


which is the equation of the Wheatstone bridge. A and B are called the 
rofio arms and P the balance , or rheostat , arm. Obviously the battery 
and the galvanometer may be interchanged without affecting the relation 
in (94). 

The many types of Wheatstone bridge found in practice do not differ 
in principle from that shown in Fig. 116. The differences lie in the geo¬ 
metrical positions of the arms A, B y P on the bridge, as well as in the 
manner in which the coils in these arms are cut in and out of circuit. 

Most of the early bridges were of the plug type, the function of the 
plugs being to short-circuit the resistor units when not in use. Oxide 
and dirt readily accumulated on the plugs, and they required frequent 
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cleaning in order that the contact resistance should not be excessive. 
Moreover, the use of plugs in obtaining a balance was inconvenient and 
tedious. 

Plug-type bridges have been superseded in large measure by the dial 
type employing the decade arrangement of resistors. 

Equation (94) for the bridge holds irrespective of the positions of the 
battery and the galvanometer. However, for any given setting of the 
arms of the bridge, the galvanometer sensitivity is greatest when the 
equivalent resistance of the bridge arms between the galvanometer ter¬ 
minals is equal to the galvanometer resistance. Since it is impracticable 
except under special conditions, to realize this relation, the best sensi¬ 
tivity is obtained when the galvanometer is connected to those terminals 
between which the equivalent resistance is most nearly equal to the resist¬ 
ance of the galvanometer. 

Example. In Fig. 116, the bridge is balanced when A » 100 ohms; B « 1,000 
ohms; X = 426.4 ohms; P = 4,264 ohms. The resistance of the galvanometer is 
500 ohms. Determine best position of galvanometer, that iB, whether it Bhould be 
connected between terminals ah or terminals oc. 

P = 4,264 ohms; X = 426.4 ohms; the resistance measured between points ah is 


526.4 - 5,264 
526.4 -I- 5,264 


478.6 ohma. 


The reaiBtance between points oc ia 


1,100 - 4,690.4 
1,100 + 4,690.4 


891.0 ohms. 


The resistance of the galvanometer is 500 ohms, which ia closer to 478.6 ohms than to 
891.0 ohms, so that it is connected for the greater sensitivity. 

120. Decade and Diaf Bridges. The decade arrangement of the resistor units of 
the rheostat arm P is shown in Fig. 117. The resistors are arranged in groups of 
equal resistances, one group consisting of ten 1-ohm coils, the next of ten 10-ohm coils, 
the next of ten 100-ohm coils, etc. Each group is called a decade. Only one plug per 
decade is necessary. This arrangement has the advantage that the plugs arc always 
in service and so are not so likely to be mislaid or to become dirty; there is less prob¬ 
ability of error in reading; it is a simple matter to see that the few plugs used are fitting 
tightly, and a balance can be quickly obtained. It is obvious that nine coils per 
decade are sufficient for obtaining any desired resistance, although ten coils per 
decade are often used. 

The decade principle has been extended to an even more convenient type of bridge, 
the dial bridge. Instead of using plugs, a dial arm similar to the type used in rheostats 
is employed to select the required resistors. Because of its ease of manipulation, this 
type has come into extensive use. Care should be taken to keep the dials and con- . 
tacts free from dirt and oxides. 

Figure 118 shows a dial-type portable Wheatstonfe bridge, together with the dia- 
gmn of connections. Although the battery and galvanometer are self-coutainedj 
binding posts are provided so that external units can be uBed if desired. When the 
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internal battery is used, the battery switch BA is set at "in”; when an external 
battery is used, the switch is set at "out.” Note that the two ratio arms are com¬ 
bined into a single "ratio” dial at the upper left part of the bridge top. The values 
given are ratios, not ohms. The unknown resistance is connected between binding 
posts Xi and A’*. Connections Rh and X 2 permit the four-dial rheostat to be used as a 
four-dial resistance standard. 



Fig. 117. Arrangement of rheostat arm resistors in a decade bridge. 

129. Method of Balancing a Bridge. In using the bridge, much time may be saved 
if a systematic procedure is followed in obtaining a balance. Assume that, it is desired 
to measure a certain unknown resistor. The battery and galvanometer are connected 
to their respective terminals oc and ab. Fig. lit), and the unknown resistor is con¬ 
nected at X. A shunt should be used with the galvanometer (Sec. 114, p. 141), to 
protect it from deflecting violently when the bridge is considerably out of balance. 
The ratio arms A and B should at first be given a one-to-one ratio, preferably 1,000 
ohms each. 

With the galvanometer well shunted and all the dials in P set to 0 (P»0) (see 
Fig. 118(6)), depress first the battery key and then the galvanometer key. The 
galvanometer is observed to deflect to the left. Now start turning the contactor in 
the 1,000 dial, depressing the battery key and then the galvanometer key at each 
contact. At the first contact the galvanometer deflects to the right. 

From these observations, three facts are determined. The unknown resistance is 
less than 1,000 ohms; when the galvanometer deflects to the left, the value of resist¬ 
ance in P is too small; when it deflects to the right, the value of P is too large. The 
contactor in the 1,000 dial is returned to zero, and the contactor in the 100 dial is then 
moved to the first contact and the galvanometer still deflects to the right, indicating 
that 100 ohms in P is too large. This procedure is repeated with 10 ohms, and then 
with 1 ohm, where it is found that the galvanometer deflection now reverses, that is, it 
deflects to the left. It does not reverse and deflect to the right again until 3 ohms is 
selected by the contactor. Hence, the unknown resistance is narrowed down to 
between 2 and 3 ohms. To obtain a more precise measurement, the ratio arms must 
be changed. A is now made 10 ohms and B changed to 10,000 ohms, and the dials 
in P are set at 2,000 ohmB. By successive trials, all the time reducing the effect of 













ELECTRICAL INSTRUMENTS AND MEASUREMENTS 167 



Co) 



(bl-Diagram of connections 


(*> 

Dial-type portable Wheatstone bridge, (a) Type S general-purpose bridge 
(b) Diagram of connections. (Leeds and Northrup Company.) 
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the galvanometer ahunt, a balance ia obtained at 2,761 ohms in P. Then, 

X - £P - 2,761 - 2.761 ohma. 

If. a different balance is obtained with the battery reversed, it indicates a thermo¬ 
electric emf in the bridge and the average of the two readings should be taken. 

In obtaining a balance, the battery key should always be depressed before the 
galvanometer key, so that the current in the bridge has time to reach a constant value. 
Otherwise any emf of self-induction may introduce an error. 

130. Slide-wire Bridge. The slide-wire bridge is a simplified Wheat¬ 
stone bridge, in which the balance is obtained by means of a slider which 
moves over a resistor wire of manganin, constant&n, or similar material. 
A typical slide-wire bridge is shown in Fig. 119. The resistor wire AB t 
100 cm long, is stretched tightly between two heavy copper blocks CD, 
100 cm apart. A meter scale is placed along this wire. A contact key 
K* is movable along the scale, and when the key K' is depressed, a knife- 



edge makes contact with the wire. The rest of the bridge consists of a 
heavy copper bar E , a known resistor R, and the unknown resistor X . 
R is connected between D and E, and X between C and E. The posi¬ 
tions of R and X are interchangeable. 

The galvanometer is connected between the key K ' and E, and the 
battery terminals are connected to C and D. A balance is obtained by 
moving K' along the wire until the galvanometer shows no deflection. 

Let l be the distance in centimeters from the left-hand end of the scale 
to K r when a balance is obtained. Then 100 — l is the distance from 
K ' to the right-hand end of the scale. Let r be the resistance per unit 
length of the slide wire. Then the resistance of l is It, and that of the 
remainder of the wire is (100 — l)r. 

By the law of the Wheatstone bridge, 

X R 
It (100 - J)t 

r cancels, and (95) becomes 

y 7 R 
A (100 - 0 ’ 


(95) 

(® 6 ) 
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(95) may also be written 


X 

R 


1 

rod -T 
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(97) 



(a) 


74.6 


10 

100 -"74.6 


74.6 


This is equivalent to stating that when a balance is obtained, the slide 
wire is divided into two parts which are to each other as X is to R . 

The slide wire is not so accurate as the coil bridge, because the slide 
wire may not be uniform; the solder at the points of contact at C and D 
makes the length of the wire uncertain, 
although it is possible to correct for this 
error; the slide wire cannot be read so 
accurately as the resistor units of a 
bridge can be adjusted. 

Example. Assume that R, Fig. 1 ] 9, equals 10 
ohms and that a balance is obtained at 74.0 cm 
from the left-hand end of the scale. Determine 
the unknown resistance X. 

From (96), 

10 

25.4 

■» 29.37 ohms. An*. 

131. Kelvin Bridge. In the measure¬ 
ment of very low resistances with the 
Wheatstone bridge, the contact resist¬ 
ances between the sample and the bridge 
terminals may be so large, compared with 
the resistance of the sample itself, that 
values of resistance obtained for the 
sample are practically worthless (also see 
p. 156). The effect of these contact resistances is eliminated in the Kelvin 
bridge, Fig. 120(a). A and B are two ratio arms, similar to those of the 
usual type of bridge. The values of A and B may be made so high that 
the contact resistances at p', h, d are negligible in comparison. 

Let X be the resistance of the unknown resistor, which may be the 
resistance included between two knife-edge contacts p'p on a copper rod, 
as indicated in Figs. 120 and 121. The arm R or the resistor between 
points c and d is the rheostat arm. The resistance of this arm must be 
low, and it is made adjustable, Fig. 121. The contact resistance between 
X and R is the resistance of the connection pec, and this resistance may 
be a large portion of the resistance of arms X and R and may even exceed 
the resistance of the arm R or of the sample X . Hence, unless this con¬ 
tact resistance is eliminated, it introduces so large an error that the meas¬ 
ured value of the unknown resistance is worthless. However, this con- 



<b) 

120. Wiring diagram of the 
Kelvin double bridge. 


Fig. 
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tact resistance pec may be eliminated by connecting the galvanometer to 
the junction of two auxiliary resistors a and 6, rather than to either p 
or c as in the usual Wheatstone bridge. The other end of arm a is con¬ 
nected to contact p , and the other end of arm 5 is connected to point c, 
Fig. 120(a). If a and b are adjusted so that a/b = A/B , the contact 
resistance is eliminated and X/R = A/B as in the ordinary bridge. 

In order to obtain sufficient sensitivity, it is necessary that the current 
to the bridge be from 15 to 150 amp depending on the range of resistance 
for which the bridge is designed. 



Flo. 121. Actual connection of Kelvin bridge. (Leeds and Northrup Company.) 

The relation X/R = A /B, when a/b ~ A/B , may be proved as follows: 
The resistors a, b, (pc) form a delta. This delta may be replaced by an 
equivalent Y, Fig. 120(5), using Eqs. (05), (66), (07) (p. 88), 

b(pc) _ a(pc) _ ab 

' a + 6 + (V c ) ’ ' a -f b + (pc )' a + b + (pcj 

From Eq. (94) the condition of balance in Fig. 120(5) is 

(R + r) (X +V) 

~B~ A 1 

U1 

[ R + arftipto] A “ [ x + « + m-Vi] B - (I) 

The resistor r" is in series with the galvanometer and has no effect 
when the bridge is in balance. 

From (I) 


X = B R + a + 6 + (pc) (b b ®) 


(II) 
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It follows that if A/B = a/b, 

I-|8. Q.E.D. (98) 

The actual arrangement of t^he bridge, as manufactured by Leeds and 
Northrup Company, i# shown in Fig. 121. The lettering corresponds to 
the diagram of Fig. 120(a). 

In Fig. 121, A = a — 300 ohms, and B = b — 10,000 ohms. R — 0.003 
ohm plus the slide-wire reading. 

Bridges are also manufactured where R is constant and the ratios 
A/B = a/b are made simultaneously variable. Although, theoretically, 
the resistance pc has no effect on the measurement, it should be made as 
small as possible in order to minimize errors. 

132. Opens, Grounds, Crosses. In overhead lines or underground 
cables for either power or communications, continuity of service is highly 
essential. ' Faults, however, occur at times. A fault may be an open 
(circuit), a ground , or a cross (sometimes called a short). 

An open is a total disconnection such as would occur when a wire 
breaks inside the insulation covering and the ends are pulled far enough 
apart to be insulated from each other. Section 260 (p. 364) describes 
the test for the location of this type of fault. 

A ground, or earth fault, occurs when the insulation is either impaired 
or destroyed to the point where a current may flow from the wire to the 
earth or to the cable sheath. A cross is due to the impairment of insula^ 
tion between two wires so that current may flow between them. In 
either a ground or a cross, the current path may be either of high or of 
low resistance. The location of these faults can be determined readily 
by a resistance-bridge method. 

Two commonly employed applications of this method are the Murray 
loop and the Varley loop tests. The superiority of the loop tests is due 
to the fact that the results are independent of the resistance of the fault 
itself. 

The first step in either test is to select the conductor or conductors 
that are faulty and to determine the type of fault. This may be accom¬ 
plished by means of a voltmeter and battery, or an ohmmeter, as illus¬ 
trated in Fig. 122, which shows the test for a ground in conductor a. 
In a similar manner, tests for an open, such as is Bhown in conductor 6, 
may be made by grounding the conductors at B and using the voltmeter 
or ohmmeter. The test for a cross is made by connecting the voltmeter 
or ohmmeter and battery to two conductors cd at their ends at A, with 
their ends at B disconnected. 

The next step in the tests fof a ground or a cross is to determine the 
l°op resistance r } should it not be already known; this may be determined 
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by the usual Wheatstone-bridge measurement. (In measuring loop 
resistance, or in locating a fault by either loop method, one good con¬ 
ductor must always be used to complete the loop.) 


to- 


Home * 
station 


d a> 
co- 

bo- 



_*o- 

a 

Voltmeter or 
ohmmeter 


T 




1 = 


Open 


Ground 


Fia. 122. TeFte for typo of fault. 


■o B For 
station 

■O 


139. Murray Loop Test. The Murray loop test is very useful for 
locating faults in relatively low-resistance loops, such as short sections of 
communication and power cables. In this test, the connections are made 
as shown in Fig. 123. 

The relative positions of the galvanometer and battery are important; 
with the connections as shown, earth currents and increased resistance 
due to fault have no effect on the readings. The voltage of the battery 
may l>e adjusted to give the desired sensitivity. Let X be the distance 
to the fault and x the resistance to the fault. 



When the galvanometer reads zero, 

A r — x 
P 
or 

P 

* “ A +P r ' 

A slide wire or a voltage divider may be used instead of arms A and P, 
Fig. 124, in which two cables, each of length L ft, are shown. Again let 
the loop resistance be r ohms. 


(99) 

( 100 ) 
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When the galvanometer reads zero, 

l_ r — x 
V ~ x 

and the resistance to the fault*is 

V 

X ~l + l' r ' 

Let p be the resistance per foot of conductor and X the distance in 
feet to the fault. Then from (102), 

x = Xp and r = 2 Lp, and X = 2L (103) 

If the two conductors are alike and uniform in resistance, the distance 
to the fault is, from (100), 

x - 2 , -(aTp) ('«) 

where 2L is the length of the loop. 



Example. A cable, 2,000 ft long, consists of two conductors. One conductor is 
grounded at some point between stations. A Murray loop test, with a 100-cm slide 
wire, is connected as in Fig. 124 to locate the fault. A balance is obtained at 85 cm. 
Determine the distance of the fault or ground from the home station. Using (103), 

X - 4,000(^oo) * 600 ft. Ana. 

If a test is made for a cross, the battery is connected to one faulty 
conductor instead of to ground and the second faulty conductor is looped 
with a nonf&ulty conductor, Fig. 125. 


( 101 ) 

( 102 ) 


(108) 


l r — x 

r 
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as in (101), and the distance to the cross, 

X = (106) 

134. Varley Loop Test. The Varley loop test is best adapted to fault 
location in high-resistance loops, such as long communication lines. The 



Fig. 125. Slide-wire Murray loop teRt for rrosa. 

connections are shown in Fig. 126. Let X be the distance to the faulL 
and x the resistance to the fault. 

A and B are the two ratio arms of a bridge, and P is the rheostat arm. 
It is necessary that the battery and the galvanometer occupy the posi¬ 
tions shown, in order that the resistance of the fault may not affect the 
measurement and also to avoid disturbances in the galvanometer due to 



Fio. 120. Varley loop test for ground. 


earth currents. The balance to locate the fault is first obtained by means 
of P, with the switch S at a. 

Before X can be found, it is necessary to know the total loop resist¬ 
ance r, which may be obtained by throwing the switch S to position 6. 
This connects both lengths of cable in series and makes them the fourth 
arm of a bridge. A simple bridge measurement gives the resistance r. 
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When the galvanometer reads zero (with the switch S at a), 

A r — x 
'B" P + x 
or 

* * Br - AP 

x ~ A + B ‘ 

Since x = ( r/2L)X, 

v ZLfBr- AP\ 

A "TV A+B) 
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(107) 

(108) 
(109) 


Example. In locating a fault by the Varley loop teat, the connections shewn in 
Fig. 126 with the switch at a are used. Each conductor is 5 miles long. When a 
balance is obtained, A =» 10, B =■ 90, and P — 2,374 ohms. With the switch at b, 
a regular Wheatstone-Bridge measurement gives the loop resistance as 417.2 ohms. 
From (108), 

From (109), the distance to the fault in feet, 

X _ 2 5-5,2 80 (13B 08 j _ 17>500 |t An(| 

417. £ 



Non- faulty conductor 


- r ohms 


?—--Xft 


(x ohms) 


3 


Cross > Faulty conducfo rs 


Fig. 127. Varley loop test for cross. 


The connections for locating a cross are shown in Fig. 127. A study 
of the circuits shows that (107) applies, since the resistance of the cross 
and that of the length of conductor ab are in the battery circuit. Hence 
(107) and also (108) apply. 

135. Insulation Testing. In practice it is necessary to measure the 
resistance of the insulation of cables, both at the factory and after the 
cable is installed. A low value of insulation resistance may indicate that 
the insulation is of an inferior grade. A low insulation resistance after 
installation may indicate improper handling or faulty installation. The 
voltmeter method described in Sec. 124 (p. 156) is applicable in many 
cases, but where the insulation resistance is high, even a high-resistance 
voltmeter is not sufficiently sensitive. 

To make the measurement, a sensitive galvanometer is utilized. A 
source of considerable potential, from 100 to 500 volts, is usually neces¬ 
sary. Such potential may be secured from d-c mains, although dry cells 
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and silver chloride cells, connected in series, are more satisfactory. A 
simple diagram of connections is shown in Fig. 128. 

The method is one of substitution. A known resistance, usually 0.1 
megohm (100,000 ohms), is first connected in the circuit and the gal¬ 
vanometer deflection noted. The unknown resistance X is then substi¬ 
tuted, and the galvanometer reading again noted. As the currents in 
the two cases are inversely proportional to the circuit resistances, the 
unknown resistance can be determined, the galvanometer deflections 
being used rather than actual values of current. Let D\ be the deflec¬ 
tion with the 0.1 megohm and Di be the deflection with the unknown 
resistance. 

A* _ Di 
0.1 ~ D 2 

megohms. (HO) 

is not possible to obtain accurate 
results by the direct comparison of 
the galvanometer deflections [Eq. 
(110)], because the unknown resist¬ 
ance may be in the hundreds of 
megohms and the known resistance 
is only 0.1 megohm. This makes 
the deflection D 2 so many times 
smaller than Di that D 2 would not 
be readable. 

This difficulty is overcome by the 
use of the Ayrton shunt described 
in Sec. 114 (p. 141). When only 
the 0.1 megohm is in circuit, the galvanometer sensitivity is such ordi¬ 
narily that the deflection would be off the scale unless the galvanometer 
were shunted. 

Therefore the shunt is adjusted to some low value as 0.0001. Let this 
reading of the shunt be Si and the galvanometer deflection be Di. The 
multiplying power of the shunt Mi = l/Si. The cable is now introduced 
into the circuit and the shunt adjusted until an on-scale deflection is 
obtained. Let this deflection be D 2 and the value of the shunt be S*. 
Its multiplying power is now M 2 = 1 /S 2 . 

The ratio of the currents in the circuit in the two cases is 



Under ordinary circumstances it 



Fig. 128. Meaiiurcment of insulation 
resistance of cable. 


tin) 


7i MiD, 

/, ” M,D,’ 
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and the unknown resistance, from (110), is 

X - 0.1 Y t = 01 megohms. (112) 

In practice t instead of substituting the cable for the 0.1 megohm, the 
cable is first short-circuited by the wire shown dotted. Fig. 128, and the 
constant determined. This wire is then removed, placing the cable in 
circuit. The 0.1 megohm is left permanently in circuit to protect the 
galvanometer in case of accidental short circuit of the cable. The 0.1 
megohm is usually not appreciable compared with the insulation resist¬ 
ance of the cable, so that ordinarily no correction is necessary for it. 

A switch or key S is usually provided. When in position (a), Fig. 
128, the circuit is closed through the cable. When thrown over to (6), 



Fig. 129. Charge and discharge curves of cable. 

the cable, which is charged electrostatically, discharges through the 
galvanometer. 

"When the switch S is first dosed at (a), there is a rush of current which 
charges the cable electrostatically (see Sec. 240, Chap. X). Because of 
the *' absorption ” characteristic of the insulation, it takes time to charge 
the cable, and for some time this charging current flows, decreasing con¬ 
tinuously. This is shown in Fig. 129, which gives the relation of galva¬ 
nometer deflection to time. As it is often inconvenient to wait for the 
galvanometer to reach a steady deflection, it has been agreed to take the 
deflection at the end of 1 min as the arbitrary value to be used in deter¬ 
mining insulation resistance. 

When the switch S is thrown to (6), the electrostatic charge in the 
cable rushes out through the galvanometer in the reverse direction. 
Again, owing to absorption, it requires considerable time for the cable 
to become totally discharged. This is also shown in Fig, 129, where the 
cable is discharged at 100 sec. 
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In making insulation-resistance measurements, precautions must be 
taken to insulate thoroughly the apparatus itself. Hard-rubber posts 
should be used for supports, and, wherever possible, the leads should be 
carried through the air rather than be allowed to rest on the ground. 
As the insulation resistance varies widely with temperature, the temper¬ 
ature at which the measurements are made should be carefully determined 
and Btated. 

Although the method is described as being applied to the insulation of 
cables, it is equally applicable to other types of insulation such as that of 
transformers and rotating machinery. 

Exam-pie. The cable whose insulation characteristics are Bhown in Fig. 129 was 
tested for its insulation resistance. The deflection with 0.1 megohm only in circuit 
was 20 cm, and the shunt read 0.0001. When the curve shown in Fig. 129 was 
obtained, the shunt read 0.1. The cable is 2,200 ft long. Determine: (a) its insula¬ 
tion resistance; (ft) its insulation resistance per mile. 

Mi - 1/0.0001 - 10,000. 

M t - 1/0.1 - 10. 

Di (from curve) * 11 cm. 

:n) X - 0.1 - 182 megohm*. Am. 

(b) The insulation resistance per mile will be less than that of the 2,200-ft. length 
because the amount of leakage current is directly proportional to the length of the 
cable. Therefore the resistance of this leakage path is inversely proportional to the 
length of cable. The cross-sectional area of the leakage path for the mile length is 
greater than it is for the 2,200-ft length. Therefore the insulation resistance per 
mile 

R — 182 * 75 8 megohms. Ans. 

136. Guard Wire. In determining the insulation resistance of cables 
and of other insulation, precautions against end leakage must frequently 
be taken. Moisture, combined sometimes with dust, provides compara¬ 
tively low-resistance paths over the surface of the insulation between the 
core and sheath. These conducting paths are in shunt with the insula¬ 
tion, so that this end leakage may give values of insulation resistance 
which are entirely too low. To prevent such leakage, the ends of the 
cable are frequently dried with a torch, care being taken not to carbonise 
the insulation, and hot paraffin is then poured over the ends. 

Where both ends of the cable are accessible, the end leakage may be 
shunted around the galvanometer by the use of guard wires and its effect, 
bo far as the measurement is concerned, is thus eliminated. The method 
is shown in Fig. 130. A few turns of bare wire are wrapped tightly 
around the insulation at a and b between the sheath or ground and the 
core of the cable. These turns of wire are connected directly with the 
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terminal C of the battery, which also connects with the galvanometer, 
Fig. 130. A study of Fig. 130 shows that any leakage current is con* 
ducted back to the negative terminal of the battery without going through 
the galvanometer. That is, when leakage current reaches a and 6, it has 
the choice of two paths to the negative terminal of the battery, one 
through the low-resistance wire aC and the other over the remainder of 
the insulation through the galvanometer to the battery. Practically all 
the leakage current will pass through 
the wire aC and will not affect the 
galvanometer deflection. 

POTENTIOMETERS 

137. Potentiometer* The potenti¬ 
ometer is an instrument for making 
accurate measurements of emf. For 
many types of precise measurement it 
is used rather than the usual type of 

voltmeter, for two reasons. First, Fla 130 ; Use of guard wires to fay- 

7 pass surface-leakage current of cable 

actual emf E can be measured, since immersed in water. 

the potentiometer takes no current, 

whereas a voltmeter requires current for its operation and thus pro¬ 
duces an internal resistance drop in the source of emf, so that often 
it measures the terminal voltage V. (The internal-resistance drop is 
often negligible.) Second, the most precise voltmeters are accurate only 
to one-tenth of 1 per cent, whereas with a potentiometer it is not difficult 
to make measurements w T hich are accurate to one one-hundredth of 1 per 
cent. The potentiometer is essentially a means of comparing an unknown 
emf with the emf of a standard cell, such as the Weston type (Sec. 83, 
p. 106). With the potentiometer no current is taken, so that it is possible 
to measure accurately sources of emf which cannot supply even the small 
current which a voltmeter requires. The method is to oppose the 
unknown emf by a known emf with the negative terminals of the two 
emfs connected together and aho the positive terminals connected 
together through a galvanometer, as shown in Fig. 131(a) (see Figs. 
18 and 10, p, 36). If the galvanometer indicates no current, the two 
emfs must be equal. To use this method, however, requires an emf 
which can be varied to give a large number of known values. Since it 
ts not practicable to do this with the system shown in Fig. 131(a), the 
unknown emf is connected in parallel with and in opposition to a voltage 
drop in a resistor, Fig. 131(6). It is a simple matter to vary the current 
in this resistor and thus obtain with very fine adjustment any desired 
voltage. The foregoing voltage drop may be determined very accurately 
by calibrating the resistor with a standard cell (Sec. S3). 
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In Fig. 132(a), assume that a standard cell S has an emf of exactly 
1 volt. Let a storage cell Ba supply current to a resistor wire AB through 
a rheostat R. Let the wire AB be divided into 15 divisions, each of 1 ohm 
resistance, making the total resistance of AB 15 ohms. Obviously the 
resistance of the wire AB can have any value, but the resistance is gener¬ 
ally made of such a value that the operating current is reasonable in mag¬ 
nitude. The standard cell is connected with its negative terminal to the 
negative terminal A of the storage cell, and its positive terminal is con¬ 
nected through a key and galvanometer to point C on the resistor wire 
corresponding to 1 volt. If the current through the wire AB is 0.1 amp, 
the voltage drop through each division of AB will be 0.1 volt, and the 
voltage drop across .1C will be 1,0 volt. If the key be depressed, there 
will be no current through the galvanometer, as the standard-cell emf of 
1 volt is in exact opposition to this 1-volt. drop. If, however, the current 
in AB is not exactly 0.1 amp, there will be current through the standard- 


(a) 

Fn». 131. Methods of Iml&iu'injg emfs. 

cell circuit due to the voltage drop from A to C being either greater or 
less than 1 volt. If the current is less than 0.1 amp, the galvanometer 
deflects in one direction; if it is greater than 0.1 amp, the galvanometer 
deflects in the reverse direction. Obviously it is possible to adjust the 
current in AB to such a value that the galvanometer deflection is zero. 
Under these conditions the current in AB is exactly 0.1 amp, and the 
potential drop across each division in AB is 0.1 volt. Therefore AB may 
be marked in voltB, as shown. The potentiometer is then said to be 
calibrated. 

Let it be required to measure some unknown emf E whose value is 
known to be less than 1.5 volts. The negative terminal of E is con¬ 
nected to the end .4 of the wire AB, Fig. 132(5). The positive terminal 
of E is connected through the galvanometer and key to a movable con¬ 
tact 6. It is assumed that the current in /I B has been adjusted to exactly 
0.1 amp. Contact b is moved along AB until the galvanometer deflec¬ 
tion is zero. This means that the emf E is just- balanced against an equal 
drop in the wire AB. As AB is calibrated in volts, the value of E may be 
read directly on AB, This method of measuring voltage is the Poggenr 
dorff method and is the fundamental principle of the potentiometer. 

The two diagrams (a) and-(b), Fig. 132, may be combined into one by 
the use of the single-pole double-throw' (S-P D-T) switch Fig. 132(c). 
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When the switch is in its left-hand position, the standard cell is in circuit 
for calibration as in (a). When the switch is in its right-hand position, 
the unknown emf is in contact with the wire AB so that its value may be , 
determined. 

138. Leeds and Northrup Low-resistance Potentiometer. Figure 133 
shows the wiring diagram of the Leeds and Northrup low-resistance poten¬ 
tiometer. The principle is the same as that of the simple potentiometer 
shown in Fig. 132. * ■ 


R 






¥ 


(a) Standardizing the wire AB 



(b) Measuring an unknown emf 



Fia. 132. Simple potentiometer. 


A 2-volt battery is connected to the terminals Ba. The potentiometer 
working current is controlled by the three adjustable rheostats P (shown 
as "coarse,” “medium,” and “fine”). 

The path of the current from the Ba-\- terminal is through the 
standard-cell slide wire and its shunt, through the main slide wire and 
its shunt BD , through the dial switch to range switch C. When the con-* 
tact or of C is on 1, the path continues through the three rheostats P to 
Ba —. By turning the switch C to 0.1 or 0.01, the current in the main 
slide wire and the dial switch is reduced to 0.1 or 0.01 its normal value, 
and the potentiometer range is reduced accordingly. The resistor of the 
dial switch is divided into fifteen 5-ohm 0.1-volt divisions. Since the 
resistance corresponding to 0.1 volt is 5 ohms, the working current is 
0.1/5 = yi Q} or 0.02 amp. The main slide wire, shown as a single turn in 
Fig. 133, consists of a resistor wire, over 5 m long, wound in 11 turns in a 
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spiral groove on a bakelite cylinder, 15 cm in diameter. The contact 
M f is a spring strip of phosphor-bronze with a polished hard-steel tip. 
The negative terminal of the standard cell is connected through the D-P 
D-T switch U and the galvanometer to the 0.9 contact in the dial switch 
when the contacts at C are at 1. The positive terminal of the standard 
cell is connected to the contact T on the standard-cell slide wire. This 
contact is set to the value of the emf of the standard cell, the range being 
1.0176 to 1.0204 volts. 

The resistance of the main slide wire with its shunting resistor is 5.5 
ohms, so that when in adjustment the voltage drop across it is 0.11 volt. 



Fia. 133. Connections of Leeds and Northrup low-resistance potentiometer. 


Since the slide wire consists of 11 turns of resistance wire, each turn repre¬ 
sents 0.01 volt and the entire wire is divided into 1,100 divisions. 

M and M f are movable contacts, which are adjusted to balance the 
unknown emf. M moves over the 15 contacts, each corresponding to 
0.1 volt, and M' moves over the slide wire. A D-P D-T switch U [corre¬ 
sponding to Sw y Fig. 132(c)] changes the connection of the galvanometer 
from the standard cell to the unknown emf. There are three galvar 
nometer keys, ‘‘high,” “ med.,” “low” “Low " should first be depressed 
as it inserts high resistance in series with the galvanometer and pre¬ 
vents a violent deflection if there is considerable unbalance. “Med.” 
inserts less resistance, and there is no resistance in series with “high,” 
which is depressed when the final balance is obtained. When the “high” 
key is released, it connects a resistor across the galvanometer terminals, 
which damps the galvanometer. 
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The normal range of voltage is 1.61 volts, 1.5 volts in the dial switch, 
and 0.11 volt in the main slide wire. The “emf ” can be measured in 
steps of 50 microvolts by actual divisions and 10 microvolts by esti¬ 
mation. The range can be reduced to 0.1 and 0.01 normal simply by 
turning the rotary range switch C. This causes current to be shunted 
away from the dial switch and the main slide wire so that the current in 
this circuit is only 0.1 or 0.01 the normal value of 0.02 amp, thus reducing 
the emf between contacts M and M' by corresponding ratios. At the 
same time, resistor^ are inserted in the circuit so that the total current 
from the battery remains unchanged; also, the network is so arranged 



Fio. 134. Leeds and Northrop type K-2 potentiometer. 

that the point of application of the standard-cell connection is shifted to 
permit standardization at all ratios. 

When the D-P D-T switch U is turned to the position "emf/' the 
unknown emf is measured by adjusting the range switch C and the con¬ 
tacts M and M f . 

An external view of this potentiometer is shown in Fig. 134. 

139. Other Potentiometer Methods. In the simple potentiometer, 
Fig. 132, and in the Leeds and Nortkrup potentiometer, Fig. 133, there 
are no contacts in series with the working current within the calibrated 
portion of the potentiometer circuit. This type of potentiometer is 
advantageous in that there can be no errors due to contact resistance. 
When a balance is obtained, there is no current in either the emf or 
standard-cell contacts, so that resistance in these contacts causes ho error. 
However, with this type of potentiometer it is impossible to have more 
than two dial or slide-wire readings. For example, in the Leeds and 
Northrup type, the tenths of a volt are obtained on one dial with con¬ 
tact M, Fig. 133, and all the smaller divisions, such as hundredths, 
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thousandths, and ten-thousandths of a volt, must be obtained on the 
single slide wire with the contact M\ To obtain more than two sig¬ 
nificant figures, it is necessary that the hundredths, thousandths, etc., 
of a volt be obtained on the slide wire. It is possible, however, to arrange 
a potentiometer so that the tenths, hundredths, thousandths, etc., of a 
volt are each read on a separate dial. In any of such types of potentio¬ 
meter, it is essential to maintain a fixed resistance in the potentiometer 
itself, for the current must remain constant irrespective of the positions 
of the dials. There are two common methods of obtaining more than 
two significant figures by separate dials and at the same time maintain¬ 
ing constant potentiometer resistance, the Thomson-Varley method and 
the Wolff method. 



The Thom8on-Varley method is illustrated in Fig. 135. It is desired 
that tenths, hundredths, thousandths, and ten-thousandths of a volt be 
obtained on a separate resistance unit or dial divided into 10 or more 
equal divisions. In the potentiometer shovvn in Fig. 135, the tenths, 
hundredths, and thousandths of a volt are each obtained on a separate 
dial, and the ten-thousandths of a volt are obtained on a slide wire. 
Fundamental^, it is necessary to maintain constant resistance in the entire 
potentiometer circuit AC irrespective of the position of the contacts on the 
emf dials. Assume that the resistance corresponding to Ho volt is 10 
ohms. The resistor BC consists of sixteen 10-ohm resistors. Two con¬ 
tacts h and c, fastened rigidly together, always span two of the 10-ohm 
coils in BC. Between b and c there are connected eleven 2-ohm coils, 
B'C f . Two contacts b' and c', fastened rigidly together, always span 
two of the 2-ohm coils in B'C f . In the resistor bank B"C fr between b* 
and c' there are connected ten 0.4-ohm coils. One contact arm M oper¬ 
ates over the contacts in the dial B”C These resistors are usually 
arranged in circular dials. The total resistance of B"C" is 4 ohms, and 
it is connected across two 2-ohm resistors in B'C'. Hence, the equivalent 
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resistance between the contactors &V, and therefore between any two of 
the contact points which contactors b'c' may bridge, is 2 ohms. This is 
the value of the resistance of each of the resistor units in the resistor bank 
B'C’. Hence the effect of bridging resistor bank B"C" across any two 
resistor units in resistor bank^JS'C" is to reduce the resistance between 
B* and C' by 2 ohms, br by one resistor unit. However, since there are 
11 resistor units of 2 ohms each in bank B'C', and since the contacts 6V 
are always across two such units, the resistance between points B'C* 
always remains constant at 20 ohms. 

In a similar manner the resistor bank B'C', the total resistance of which 
is 20 ohms, is always bridged across two resistor units in resistor bank 
BC by contactors be, making the resistance between contactors be equal 
to 10 ohms. Hence the bridging effect of contacts be is to reduce the 
resistance of BC by 10 ohms, the resistance of a single unit. There are, 
however, 16 such units in BC so that the resistance of BC is reduced to 
*50 ohms, corresponding to 15 units. This resistance remains constant 
irrespective of the position of contactors be. With the normal current 
of 0.01 amp, the total voltage across BC is 1.5 volts; the total voltage 
across B'C' is 0.1 volt; and the total voltage across B"C" is 0.01 volt, 
lienee the tenths of volts are read at b on dial BC ; the hundredths of volts 
are read at b' on dial B'C'’, and the thousandths of volts are read at M on 
scale B''C". The ten-thousandths of volts may be read at contact M' 
on a slide wire AB, having a total resistance of 0.1 ohm. The reading 
with the dials set as in Fig. 135 is 0.4556 volt. It is obvious that the 
resistance between points A and C remains constant at 150.1 ohms 
irrespective of the position of any of the contact arms. 

Since contact resistance, except at M and M\ introduces error, it is 
desirable that potentiometers of this type have a high inherent resistance, 
so that the contact resistance may be neglected. This reduces the sensi¬ 
tivity. Another disadvantage of this type is the fact that the contacts 
must be kept clean from oxide and dust. 

Wolff Method. The principle of the Wolff potentiometer is illustrated 
in Fig. 136. The potentiometer has a total resistance of 15,000 (actually 
14,999.9) ohms, and the working current is 0.0001 amp, so that it is a 
high-resistance potentiometer. The dial E consists of fourteen 1,000- 
ohm coils, and the dial .4 consists of nine 100-ohm coils. The dials B , C, 
D are double, and have double dial switches, the purpose of which is to 
maintain constant resistance in the battery circuit. There are nine 
10-ohm resistors in each half of dial D , nine 1-ohm resistors in each half 
of dial C, and nine 0,1-ohm resistors in each half of dial B. The path of 
the current, shown by arrows, is from the battery positive terminal 
through the entire dial A, through those portions of the lower halves of 
dials Bj C, D which are not cut out by the lower parts of the dial switches 
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b t c, d, thence through the entire dial E and so through those portions of 
the upper halves of dials D , C y B which are not cut out by the upper parts 
of the dial switches d, c, b, and thus to the battery negative terminal. 

A study of Fig. 136 shows that the resistance of the battery circuit is 
constant irrespective of the positions of the dial switches, for each double 
dial switch always cuts out as much resistance in the upper half of the 
dial as it inserts in the lower half. On the other hand, the moving of any 
of the double dial switches changes the resistance between points o' and e' 
and hence causes a change in the potential difference between points a 
and e. 

With the setting of the dials shown in Fig. 136, the potentiometer reads 
0.92355 volt. 


000 



140. Voltage Measurements with Potentiometer. Potentiometers 
themselves are designed to measure potentials up to only 1.6 volts. For 
the measurement of potentials in excess of this value, a volt box is neces¬ 
sary. A volt box is merely a resistor of very high resistance from which 
suitable taps are brought. This is illustrated by the resistor AD with 
taps B and (7, Fig. 137. Assume AD to have a resistance of 10,000 ohms 
and AB a resistance of 100 ohms. If no current leaves the wire at B t 
the voltage drop across AB will be 100 + 10,000, or Koo that across AD . 
If leads be carried from AB to the potentiometer, the potentiometer will 
measure one-hundredth the voltage across AD , since the potentiometer 
principle is an opposition method so that no current is taken from B. 
Therefore, if a voltmeter V is being calibrated, it should be connected in 
parallel with AD. If the voltmeter reads 119.0 volts and the potentiom¬ 
eter reads 1.184 volts, the true voltage across the voltmeter will be 
1.184 * 100 « 118.4 volts. Therefore the correction to the voltmeter 
is —0.6 volt. 
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In a similar manner, voltages from 1.5 to 15 volts are connected across 
AC, the multiplying factor in this case being 10. 

Voltage Divider. GH is a resistor wire connected directly across the 
line. One voltmeter terminal and one terminal of the volt box are con¬ 
nected to the end G of this wise. The other terminal of the voltmeter 
and the remaining terminal of the volt box are connected to a movable 
contact K. By sliding K along GH any desired voltage can be obtained. 
When used in this manner, GH is called a voltage divider . It is not neces* 
sary to the operation of the volt box but is merely a convenient means 
for adjusting the voltage. 

141. Measurement of Current with Potentiometer. As has just been 
pointed out, the potentiometer is designed primarily to measure emf. 



By merely applying Ohm’s law, the current in a circuit may also be deter¬ 
mined with the potentiometer. The unknown current I is passed through 
a resistor of R ohms, and the voltage drop E across the resistor is meas¬ 
ured. The current I is then determined, since for this part of the circuit 
both the voltage and the resistance are known. Therefore, 

7 = |. (113) 

The method of making the measurement is shown in Fig. 138. It is 
desired to know the exact current to the ammeter, in order to determine 
its errors, if any exist. The ammeter is connected in series with the 
standard resistor and also with a rheostat to control the current. Stand¬ 
ard resistors are provided with four terminals as a rule, two heavy ones 
for current and two smaller binding posts for potential, Fig. 139 and also 
Fig. 100 (p. 148). The two potential binding posts are connected to the 
potentiometer, the proper polarity being observed. The voltage across 
the standard resistor is then measured by means of the potentiometer. 

Standard resistors are usually adjusted to even decimal values such as 
10, 1, 0.1, 0.01 ohms. Some are air-cooled, some are oil-cooled, and 
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those designed for higher current ratings, Fig. 139, are set in a water- 
jacketed oil bath provided with a motor-driven stirrer. This stirrer 
circulating the oil assists in the cooling. Resistance standards are 
ordinarily Tated at 2.5 and 10 watts for still-air and oil cooling, respec¬ 
tively. Large low-resistance standards frequently are constructed as a 
unit with combined oil and water cooling and have rating from 100 to 
2,500 watts and higher. 

To emf terminals 



Fig. 138. Calibration of ammeter with a potentiometer. 


Knowing that, the potentiometer is limited to 1.5 volts, it is a simple 
matter to select the proper standard resistor. An instrument having a 
range of 100 amp would require 1.5 + 100 = 0.015 ohm, and 0.01 ohm 
would be used. Likewise, a 15-amp instrument would require 1.5 -r 
15 = 0.1 ohm. 



(o) 0.01 ohm. (b). Self-contained 0.001 ohm. 

Fig. 130. Standard resistors. 


When instruments are calibrated, they should be checked at 10 or 1.5 
points on the scale and the corresponding correction at each point is 
plotted as ordinate, the instrument readings being plotted as abscissas. 
As an instrument scale is subject to scale errors, it is customary to connect 
successive points of the correction curve by straight lines, Fig. 140. hor 
example, Fig. 140, the correct current when the instrument reads 50 amp 
is 50 + 0.8 - 50.8 amp. 
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142. Measurement of Power. Direct-current power is usually meas¬ 
ured by means of a voltmeter and an ammeter. Since the power is the 
product of the volts and the amperes (P = El), it is merely necessary to 
multiply the volts by the amperes to obtain the power in watts. How¬ 
ever, certain precautions,may be Necessary in measuring the power. 

Assume that it is desired to measure the power taken by an incan¬ 
descent lamp. If the voltmeter is connected as shown by the line marked 
"Incorrect” in Fig. 141(a), the current taken by the voltmeter is measured 
by the ammeter. In other words, the voltmeter is a load connected in 
parallel with the lamp. As the current taken by the lamp is small, this 
voltmeter current, although of itself small, may introduce an appreciable; 
error into the measurement; that is, the power taken by the voltmeter 
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FlQ. 140. Ammeter correction curve. 


will be included in the measurement. There are three methods of elimi¬ 
nating this error. (1) The voltmeter power may be calculated, knowing 
the voltmeter resistance, and proper correction made. (2) The voltmeter 
may be open-circuited when the ammeter is being read, if it is certain that 
this will not alter the voltage across the lamp. (3) The voltmeter lead 
may be connected as shown by the solid line, Fig. 141(a), so that the 
voltmeter current does not go through the ammeter. Under this last 
condition, the voltmeter is not reading the true voltage across the lamp, 
but its reading is too high by the voltage drop through the ammeter. As 
the resistance of the lamp is high and that of the ammeter low, this last 
error is usually negligible. 

However, if a resistor CD of low resistance is being measured, Fig. 
141(b), the voltage drop across the resistor is necessarily low ; and if the 
voltmeter is now connected outside the ammeter, an appreciable error 
may be introduced, as the voltmeter reading includes the voltage drop in 
the ammeter. The Voltmeter should now be connected inside the 
ammeter. This will not introduce an appreciable error, for presumably 
a large current is required for the measurement of low resistance, and 
the very small voltmeter current is negligible in comparison with the 

ammeter current. 
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These precautions should be observed also in making resistance 
measurements. 

Example. It is desired to measure the power taken by a 40-watt tungsten lamp. 
A 0.5-scale ammeter having a resistance of 0.15 ohm and a 150-scale voltmeter having 
a resistance of 16,000 ohms are used for the measurement. When the voltmeter is 
connected inside the ammeter incorrectly, Fig. 141(a), it reads 120 volts and the 
ammeter reads 0.35 amp. Determine true power taken by the lamp and the apparent 
power if the voltmeter loss is neglected. 



5 


(a)-Hiqh resistance (bl-Low resistance 

Fto. 141. Correct and incorrect methods of connecting voltineterh and ammeters in power 
measurements. 

Apparent power — 120 • 0.35 *= 42 watts. Ana. 

C120) * 

Power taken by voltmeter * * 9 - 9 watt. 

True power to lamp — 41.1 watts. Ana. 

The voltmeter introduces a 2 per cent error in this case. 

From the foregoing data, the line voltage is 

120 + (0.35) (0.15) * 120.053 volts. 

If the voltmeter is connected outside the ammeter [“Correct”, Fig. 141(a)], the 
voltmeter will now read the line voltage (assumed constant), the ammeter 

0 36 "T6~§o” 0 3425 

and the apparent power is 120.053 ■ 0.3425 = 41.12 watts, an error of 0.05 per cent, 
which is negligible. 

113. Wattmeter. The wattmeter measures power directly. It con¬ 
sists of fixed coils FF and a pivoted coil M, free to turn within the mag¬ 
netic field produced by coils FF, Fig. 142. The coils FF, which may be 
connected in series or in parallel, are wound with comparatively few turns 
of wire and are capable of carrying the entire current of the circuit. The 
moving coil M is wound with very fine wire, and the current is led into it 
through two control springs in the same manner that current is led into 
the movable coil of a Weston instrument. The fixed coils are connected 
in series with the load in the same manner as an ammeter is connected. 
The moving coil is connected across the line in series with a high resist¬ 
ance R in the Bame manner as a voltmeter coil is connected ordinarily. 
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The field of the coils FF is proportional to the current, and the current 
in the coil M is proportional to the voltage. Therefore, the turning 
moment is proportional to both the current and the voltage and hence 
to the power of the circuit. It also depends on the angular position of 
M with respect to FF y which is taken into consideration when the Beale is 
marked. 

Owing to the high degree of accuracy obtainable by the use of volt¬ 
meter and ammeter, the wattmeter is seldom'used for d-c measurements 
of power. As it is subject to stray fields, reversed readings should be 
taken, that is, both current and voltage should be reversed and the 
average of the two readings used. The wattmeter is used almost exclu¬ 
sively for the measurement of power with alternating currents. A more 
complete description, together with its uses, is found in Chap. IV, Vol. II. 



Fiq. 142. Id dictating wattmeter. 

144. Watthour Meter. The watthour meter is a device for measuring 
electrical energy (see Sec. 41, p. 45). As energy is the product of power 
and time, the watthour meter must take into consideration both of these 
factors. Ab electrical powrer is usually sold on an energy basis, a saving 
of many dollars may depend on the accuracy of such a meter. There¬ 
fore, a proper understanding of its mechanism and the method of adjust¬ 
ment is essential. 

In principle the watthour meter is a small motor whose instantaneous 
speed is proportional to the power and whose total revolutions in a given 
time are proportional to the total energy or watthours during that time. 

Referring to Fig. 143, the line is connected to two terminals on the 
left-hand side of the meter. The upper terminal is connected to two 
fixed coils FF in series, wound with wire sufficiently large to carry the 
maximum current taken by the load, which should not greatly exceed 
the rated current of the meter. The connection through coils FF termi¬ 
nates at the upper binding post on the right-hand ride of the meter. The 
coils FF are wound so that they aid each other, and they supply the field 
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in which the armature rotates. The other line wire runs straight through 
the meter to the load. A shunt circuit is tapped to the upper line on the 
left-hand side. It runs first to the armature, through the small silver 
brushes B, which rest on the small commutator C. From the brushes, 
connection is made through coil F f and through a resistor R to the lower 
line wire. This resistor R is omitted in certain types of meters. 

As the load current goes through FF and there is no iron in the circuit, 
the magnetic field produced by these coils is proportional to the load 
current. As the armature, in series with resistance, iB connected directly 
across the line, the current in the meter armature is proportional to the 



Fio. 143. Connections of watthour meter. 


line voltage , the counter emf of the armature being negligible in compari¬ 
son with the line voltage. Neglecting the small voltage drop in FF , the 
torque acting on the armature will be proportional to the product of the 
load current and the load voltage, in other words, proportional to the 
power through the meter to the load. 

It can be proved 1 that, if the meter is to register correctly, there must 
be a retarding torque acting on the moving element proportional to its 
angular velocity. To meet this condition an aluminum disk D is pressed 
on the motor shaft. This disk rotates between the poles of two perma¬ 
nent magnets MM. In cutting the field produced by these magnets, 
eddy currents are induced in the disk, retarding its motion. As the value 
of these currents is proportional to the angular velocity of the disk, and 
they are acting in conjunction with a magnetic field of constant strength, 
their retarding effect is proportional to the angular velocity, so that the 
condition for correct registration is fulfilled. 

Friction cannot be entirely eliminated in the rotating element, even 
with the most careful construction. Near the rated load of the meter 

1 See Laws, F. A., "Electrical Measurements," McGraw-Hill Book Company, Inc. 
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the effect of friction is practically negligible, but since the friction torque 
is nearly constant, it has a much greater proportionate effect at light 
loads. As the ordinary meter may operate at light loads during a con¬ 
siderable portion of the time, it is desirable that the error due to friction 
be eliminated. This accomplished by means of coil F' connected in 
series with the armature. F' is so connected that its field acts in the 
same direction as that due to coils FF. Therefore it assists the armature 
A to rotate. Being connected in the shunt circuit and across practically 
constant voltage, it' is acting con¬ 
tinuously and produces nearly con¬ 
stant torque. The coil F f is movable, 
and its position can be adjusted so 
that the friction error is compensated. 

To reduce friction and wear, the 
rotating element of the meter is 
made as light as possible. The ele¬ 
ment is supported by a hardened 
steel pivot turning in a jewel bearing 
«/, which is a sapphire in the smaller 
sizes and a diamond in the heavier ' 
types. The jewel is supported on a 
spring. In time the pivot becomes 
dulled and the jewel roughened, 
which increases friction and causes 
the meter to run more slowly unless 
F 9 is readjusted. The moving ele¬ 
ment turns the clockwork of the 

meter dials thr ough a worm and Fra. 144. Interior View of w&tthour me- 
gears G ^ er ‘ (General Electric. Company.) 

Figure 144 shows the interior view of a Thomson watthour meter. The 
friction-compensating coil is plainly shown at the front of the meLer. 

146. Adjustment of the Watthour Meter. Even if the initial adjust¬ 
ment be accurate, the registration of a watthour meter may, in time, 
become incorrect. This is due to many causes, such as pitting of the 
commutator, roughening of the jewel, wear on the pivot, or change ini 
the strength of the retarding magnets. As the cost of energy to con¬ 
sumers is largely based on the registration of such meters, it is important 
that they be kept in adjustment, as a small error, particularly in the 
larger sizes, may ultimately mean a difference of many dollars to either 
the consumer or the power company. 

Tp adjust the meter, it may be loaded as shown in Fig. 143. The 
power taken by the load is measured by a calibrated voltmeter and 
ammeter. The revolutions of the disk D are counted over a period of 
time which is; measured with a stop watch. In most meters, the relation 
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between watthours and the revolutions of the disk is 

P-H - K-N (114) 


where P is in watts, H is in hours, K is the meter constant or watthour 
constant, usually marked on the disk, and is equal to the watthours 
registered for each revolution of the disk, and N is the revolutions of 
the disk. 

Equation (114) shows that the meter constant multiplied by the revo¬ 
lutions of the disk gives the watthours registered by the meter. The 
gear ratios and clockwork take care of the dial registration. 

When checking a meter, the time is usually measured in seconds. 

Equation (114) then becomes 

JB-* » <*»> 


where t is the time in seconds. 

When the meter is tested, the voltmeter and ammeter are read at inter¬ 
vals, while the revolutions of the disk are being counted. A run of about 
1 min gives good results. 

Let the average watts determined from the corrected voltmeter and 
ammeter readings be Pi. 

The average watts as indicated by the meter during the same period 
are, from (115), 


P - 


K N 3,600 
t 


(116) 


The accuracy of a watthour meter is the percentage of the total energy passed 
through a meter which is registered by the dials. 

The accuracy of the meter is 


100P 

Pi 


per cent. 


(117) 


Example. In the teat of a 10-amp watthour meter having a constant of 0.4, the 
disk makes 40 revolutions in 53.6 sec. The average volts and amperes during this 
period are 116 volts and 9.4 amp. Determine accuracy of the meter at this load. 
Average standard watts Pi = 116 ■ 9.4 — 1,090. 

Average meter watts, from (116), 


P 

Accuracy 


0.4 • 40 • 3,600 
53.6 

100 ■ 1,075 
1,090 


** 1,075. 
98.6%. Ana. 


This means that the meter is 1.4 per cent slow and should be speeded up slightly. 
With calibrated indicating instruments and careful adjustment, a meter may easily 
be brought within 0.5 per cent of accurate registration. 

There are two adjustments to be made. Near full load, the magnets 
are moved. If the meter is running slow, the magnets arc moved nearer 
the center of the disk where the effect of the retarding currents is reduced. 
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and if the meter is running fast the magnets are moved farther from the 
center. If the meter has been correctly adjusted near full load and is 
found to be in error near light load, the error is obviously due to friction. 
The light-load adjustment, made at from 5 to 10 per cent rated load, is 
effected by moving the friction-pompensating coil F'. If the meter is 
slow, the coil F* is moved' in nearer the armature, and if the meter is fast, 
it is pulled out farther from the armature. This adjustment of F f may 
affect the full-load adjustment slightly, so that the meter should be 
rechecked at full load and then again at light load. 

146. Other Types of Watthour Meter. The 3-wire meter is designed 
to register energy in a 3-wire system. It does not differ materially from 
the meter shown in Fig. 143 ex¬ 
cept that the two coils FF are 
connected in opposite sides of the 
line, Fig. 145. Hence, the field in 
which the armature A rotates is 
produced by the joint effect of the 
current in the positive conductor 
to neutral and the current in the 
negative conductor to neutral. 

Therefore, the^. torque is propor¬ 
tional to the power to the 3-wire 
system irrespective of any un¬ 
balancing of the current. The 
armature circuit may be connected 
to the neutral as shown, or it may 
be connected across the outer 
wires. If this latter connection is used, the neutral connection to the 
meter is omitted. The meter does not register accurately unless the 
voltages between the two outer lines and neutral are equal. This error 
is usually small. 

The meters already described should not be installed near bus bars 
carrying heavy currents because the strength of the meter field and of the 
retarding magnets may be affected by the stray fields. To eliminate the 
effect of stray fields, an astatic type of meter is available. There are 
two armatures on the spindle, each of which rotates in a magnetic field 
produced by a few turns or a single turn in series with the load. These 
two magnetic fields act in opposite directions so that any stray field 
presumably will strengthen the field in which one armature rotates as 
much as it will weaken the field in which the other armature rotates, and 
the resulting effect will be nil. There are two sets of retarding magnets. 
These magnets are placed so that if a stray field increases the strength of 
one set, it simultaneously reduces the strength of the other. For further 
protection these magnets are surrounded by an iron box. 



Fid. 145. Diagram of a 8-wire watthour 
meter. 
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MAGNETISM AND PERMANENT MAGNETS 

Magnets and magnetism are involved in the operation of practically 
all electrical apparatus. Therefore an understanding of their underlying 
principles is essential to a clear conception of the operation of such 
apparatus. 

Magnets may be divided into two general classes: permanent magnets, 
which have the property of retaining their magnetism indefinitely and 
which require no exciting ampere-turns; electromagnets, the magnetism 
of which depends on the magnetic action of electric currents (Chap. VII). 

Permanent magnets are made of hardened carbon (1 per cent) steel 
and also of iron alloyed with chromium, tungsten, cobalt, aluminum, 
nickel, and copper. All these permanent-magnet materials are very hard, 
which appears to be a requisite for permanent-magnet materials Elec¬ 
tromagnets are made of soft iron and soft steel, which are highly respon¬ 
sive to changes in the magnetizing effect of electric currents. Electro¬ 
magnets are discussed in Chaps. VII and VIII. 

147. Natural Magnets. Magnetic phenomena were noted by the 
ancients. Certain stones, notably at Magnesia, Asia Minor, were found 
to have the property of attracting bits of iron, and the name “magnets” 
was given to these magic stones. The fact that such stones had the prop¬ 
erty of pointing north and south, if suspended freely, was not discovered 
until the tenth or twelfth century. The practical use of such a stone in 
navigation gave it the name of “lodestone,” or leading stone. Natural 
magnets are composed of an iron ore known in metallurgy as magnetite , an 
iron oxide having the chemical composition FejO*. Iron filings, when 
brought in contact with lodestone, concentrate at two or more regions, 
showing that the lodestone possesses two or more localized magnetic 
regions, or poles. 

148. Magnetic Materials. Of all the metals or elements only iron (or 
steel) possesses pronounced magnetic properties. Cobalt and nickel and 
some of their alloys and a few nonferrous alloys (Heusler’s alloy of cop¬ 
per, manganese, and aluminum) possess magnetic properties to a much 
less degree than iron. Materials possessing pronounced magnetic prop¬ 
erties are said to be ferromagnetic , l Other elements and metals having 

1 These quantities are defined in the ASA Definitions of Electrical Terms (1941 
edition) as follows: “A ferromagnetic material is a material having a permeability that 
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slight magnetic properties are called paramagnetic. Elements and 
materials having magnetic properties which are leBS than those of a 
vacuum are called diamagnetic. The difference in the permeabilities of 
diamagnetic materials and a vacuum is so slight that it can be detected 
by highly precise measurement^ only. 

From the earliest times when iron first came into use as a magnetic 
material, attempts have been made to explain why it alone of all the 
elements should have such pronounced magnetic properties. About a 
century ago, Ampere 1 suggested that the molecules of iron might behave 
as magnets because of the electric currents circulating in them. Later, 
Ewing and Weber (p. 204) explained practically all observed magnetic 
phenomena, such as saturation and hysteresis, on the basis of the mole¬ 
cules of iron being small permanent magnets. Their theory did not, 
however, explain why such magnetized molecules were an exclusive prop¬ 
erty of iron (nickel and cobalt to a much less extent) but not of the large 
number of other elements. Only recently, with the advent of more 
detailed knowledge of atomic structure and the properties and inter¬ 
actions of the associated electrons, has it become possible to offer a 
rational explanation. It is beyond the scope of this text to give more 
than a general explanation, but a most complete analysis can be found 
in the several excellent references given below * 

The Bohr atom consists of a heavy central positive nucleus and a num¬ 
ber of electrons moving in either circular or elliptical orbits around the 
nucleus, Fig. 146. The number of positive charges in the nucleus is just 
equal to the number of orbital electrons, each constituting a negative 
charge. Recently there has been added the conception that each electron 

varies with the magnetizing force and that is considerably greater than the per¬ 
meability of a vacuum 1 ' (05.25.060). 

"A paramagnetic material is a material having a permeability which is slightly 
greater than that of a vacuum and which is approximately independent of the mag¬ 
netizing force” (05.25.065). 

"A diamagnetic material is a material having a permeability less than that of a 
vacuum” (05.25.055). 

1 See footnote, p. 30. 

* Bozobth, R. M., "Present State of Ferromagnetic Theory,” Bell System Tech . 
Jour., January, 1936, p. 63. 

Bozobth, R. M., “The Physical Basis of Ferromagnetism,” Bell Syetem Tech. 
Jour., January, 1940, p. I. 

Bozobth, R. M., “Teaching of Ferromagnetism,” Am. Jour, Phys., 1942 (10), 
p. 73. 

Williams, H. J., R. M. Bozobth, and W. Shockley, "Magnetic Domain Pattern 
in Single Crystal of Silicon Iron,” Phys. Rev., Vol. 75, No. 1, p. 155, January, 1949. 

Williams, H. J., and W. Shockley, “A Simple Domain Pattern in an Iron Crystal 
Showing a Direct Correlation with Magnetization,” Phy*. Rev Vol. 75, NO- 1, p. 178, 
January, 1949. 
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itself is spinning about an axis through its center, this motion being known 
as “electron spin." 

Some electrons spin in a positive direction, and others spin in the 
opposite, or negative, direction. Because of the motion of the electrons 
in their orbits and their angular rotation, there is a circulation of elec¬ 
tricity, or of minute electrical ('barges, both around the nucleus and within 
each electron. Each electron then is a small gyroscope possessing a defi¬ 
nite magnetic moment because of its moving electrical charge, and it has 
a definite angular momentum because of its rotating mass. Although, 
the electrons moving in the orbits also possess both magnetic moments 

and angular momentums, it has been 
established that when the applied mag¬ 
netizing force 1 is changed, the orbital 
motions remain unchanged, the entire 
change occurring in the direction, or the 
“sense," of the spin of certain of the 
electrons. 

The reason why iron is magnetic can 
now be explained by a study of Fig. 14G, 
which shows the structure of an iron 
atom. The electron orbits are repre¬ 
sented by shells. There are four princi¬ 
pal shells, one of which is divided into 
two subshells and one other into three 
subshells. The numbers denote the number of electrons for each subshell. 
In order that the atom may have magnetic properties, there must be an 
uncompensated spin of electrons in an inner orbit. In Fig. 146, the elec¬ 
trons having positive (+) and negative ( —) spins are designated. It 
will be noted that in the two inner shells there is an equal number of elec¬ 
trons having positive and negative spins, there being one pair of such 
electrons in the innermost shell and two pairs of 1 and 3 electrons each in 
the adjacent shell. Hence, in these two shells all the magnetic moments 
are compensated so that these shells develop no resultant magnetic 
moments. However, in the third shell there are 1, 3, 5 electrons with 
positive spins, and 1, 3, 1 electrons, with negative spins, so that there is 
an uncompensated number of positive spins. This condition is responsi¬ 
ble for the magnetic properties of the iron atom. The two electrons in 
the outermost orbit, shown dotted, one with a plus spin and the other 
with a minus spin are the electrons that are free to pass to adjacent 
atoms, accounting for conduction of current p. 2). 

1 As is explained later, the magnetizing force in a magnetic field is measured by the 
force acting on a unit pole. Magnetizing force may be produced by the poles of a 
magnet or by current in a wire or a coil. 



Fig. 146. Electron shells in an iso¬ 
lated iron atom. 
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However, for one element to be ferromagnetic it is not only necessary 
that there be uncompensated spinning electrons in the individual atoms, 
but also the resultant spinB in neighboring atoms must be parallel. Cal¬ 
culation has shown that in order that this condition be fulfilled there is a 
critical relation of the atomic diameter to the diameter of the uncompen¬ 
sated electron shell (nekt to outermost, Fig. 146). Since the influence of 
electron spins of one atom on those of a neighboring atom depends on the 
distances between them, this distance is known as the “exchange.” This 
exchange force is an< electrostatic one and is so powerful that at room 
temperature it would require a magnetizing force of 10,000,000 oersteds 1 
to accomplish the same alignment of electron spins. 

The explanation, then, of the rarity of ferromagnetic materials is that 
only the iron atom and to a lesser extent the nickel and cobalt atoms ful¬ 
fill simultaneously the conditions of uncompensated electron spin in an 
inner orbit and the resultant spins in neighboring atoms being parallel. 
Furthermore, this latter condition is fulfilled only when a critical relation 
of atomic diameter to diameter of the shell containing the uncompensated 
electron spins is also met. 

Although the forces of exchange are powerful, for some reason not yet 
known, they do not extend over the entire specimen but act only over 
limited areas which are practically so small as to be invisible. On the 
average these highly magnetized regions have the volume of a cube of 
somewhat less than 0.001 in. on an edge. The actual ferromagnetic 
material is thus composed of a great number of such small regions called 
domains . Each domain consists of an aggregate of molecules all with 
the axes of their spinning electrons in parallel, so that each domain is 
magnetized to saturation. Each domain contains about 10 16 atoms and 
has a volume of about 10" 9 cu cm. 

With iron, a domain may be considered as a cube with an atom at each 
corner and one at the center. The direction of easy magnetization is 
along any one of the edges of the cube. 

It is to be noted that Amp&re's theory of a current circulating in the 
molecule is not faj removed from the actual condition of the spinning- 
electron phenomenon just described. It seems remarkable that more 
than a century ago Amp&re could have postulated so accurately at a time 
when nothing was known of the internal structure of the atom. 

149. Effect of Temperature. Except at the temperature of absolute 
zero the atoms of all substances are in a continual state of agitation. In 
iron, at the lower temperatures, it is necessary for the exchange forces 
among the atoms to overcome the forces of agitation in order to bring the 
axes of spinning electrons of neighboring atoms into parallelism. How¬ 
ever, as the temperature is increased, the atomic agitation also increases 

1 See p. 213. ' 
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and ultimately at about 750°C the forces of agitation become so great 
that they prevail over the exchange forces, the atoms and domains assume 
more or less haphazard relations among themselves, and the domains, as 
well as the material, lose their magnetic properties. This temperature is 
called the “Curie point” and is illustrated in Fig. 147, which shows the 
flux density in gauss as a function of temperature. Note the rapid 
decrease of the flux density toward zero at 750°C, the Curie point. 

160, Magnetization and Hysteresis. The well-known phenomena of 
the magnetization curve, saturation, and hysteresis may now be explained 
on the basis of the reaction among the electrons, atoms, domains, and 
crystals of the iron. Ordinary metals are composed of a large number of 
crystals, or grains, which often are too small to be seen by the naked eye. 
Recently, however, methods for making large crystals readily visible to 

24,000 



Fiq. 147. Effect of temperature on magnetimtion. 

the eye have been developed. The domains tend to group themselves 
into the crystals, or grains, and when no external magnetic force is 
applied, the domains, which are small local regions magnetized to satu¬ 
ration, align themselves in any one of the six equivalent directions of the 
crystal axes, or edges. This is illustrated in Fig. 148(a), which shows a 
portion of a crystal, the directions of the crystal axes being shown by 
the lines within the crystal boundaries. 

For convenience, the domains are represented by small cubes, and the 
arrows represent the directions of the magnetization of the domains. A 
+ represents the feathered end of an arrow and indicates that the direc¬ 
tion of magnetization of the domain with which it is associated is into the 
paper. Similarly, a O represents the tip of an arrow and indicates that 
the direction of magnetization of the domain is outwards from the paper. 
The probability of domain orientation is the same for all six equivalent 
directions of the crystal axes. ThiB is indicated in Fig. 148(a), in which 
practically the same number of arrows point in each of the six directions. 
The crystal as a whole, however, will be unmagnetized. When a weak 
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magnetizing force is applied, the crystal begins to show weak magnetic 
orientation. This initial effect has recently been found to be due to a 
slight displacement of the boundary between two domains, as is indicated 
at the right in Fig. 148(b). The dimension of a domain oriented in the 
direction of the applied magnetising force is enlarged at the expense of a 
domain oriented in a lesfe favorable direction. That is, a boundary dis¬ 
placement is produced between adjacent domains. This effect produces 
the beginning of the magnetization curve shown as (T) in Fig. 149, in which 



Boundary 
displacement i 

-tt-pm H33S-*4£» 

(b)Magnetization by boundary 
displacement 



(c)Sudden reversals complete (knee) 


\^\^\\\. 


Strong^ 

////s/rs/r 


mag. force 


(d) Saturated, domains rotated in 
high field 

Fia. 148. Turning actions of domains in crystal by magnetic field. 


the flux density, B gauss, 1 or maxwells per sq cm, is plotted as a function 
of the magnetizing force H. (H is equal to 0.4tJV7, where NJ is the 
ampere-turns per centimeter, Sec. 182). This lowest part of the mag¬ 
netization curve is slightly concave upwards. 

As the magnetizing force H is further increased, the magnetization of 
the domains tends to change from one direction of easy magnetization 
to one that is more nearly in the direction of H, and the domains become 
progressively aligned in the direction of H, some of the domains changing 

1 See p.214. 
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before the others. This alignment of the domains is more or less uniform, 
producing the nearly linear portion of the magnetization curve shown as 
® in Fig. 149. When the magnetizing force becomes very strong, the 
directions of orientation of all the domains approach coincidence with 
the direction of the magnetizing force, as is indicated in Fig. 148(c). 
When all the domains are thus oriented in the same direction, each 
crystal, or grain, acts like one very large domain. This condition is 
represented by the “knee” of the curve at a in Fig. 149, and the iron is 
near saturation. 

If then the magnetizing force is still further increased, ultimately 
reaching very igh values, a further atomic process occurs. The only 

way in which the magnetization 
in the iron can be increased still 
further is for the electron spins in 
the individual domains to rotate 
out of their stable directions, Fig. 
148(c), toward greater coinc idence 
with the direction of the applied 
magnetizing force, as is indicated 
in Fig. 148(r/). This process is 
described as the “rotation of the 
domain” and produces the por¬ 
tion ®, or ab of the magnetization 
curve, Fig. 149. The iron is now 
saturated. 
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Fig. 149. Throe types of domain orientation 
and their relation to magnetization curve 
and hysteresis loop. 


The curve oab is called the normal curve. 


If, when the point b is reached, the magnetizing force H is decreased, 
the curve will not. retrace itself along the normal curve but will follow’ 
the curve bd. above the normal curve. This is due to the fact that the 
position of the domains tends to persist in the direction of their last 
orientation. When the magnetizing force H reaches zero, there remains 
a flux density od, or B r , due to the persistence of the position of the 
domains. The flux density B r is called the rcmancnce. If after the mag¬ 
netizing force reaches zero, it is reversed in direction, the curve follows 
the path de. At or near point f? the domains have reached the condition 
shown in Fig. 148(c). Further negative increase in the magnetizing force 
H causes a rapid drop ef in the flux density. This sudden drop is due to 
the domains in the crystals progressively becoming deoriented from the 
condition shown in Fig. 148(c), approaching that shown in (a). This 
portion of the curve is discussed more in detail in connection with 
permanent magnets (Sec. 201, p. 276, et seq.). 

At point /, when the magnetizing force reaches the value of , or — H c , 
the flux density has reached zero. It has required a negative magnetizing 
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force Hi to bring the flux to this zero value. The magnetizing force H c is 
called the coercive force. 

The curve bdef is the decreasing part of the hysteresis loop for assumed 
positive values of flux density. The purpose of this analysis with refer¬ 
ence to Fig. 149 is to relate the magnetization curve and hysteresis to 
the relations occurring among the electrons, atoms, domains, and crystals 
as the iron is subjected to increasing and decreasing values of magnetizing 
force. Further discussion and analyses of magnetization curves and hys¬ 
teresis loops will be given later when magnetic circuits and their appli¬ 
cations are being considered. 

151. Barkhausen Effect. There are many experimental evidences of 
the different phases of domain and crystal orientation which have just 
been briefly discussed. Several of these experiments are dcscril>ed in the 
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footnote references (p. 197). There is, however, one simple but con¬ 
vincing experiment of domain orientation called the Barkhausen effect. 
If a small portion of that part of the curve ® (at the right), Fig. 149, 
were amplified a billion (10") times, it would be found to consist of a large 
number of very small steps, as is shown in the circle, Fig. 150(a). If the 
magnetizing force is increased gradually, the magnetization remains con¬ 
stant for a very short interval and then increases suddenly in a small 
steplike increment, as is indicated in the circle, Fig. 150(a). Then there 
is no further increase until the magnetizing force reaches another higher 
value. These sudden stepped increases in magnetization are due to the 
individual domains becoming progressively oriented from the pattern of 
Fig. 148(a) to the pattern of Fig. 148(c). No known apparatus is suffi¬ 
ciently sensitive to measure these small increments, but they can be 
detected audibly. 

Thus, Fig. 150(5), an iron specimen can be gradually magnetized by a 
coil supplied by a battery through a rheostat R. An exploring coil, also 
wound about the specimen, is connected to a set of telephone receivers 
through an amplifier. As the magnetizing force is gradually increased, 
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a series of “clicks/' or noises, is heard in the receivers. Each click corre¬ 
sponds to the orientation, of a domain as it turns, corresponding to one 
of the steps, Fig. 150(a), so that its magnetic axis turns to coincide with 
the direction of the magnetizing force. Under favorable conditions these 
noises, or clicks, may be heard without an amplifier. 

152. Weber and Ewing Theory. Although the foregoing atom-domain 
explanation of magnetic action is without doubt the correct one, at the 
end of the last century both Weber and Ewing 1 advanced a molecular 
theory which departs but little from it. Weber and Ewing, of course, 
had no knowledge of spinning electrons and domains, so that they 
assumed that the molecules themselves were the unit magnets. Thus 

when a magnet is in a nonmagnetic 
condition, the molecular magnets are 
arranged in the haphazard manner 
shown in Fig. 151(a). When a mag¬ 
netizing force is applied, the molecu¬ 
lar magnets all begin t o be oriented in 
the same direction, Fig. 151(5). As 
the small magnets turn more nearly 
into the direction of the magnetizing 
force, it requires more and more 
magnetizing force to produce a given 
turning moment, thus accounting for saturation. The molecular friction 
of the turning molecular magnets accounts for hysteresis and hysteresis 
loss. 

Although this molecular theory has been superseded, it is remarkable 
how closely it approaches the true one, particularly when the limited 
knowledge of molecular structure which was available at the time is 
considered. 

153. Magnets. If hardened steel or certain alloys of iron, tungsten, 
nickel, and aluminum are subjected to magnetic influences, or magnetiz¬ 
ing forces, such as in coming in contact with an electromagnet or a per¬ 
manent magnet or in being subjected to the magnetizing force produced 
by a coil of wire conducting an electric current, these materials not only 
will become magnetized but will retain indefinitely a considerable propor¬ 
tion of the magnetism imparted to them. Such magnets arc called 
permanent magnets , the properties of which are discussed in considerable 
detail in Sec. 201 (p. 276) et seq. When such permanent magnets become 
magnetized, the domains not only become oriented with the pole axes 
parallel to one another but also become so closely locked in position that 
it requires a high demagnetizing force to unlock them and to cause them 

1 Ewing, J. A. “Magnetic Induction in Iron and Other Metals,” 3d ed., 1900. 
Electrician, London, 1900. Also see footnote, p. 220. 



(b) 


Fig. 151. Weber-Ewing theory of mag¬ 
nets. 
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to assume the random relation to one another which results in the demag¬ 
netization of the magnet. 

When iron or other magnetic material becomes magnetized, either as 
a permanent magnet or as an electromagnet, the magnetic influence, such 
as the ability to attract small pieces of iron or iron filings, becomes local¬ 
ized in two or more different regions on the magnet. Also, the magnetic 
influence emerges from the magnet at one or more such regions and 
returns at one or more other regions. These regions are called the poles 
of the magnet. The region at which the influence appears to emerge is 
called the north, or N, pole of the magnet; the region at which the influence 
appears to enter is called the south , or S, pole of the magnet. These poles 
are readily detected by sprinkling iron filings on the magnet, Fig. 155. 



Fiu 152. Magnetic field alviut a bar magnet. 


Although magnetic influence itself is entirely invisible, its existence can 
l>e portrayed to the eye by lines whose, directions coincide with the direc¬ 
tion in which the magnetic influence is acting and the density of the lines 
can be made proportional to the intensity of the magnetic influence. 
Such magnetic lines are called lines of force and lines of induction . For 
example, in the bar magnet shown in Fig. 152 the magnetic influence is 
represented by lines which are shown to emerge from the left-hand end 
of the magnet and to enter at the right-hand end. In a magnet of the 
general shape shown in Fig. 152, the plane midway between the poles-is 
the neutral zone, or equator, of the magnet. The magnetic lines are not 
necessarily confined to the ends of a magnet, but they may emerge or 
enter at any portion of the surface of the magnet, Figs. 152 and L54i 
Hence, a magnetic pole may be defined as any surface from which magnetic 
lines are emerging or into which magnetic lines are entering . The two poles 
are distinguished by the position which they seek if the magnet is sus¬ 
pended freely. The pole which points north is called the north-seeking 
pole, or north pole for short, and the other pole is the south^seeking pole, or 
south pole. Magnetic lines are assumed to leave the magnet at a north ■ 
pole and to enter it at a south pole. As is shown in Sec. 155, the magnetic 
lines which are continuous, or which form closed loops, Fig. 152, are lines- 
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of induction . It follows that in a single magnet neither a N pole nor a 
S pole can exist alone. Also, all the N poles taken together must be equal 
magnetically to all the S poles taken together. That the N poles and S 
poles of a magnet are equal in strength is substantiated by the fact that 
when a magnet is free to move in a uniform magnetic field, like that of 
the earth, no tendency toward translation has ever been observed. The 
magnet merely tends to align itself in the direction of the field. 

The influence of a magnet extends to a region well outside the magnet 
itself. The region in which magnetic influence exists constitutes the 

magnetic field, the presence of which 
is frequently represented by lines of 
force or lines of induction. The 
entire path through which the lines 
of induction pass is called the mag¬ 
netic circuit. Since the lines of 
induction are continuous, it follows 
that if a bar magnet be broken, N 
poles and S poles appear on each 
fragment, and for each fragment 
the N poles all taken together are 
equal in strength to the S poles all 
taken together. Thus, Fig. 153(b) shows the bar magnet of (a) broken in 
two places. The continuity of the lines of induction causes an 8 pole to 
appear at the broken end of the fragment containing the original N pole 
and an N pole to appear at the broken end of the fragment containing the 
original S pole. The center fragment will also have an N and an S pole, 
as shown. However, the same number of lines of induction does not 
necessarily pass through each of the fragments, so that the N and S poles 
on one fragment are not necessarily equal to those on some other fragment. 

Consequent poles are poles which form on the sides of a magnet rather 
than at the ends. Such poles for a bar magnet are shown in Fig. 154. 
Consequent poles are occasionally found in bar magnets where different 
portions have been rubbed by an N pole or an S pole or when exciting 
coils, acting in opposition, have been placed over the bar. Consequent, 
poles are in reality due to the fact that the bar consists of two or more 
magnets arranged so that two N or two S poles exist in the same portion 
of the magnet. Consequent poles are frequently produced on iron and 
steel bars due to their having come in contact with lifting magnets (see 
p. 244). Also, the recording of sound on steel wires and tapes iB accom¬ 
plished by means of consequent poles that are produced by a small tapered 
pole piece energized by the amplified voice currents. 

Magnetic Figures. If a card be placed over a magnet and iron filings 
be sprinkled over the card, a magnetic figure is obtained. At each point 



r ^ ^ 

L ^ J 

(a) 



Fig. 153. Effect of breaking a bar magnet. 
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the filings set themselves in the direction of the line of force at that point, 
and the resultant figure shows in detail the character of the magnetic 
field. Figure 155 shows the magnetic field due to two bar magnets placed 
side by side, with unlike poles adjacent. Note that the lines of force 
have the appearance pf elastic bands attempting to pull the unlike poles 
together. It is true that unlike poles attract each other, whereas like 
magnetic poles repel each other. 



Fio. 155. Magnetic figure, unlike poles adjacent. 


154. Compass Needle. The compass consists of a hardened-steel 
needle or small bar, permanently magnetised and accurately balanced 
upon a sharp pivot. The north-seeking end, or N pole, points north, 
and the south-seeking end, or 8 pole, points south. The N pole of the 
needle is frequently colored blue or is given some distinguishing mark. 
With the exception of a few magnet needles used for lecture purposes, the 
needle is enclosed in an airtight case f or mechanical protection. Mariner’s 
compasses are mounted carefully upon gimbals, so that they always 
remain level. Upon steel ships, heavy iron balls are placed near the 
compass to neutralise the magnetic effect of the ship itself. 
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By means of the compass needle, the polarity of a magnet is readily 
determined. The *S pole of the compass needle points to the N pole of 
the magnet, Fig. 156. Likewise, the N pole of the compass needle points 
to the pole of the magnet. This action of the compass needle follows 
immediately from the law that like poles repel and unlike poles attract 
each other. This is very useful in practical work, for it enables one to 

determine the polarity of the poles of 
motors and generators and to determine 
whether or not the exciting coils are con¬ 
nected correctly. 

Further, the compass needle always 
tends to set itself in the direction of the 
magnetic field in which it finds itself, the north end of the needle pointing 
in the direction of the lines of force or magnetic lines. This is illustrated 
in Fig. 157. 

156. Lines of Magnetization, Force, and Induction. In See. 153 refer¬ 
ence is made to both “lines of force 7 ' and “lines of induction." The 
existence of the two types of lines, in accordance with a theory evolved 
by Ewing, explains many phenomena which occur with permanent mag- 



1 'iG. 156. Relation of direction 
of compass needle to A T pole. 
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nets, such as the lines of induction emerging from the sides of a bar magnet 
and the difficulty encountered in magnetizing bar magnets whose length 
is short compared with their cross-sectional dimensions. There is some 
disagreement with the theory, but it has long been accepted as offering 
simple explanations of several magnetic phenomena. 

A magnet is considered as being made up of a number of very thin 
filaments, Fig. 158(a), and an inherent magnetizing force exists in each 
filament due to the domains having been brought into alignment by an 
external magnetizing force. Accordingly an N pole is produced at one 
end and a S pole at the other end of each filament. Experiments, as for 
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example with a steel knitting needle, show that in this type of magnet the 
poles exist almost entirely at the ends. Owing to this inherent/magnetiz¬ 
ing force within the filament, lines of magnetization pass within the magnet 
from south to north, Fig. 158(b). The lines of magnetization remain 
entirely within the magnet, ahd were there no free poles at the ends, that 
is, were each filament closed on itself, these lines of magnetization would 
constitute the lines of induction also. 

AC_ 

a --—tv 

(a) Magnet filament and poles at ends 

,, Lines Lines of 

. ioffoive {magnetization 

(b) Magnet filament, lines of magnet¬ 

ization and lines of force 




(d) Lines of magnetization,force and induction 
Fig. 158. Permanent magnetism in bar magnet:. 


However, because of the poles formed at the ends, lines of force leave the 
poles, Figs. 158(a) and (b). The cross section of the filaments is so small, 
however, that practically none of these lines passes back through the 
filament itself. 

Lines of force originate on a N pole and terminate on a S pole and are 
not chsf d lines . This is indicated in Fig. 158(b), in which the solid lines 
are of force, and in Fig. 158(c), which shows roughly the lines of 
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force in and about a bar magnet. The lines of induction within the magnet 
are defined as the vector difference within the magnet of the lines of magnetiza¬ 
tion and (he lines of force . Since the lines of magnetization do not leave 
the magnet, it follows that in the region outside the magnet the lines of 
induction are equal in number to the lines of force. However, with very 
small filaments, Fig. 158(6), the number of lines of force passing back 
through the filament is negligible, so that within the filamentary magnet 
the lines of induction are essentially equal in number to the lines of mag¬ 
netization; outside the magnet the lines of induction are equal in number 
to the lines of force. 

As a bar magnet of substantial cross section is built up by combining 
these filaments, Fig. 158(c), a considerable proportion of the lines of force 
leaving the single N pole formed at the end now pass back through the 
magnet, opposing the lines of magnetization. This reduces the lines of 
induction passing through the magnet. 

Hence, the poles formed at the ends of a magnet are the source of a 
countermagnetizing force which tends to demagnetize the magnet. With 
this theory it is possible to account for the fact that a considerable pro¬ 
portion of the lines of induction leave the sides of the bar magnet, Fig. 
158(d). The force H at any point a is due to the combined effect of the 
N pole at the end of the magnet, which exerts a component of force II Pi 
and the internal magnetizing force H t , which produces the lines of mag¬ 
netization. (The S pole also exerts force at a, but at points near the 
N pole the effect of the S pole is negligible by comparison.) The result¬ 
ant H of H p and H t produces the line of induction <t> at the point a and 
determines its direction. The total lines of induction are closed and have 
the form indicated in Fig. 152. The lines of force are not closed but 
originate at an N pole and terminate at an S pole. Within the magnet 
they are opposed to the lines of magnetization, since the lines of force go 
from north to south. With a long bar magnet, one half the lines of 
induction existing at the middle cross section, or neutral plane, leaves 
through the end surfaces, and one half leaves through the sides. 

Experience shows that as the cross-sectional dimensions of the poles 
become greater in proportion to the length of the magnet, permanent 
magnetization becomes more difficult. 

It follows that the lines of magnetization, which aTe inherent within 
the magnet, originate at the S pole and pass through the magnet to the 
N pole; the lines of force originate at the N pole, pass through the air 
and the magnet, and terminate at the S pole; the lines of induction are 
continuous closed lines, passing outside the magnet from N pole to S pole 
and passing within the magnet from S pole to N pole. 

The distinction of lines of magnetization, lines of force, and lines of 
induction should be kept dearly in mind. 
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The cgs unit of magnetic flux, whether in lines of force or lines of 
induction, isthe maxwell. 1 

166. CGS Electromagnetic System of Units. It is obviously neces¬ 
sary that there be some system of units by which the magnitudes of 
such quantities as the strength of magnetic poles, the magnitudes of elec¬ 
tric currents, voltages, inductances, capacitances, and other electrical 
quantities can be measured. Until 1935 there were three systems of 
electrical units in general use, the cgs electromagnetic system, the cgs elec¬ 
trostatic system, and the practical system. In 1935 the International 
Electrotechnical Commission adopted the mks (meter-kilogramrsecond) 
system, which so far as electrical quantities are concerned is identical 
with the practical system. Magnetic and electrical phenomena manifest 
themselves in several ways, such as the forces exerted between magnetic 
poles, forces acting on conductors carrying current in a magnetic held, 
forces between conductors carrying current, heating effects of current, 
and the dielectric breakdown of air between electrodes due to the applied 
voltage. However, it has been found most practicable to define electri¬ 
cal and magnetic quantities in terms of the mechanical quantities, force, 
work, and power. Force, work, and power are readily defined in terms 
of length L, mass M, and time T. The cgs electromagnetic system* 
based on the centimeter, gram, and second (cgs) as the units of length, 
mass, and time, was first proposed by the British Association for the 
Advancement of Science in 1873 and was adopted by the First Electrical 
Congress at Paris in 1881. 2 

The unit magnetic pole is based on the law of attraction and repulsion 
between unlike and like magnetic poles, which was first proved experi¬ 
mentally by Coulomb* in 1820. By means of a torsion balance, he found 
that attraction or repulsion between point magnetic poles was propor¬ 
tional to the pole strength and inversely proportional to the square of the 
distance between the poles. This is illustrated in Fig. 159. 

In (a) two small N poles of m, m! units strength spaced a distance of 

1 After James Clerk Maxwell (1831-1879), an eminent British physicist who for 
more than half of his brief life held a prominent position in the very front rank of 
natural philosophers. Although be made admirable contributions to the subjects of 
mechanics and heat., his great contributions were in the field of electricity and magne¬ 
tism. His work “Electricity and Magnetism/’ which appeared in 1873, is still con¬ 
sidered to be one of the most outstanding scientific contributions of all time. In it he 
reduced all electric and magnetic phenomena to stresses in a material medium, express¬ 
ing these facts by general mathematical equations. In addition he also deduced the 
electromagnetic theory of light and actually predicted the existence of electromagnetic, 
(radio) waves years before their discovery by Hertz in 1888. He was also the first 
one to develop the theory of the RLC resonant a-c circuit. 

1 Kennelly, Arthur E., “Magnetic Circuit Units/' Trans. A1EE, Vol. 49,p.486, 
1930. 

1 See footnote, p. 29. 
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r cm repel each other with a force of F dynes; in (6) a small N pole of 
m units strength and a small S pole of m' units strength attract each 
other with a force of F dynes. 

In a vacuum, the force between the poles 

p _ m' dynes. (118) 


where p v is a space constant, equal to 1 for vacuum. [(118) also applies 
in air with negligible error.] 

In a medium of permeability Mr, (118) becomes 

F - dynes. (lift) 

Example. Two N poles, one having a strengt h of 500 units and the other a strength 
of 150 units, are placed a distance apart of 4 in. in air. Determine the force in grams 
acting between these poles and the direction in which the. force is acting. 


4 in. ■» 4 ■ 2.54 =» 10.16 cm. 


Applying (118), 


F 

726.6 

981 


500 ■ 150 
" (10.16)* 

* 0.7407 g. 


75,000 . 

" Tom = <26 ' 6 tlyne8 - 

Poles repel each other. 


Ant. 


If in (118) the two poles are of equal strength, are spaced 1 cm apart, 
and the force is 1 dyne, m — m' = 1. Hence, under these conditions 

m and m' are unit cgs poles. Accordingly, 
the unit cgs pole is defined as follows: 

A unit cgs magnetic pole is one of such 
strength that if placed at a distance of one 
centimeter in a vacuum from a like pole of 
equal strength will repel it with a force of one 
dyne. Pole strength is measured by the 
number of such unit poles to which the pole 
is equivalent. The dimensions of pole 
strength in terms of length L t mass M , time 
T may be determined from (119). First, 
force F = Ma = Mv/t = MLT ~ 2 , where 
a is acceleration in centimeters per second per second and v is velocity 
in centimeters per second. Hence, from (119), making m f = m, and 
letting m = M«Mr, where ti v is the permeability of evacuated space, which 
is taken as unity in the cgs electromagnetic system, 

= m 1 



(a) Repulsion 
m m 9 



(b) Attraction 


Fig. 159. Repulsion and attrac¬ 
tion between magnetic poles. 


MLT ~* 



MAGNETISM AND PERMANENT MAGNETS 213 

Foie strength, defined in terms of length, mass, and time, then becomes 
m * maxwells. (120) 

In the cgs electromagnetic system, L is given in centimeters, M in 
grams, T in seconds. 

157. Field Intensity* It is stated that the force at a point acting on a 
magnetic pole in a magnetic field is proportional to the density of the 
lines of force at that point. Unit field intensity is defined as the field 
strength which will act on a unit pole with a force of one dyne. One line 
of force perpendicular to and passing through a square centimeter repre¬ 
sents unit field intensity. Field intensity is given in dynes per unit pole 
and is represented by the symbol H. 

In 19&0, the International Electrotechnical Commission assigned the 
name oersted to the unit of field intensity in honor of Hans Christian 
Oersted 1 of Copenhagen, who in 1819 showed that a magnet tends to 
place itself at right angles to an electric current (Sec. 109, p. 228; also see 
p. 255). 

If a pole of m units be placed in a field of intensity H, the force acting 
on this pole is 

F = m • H dynes. (121) 

A pole placed in such a field must be of such small strength that it 
will have no appreciable disturbing effect on the magnetic field. 

Example. When a small pole having a strength of 25 unit poles is placed in a 
magnetic field, it is acted on with a force of 200 dynes. Determine the field intensity 
at this point. 

The force per unit pole 

H ■■ 200 + 25 = 8 dynes per unit pole, or 8 oersteds. Ans. 

It also follows that the density of the lines of force, taken for an area perpendicular 
to the direction of these lines, is 8 lines per square centimeter, or 8 gauss (see Sec. 
158). 

Example. A total flux of 200,000 maxwells exists in air between two parallel 
pole faces, each 8 cm square. The field is uniform. Determine the force in grams 
acting on an N pole having a strength of 100 cgs units, when placed in this field. 

Flux density * 200,000/(8 ■ 8) * 3,125 maxwells per sq cm, or 3,125 gauss. Being 
in air this value of flux density is also equal numerically to the field intensity H . 

F - m H « 100 ■ 3,125 - 312,500 dynes. 

312,500 + 981 * 318.6 g. Ails. 

158. Flux Density and Pole Strength. Flux density is the number of 
maxwells per unit area taken perpendicular to the induction^ In free 

1 Hans Christian Oersted (1777-1851), a Danish physicist who at first studied 
medicine but in 1806 was appointed professor of physics at the University of Copen¬ 
hagen. In 1829 he became director of the Polytechnic of the same city and in 1850 
privy councilor. His outstanding works were the establishment of the intimate 
interrelations of electricity, "galvanic” currents, and magnetism. 
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Total fines* 4ir Maxwells 


"Unih N-pole 


space, flux density and field intensity are the same numerically, but 
within magnetic material the two are quite different. The two should 
not be confused. The cgs unit of flux density (one maxwell per square 
centimeter) is the gauss. x 

By definition, the force exerted by a unit pole upon another unit pole 
at centimeter distance in air is one dyne. The field intensity on a spheri¬ 
cal surface of one centimeter radius 
and with a unit pole at its center must 
then be unity and can be represented 
by one line per square centimeter over 
the entire spherical surface, Fig. 160. 

Since there are 4 t sq cm on the sur¬ 
face of a sphere of 1 cm radius, each 
unit pole must have 4*-, or 12.57, max¬ 
wells leaving it. 4 Figure 160 repre¬ 
sents a portion of a spherical surface 
of 1 cm radius and shows the passage 
of 1 maxwell through each square 
centimeter of surface, each line origi¬ 
nating in the unit N pole. This also 
explains the appearance of the 4r term encountered so often in magnetic 
formulas: 4xm lines of force leave a N pole having a strength of m units. 

Consider a bar magnet with a cross section of A sq cm, Fig. 161, having 
magnetic poles of m units strength at each end. The intensity of mag¬ 
netization, or the number of unit poles per unit area at each end, is 


Radius of sphere 
I cm 



4# Maxwells 


Fig. 160. 
pole. 


Lines of force leaving unit N 


j unit poles per sq cm. 


( 122 ) 


1 After Karl Friedrich Gauss (1777-1855), a German mathematician and 
astronomer, who was director of the Gottingen Observatory from 1807 until his death. 
He became much interested in the study of the earth’s magnetism and in conjunction 
with Weber invented new apparatus for its measurement, apparatus of the same type 
being still in use. In 1833, with Weber’s assistance, he erected a magnetic observatory 
at Gottingen almost entirely free from iron, where he made many valuable magnetic 
observations of the earth's magnetism. He wrote a large number of papers on mathe¬ 
matical and magnetic subjects. His work resulted in a number of important contribu¬ 
tions to the knowledge of magnetism. 

1 Obviously the magnetic flux does not leave in individual lines but oocupies the 
entire field, filling it uniformly if the field is uniform. The actual condition is repre¬ 
sented by tubes of force (an expression originated by Pars day, p. 326), the axis of each 
tube coinciding with the direction of the field. With the unit pole, there would be 4ir, 
or 12.57, tubeB of force. Each tube is represented by a single line at its axis as in Fig. 
160. The conception of tubes of force explains the possibility of the fractional 0.57 
tine. At the surface of a sphere of unit radius, the cross-sectional area of each of the 
12 tubes of force is 1 sq cm, and the area of the remaining tube of force is 0.57 sq cm 
(4r — 12.57). In air or vacuum, tubes of induction would coincide with the tubes 
of force. 
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Since 4wm maxwells must either leave or enter the magnet at each pole, 
the total flux at the center zone of the magnet is fa + farm maxwells, 
where fa is the flux which would exist in space were no magnetic material 
present. Using (122), the flux density 

B - B 0 + fare gauss. (123) 

Practically, B 0 is almost always negligible compared with fare , and 
(123) may be written 

v. B = fare gauss. (124) 

Example. A cylindrical bar magnet is 20 cm long and has a diameter of 0.5 cm. 
The N and S poles at the ends have a strength of 40 cgs units. Determine: (a) inten- 

A sq cm \ \ 

l 47rm Maxwells ,V# 

v <- 

m unit poles m unit poles 

Fig. 161. Flux density and pole strength. 

sity of magnetisation; ( 6 ) flux density at surface of a sphere having a radius of 2 cm 
and its center at either pole, assuming point poles; (c) force on a pole of 8 units strength 
at surface of the sphere; ( d ) flux density at center zone of bar magnet. 

(а) Cross section of magnet is | (0.5)* =® 0.196-1 sq cm. 

From (122), e ** 40/0.1064 -* 203.7 unit poles per sq cm. Ana . 

( б ) Total maxwells leaving N pole » 40 • 4r = 502.7. 

Area of surface of sphere =* 4 jt(2 ) 2 *= 50.27 sq cm. 

502 7 

Flux density = 59^7 “ 1A-0 gauss. Ana. 

(c) Field intensity is 10.0 oersteds. 

From ( 121 ), force on pole of 8.0 units, F — 8.0 • 10 = 80.0 dynes. Ana. 

( 1 d ) From (124), B - 4* ■ 203.7 - 2,561 gauss. Am. 

Note that (c) can be solved using (118). 

F * ~~~ * dynes {check). 

A study of Fig. 160 explains why the force between point poles varies 
inversely as the square of the distance, as given in (118) and (119). The 
area of the surfaces of spheres having their center at either magnetic pole 
varies as the square of their radii. Hence, the density of the lines of force 
intercepted by each sphere must vary inversely as its area and hence 
inversely as the square of its radius. Thus the field intensity produced 
by a point pole varies inversely as the square of the distance from the pole. 

159. Induced Magnetism. If a magnet is brought near a piece of soft, 
nonmagnetized iron* the piece of iron becomes magnetized by induction. 
If the N pole of the magnet is brought near the soft iron, an S pole is 
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induced in that part of the iron nearest the inducing magnet, and if the 
S pole of the magnet is brought near the iron, an N pole is similarly 
induced. This is illustrated in Fig. 162(a). 

The reason why an A r pole induces an S pole and an S pole induces an 
N pole is illustrated in Fig. 162(6). The lines of induction which leave 
the N pole of the bar magnet will concentrate in the soft iron, because 
iron permits the passage of magnetic lines far better than air does. Since 

the magnetic lines which leave the 
N pole of the bar magnet must 
enter the soft iron at the end which 
is adjacent to the N pole of the 
bar magnet, an S pole is formed 
at that end of the soft-iron bar 
which is adjacent to the N pole of 
the bar magnet. As lines of mag¬ 
netic induction are continuous, 
they must also leave the soft-iron 
bar, and they do so at the end 
which is more remote from the 
magnetizing N pole. Hence an 
N pole is formed at the more 
remote end of the soft-iron bar. 

The inducing N pole attracts 
the induced S pole and repels the 
induced N pole on the soft iron. As the induced S pole is nearer to the 
inducing pole, attraction predominates. 

It is sometimes noticed that if a comparatively weak N pole be brought, 
into the vicinity of a strong N pole, attraction between the two results, 
rather than the repulsion which might be expected. This is no violation 
of the laws governing the attraction and repulsion of magnetic poles but 
is due to the fact that the strong N pole induces an S pole which over¬ 
powers the existing weak N pole and hence attraction results. In this 
way it is easy to reverse the polarity of a compass needle by holding one 
end close to a strong magnetic pole of the same polarity. 

160. Law of Magnetic Field. The magnetic field always tends to con¬ 
form itself so that the maximum amount of flux is attained. ThiB offers 
further explanation of the attraction of iron to poles of magnets. The 
iron is dra\?n toward the magnet so that the magnetic lines may utilize 
the iron as a part of their path, since iron conducts these lines much 
better than air. This is illustrated by the action of a horseshoe magnet 
in attracting an armature to its poles. As the armature is drawn toward 
the poles the return path through the air is materially shortened, so 
that the number of magnetic tines is materially increased. The maxi¬ 
mum flux exists when the armature is in contact with the poles. 
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161. Force Due to Distributed Pole. It is already shorn) that 
Coulomb’s law, which states that the force between magnetic poles 
varies inversely as the square of the distance (Eqs. (118) and (119)], 
assumes that the poles are concentrated at points. Usually, however, 
magnetic poles are distributed over surfaces of considerable area and 
under these conditions Coulomb’s inverse-squares law 7 does not apply to 
the pole as a whole. To find the effect of the entire polar surface, the 
law of inverse squares must be applied to 
the poles of differential area or to the 
point poles, which make up the polar sur¬ 
face. The effect of the entire polar sur¬ 
face can then be obtained by integration. 

The field intensity at any point on a per¬ 
pendicular erected at the center of a 
circular magnetic pole can be easily 
determined. Thus, Fig. 103 shows a bar 
magnet having a radius of R cm and an 
intensity of magnetization of a unit 
magnetic poles per square centimeter. 

Since field intensity is measured by the 
dynes per unit pole, a unit pole is shown 
at P on a perpendicular erected at the 
center of the polar surface and h cm dis¬ 
tant from it. 

An annular ring of r cm radius and dr 
cm radial width is draw T n. Let do be a 
differential angle. Then the differential area in the ring intercepted by 
the angle dd is r do dr sq cm, and the differential pole strength is <rr d6 dr 
unit, poles. The force dF at P due to the differential pole is or dd dr/Z* 
dynes. The component dF' along the perpendicular h is dF cos a dynes. 

The component dF” perpendicular to dF’ will be balanced by an equal, 
but opposite component due to the differential area diametrically opposite 
to the one under consideration. Hence, all such comp onents c ancel one 
another. Noting that Z* = h 2 4* r a , and cos a — h/\fh ?+ r 2 , the total 
force due to the magnetized surface, 



Fig. 163. Field intensity on axis of 
bar magnet. 
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F *= 2rtr (1 — cos 0) dynes, 

whereas is the angle subtended by the radius of the circular pole. 


(125) 

(126) 
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Example . In the example, p. 215, determine the force due to the N pole at a 
point P outside and on the axis of the magnet, 0.5 cm from the N pole. 


cos 0 — 


-40/[j(0.6)*] - 203.7 unit poles per Bq cm; 
- 0.8945; 


0.5 


VK0.25) 1 + (0.5) 1 

F - H — 2ir ■ 203.7 (1 — 0.8945) — 135.0 dynes per unit pole or oersteds. Ana. 


162. Force between Magnetized Parallel Surfaces. By means of 
(125) it is possible to compute the force acting between magnetized sur¬ 
faces, provided that either the distance between such surfaces is small or 
the surface areas are so large that a substantially uniform field exists 
between the surfaces. First, it should be pointed out that magnetic 

lines are essentially normal to mag¬ 
netized surfaces such as those of 
iron, when they either enter or leave 
the air. Otherwise there would be 
a component of magnetic force tan- 
vtr ynes gent j a | sur face. Usually, 

except under highly saturated con- 

Fio. 104. Force of attraction between ditions, such tangential components 
parallel maimeti.ed Hurfaces. are neg l igib l e> 

In (125), let h approach zero, bringing unit N pole P very close to the 
magnetized surface. The angle 0 in (126) approaches ir/2, or 90°, as a 
limit, and F = 2ira dynes. P is so close to the surface that the magnetic 
lines are normal. Next, let R approach infinity, h remaining finite. 
Under these conditions the fringing of the magnetic flux at the edges of 
the surface is so far removed that it has no effect on the region under 
consideration. Under these conditions the field where the point P is 
located must be uniform, and (125) and (126) become 



F — H oersteds. (127) 

Now consider two magnetic poles of opposite polarity having parallel 
surfaces of equal area separated by a short air-gap, d cm in length, Fig. 
164. The area of each pole face is A sq cm, and the magnetization is 
uniform over the two pole faces. Let the number of unit poles per square 
centimeter of each surface be a. If the length of air-gap d is small com¬ 
pared with the length and breadth of the poles, the lines of force between 
the surfaces may be considered as straight, parallel, and uniformly dis¬ 
tributed, except for a small number of lines at the edges of the poles. 

P is a unit N pole in the field. The force acting on such a unit pole 
must be 2xv dynes due to each pole, or each magnetized surface, so that 
the total force, or field intensity, 


H — 2xxr + 2 tt <7 — 4ir a oersteds. 


( 128 ) 
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(128) may be verified, since from Eq. (126), B = 4 m gauss, which is equal 
numerically to the field intensity H . The field intensity H in (128) is 
independent of the position of the pole P since this field everywhere in 
the gap is uniform (except at the edges). 

Now consider the unit pole p as placed on the surface of the N pole. 
The S pole will attract it with a force of 2ra dynes. However, there are 
a unit poles in each square centimeter of the N pole. Hence, the S pole 
will exert a force of 2w«r 4 dynes on each square centimeter of the N pole. 
Therefore, the total force exerted by the S pole on the N pole must be 


F = 2vcr 2 A dynes. 

(129) 

Since the flux density B = H = 4ro- (numerically), 


F = 2 to 1 A = vl dynes 

(‘30) 

where B = maxwells per sq cm, or gauss. 

Also, since 981 dynes = 1 g force, the force 


i? B * A i 

F 24.64 kg ' 

(131) 


if B is expressed in kilomaxwells per square centimeter . 
maxwells per square inch and A in square inches, 


B 2 A 

72,130,000 


If B is expressed ih 


(132) 


Example. The iron core of & solenoid is 2 in. diameter, and a uniform flux of 200,000 
lines passes from the end of the core into an iron armature of equal area. Determine 
the force of attraction in pounds between the core and the armature. 


A 

B 

F 


J(2) a - 3.142 sq in. 

— 63,650 maxwells per sq in. 


63,650* • 3.142 
72,130,000 


176.5 lb. Ana. 


Stored Energy. If, in (130), the surfaces are permitted to move toward 
each other a distance of 1 cm, the work done would be B 2 A/ Sir ergs. 
Hence, it follows that the energy stored per cubic centimeter in air is 

W - £ ergs. (133) 


MKS SYSTEMS 

193. Meter-Kilogram-Second (MKS) System. In Sec. 156 (p. 211) 
it is pointed out that until 1935, when the mks system was adopted by 
the IEC, there were three systems of electrical units in general use 
' Inherently it is difficult to devise a system of electrical units which come 
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within the range of practical magnitudes (such as the volt, ampere, watt) 
and which at the same time are based on physical units whose magni¬ 
tudes adapt them to practical usage (such as the meter, kilogram, and 
second) [see Eq. (120), p. 213]. For example, in the cgs electromagnetic 
system the unit of potential difference is only 1/10“ the magnitude of the 
volt, and the unit of resistance is only 1/10 8 the magnitude of the ohm. 
Maxwell pointed out that a dimensional system having the unit of length 
10 “ cm and the unit of mass 10“ 11 g could be the basis of the practical 
system, but the magnitudes of these units obviously deviate so far from 
those which are in common usage that the system would be impracticable. 
In 1901 G. Giorgi of Italy showed that if the permeability p v of evacuated 
space be taken as 10~ 7 , a practical system of units having the meter as 
the unit of length, the kilogram as the unit of mass, and the second as 
the unit of time is possible. In 1904 Ascoli, a colleague of Giorgi, pointed 
out that with the unit of time the second, there are innumerable practical 
systems which need only follow the rule 21 + m — 7, where 10' cm is 
the unit of length and I0 m g is the unit of mass. Then in Maxwell’s 
system 2 ■ 9 — 11 = 7 and in Ciorgi’s system 2 2+3 = 7. 

The Giorgi system is the basis of the mks system adopted by the I EC 
in 1935. Although basic quantities, the meter, the kilogram, and the 
second have magnitudes that adapt them to practical use, it is necessary 
that density be 1 kg per cu m, which is 1/1,000 that of water. 

At present there are two mks systems, the unrationalized and the 
rationalized. In the unrationalized system 4 ir webers 1 leave or enter 
each unit pole, the mmf is 4mV7, where NI is ampere-turns, and 
the permeability of evacuated space is = 10~ 7 . In the rationalized 
system, 1 weber leaves or enters each unit pole, and the unit of mmf is 
the ampere-turn. In computing the force between point poles, permea¬ 
bility must be taken as (4 t)* 10~ 7 , as in Eq. (130). On the other hand, 
in computing the reluctance or permeance of a magnetic circuit a value 
ixv = 4 ir ■ 10" 7 must lie used [see Eq. (187), p. 273]. With either system 
the permeability of magnetic materials, Mr, called relative permeability , is 
a number. There is no agreement as to which system is standard. On 
account of the convenience in using the ampere-turn as the unit of mmf, 
the rationalized system appears to be more commonly used. In the text 
examples will be given using both the unrationalized system and the 
rationalized system. 

1 The weber ia the mks unit of magnetic flux = 10* maxwells. It is named after 
Wilhelm Eduard Wober (1804-1891), a German physicist, who for most of bis life 
occupied the chair of professor of physics at Gottingen. He showed, as did his col¬ 
league Gauss for magnetic quantities, that electrical quantities could berdefined abso¬ 
lutely in terms of length, mass, and time. He also conducted researches in magnetism 
and invented a system of electromagnetic telegraphy. 
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It should he pointed out that and \l v * are quite different physically 
from Hr. Hv and h* are space constants and correspond to the gravitational 
constant; is a property of magnetic materials and is dependent on the 
mmfs of the spinning electrons. 

The inks system also requires a new unit of force. This unit is equal 
to 10* dynes, or one joule per meter, and is called the newton. 1 

164. MKS Magnetic Poles. The relation of the mks unit magnetic 
pole (unrationalized) to the cgs unit magnetic pole is readily determined 
from Eq. (118) (p. 212). Consider two unit mks poles m' f m' f spaced 1 
meter apart in free space. From definition the force acting between the 
two poles is 1 newton. That is, 

wj / 2 

F = = 1 nevvton - (!) 

Now determine the number of cgs unit poles which, with the same 
spacing, will be repelled with the same force of 1 newton or 10* dynes. 


10 * = 


m 

mUTi W 


Dividing (II) by (I), noting that = 10" 7 and h = 1, 
~ = 10 16 , or m — 10 8 m'. 

m ' 2 1 


(ID 


(134) 


That is, it requires 10 s cgs unit poles to produce the same force as 
1 mks unrationalized unit pole, so that the mks pole must have a magni¬ 
tude 10 8 that of the cgs unit pole. The factor 10 8 is also the ratio of 
the magnitude of the weher to the maxwell. 

It follows, since 4 *magnetic lines must leave or enter each unit pole, 
that the weber, the mks unit of flux, must have 10 8 the magnitude of the 
maxwell, the cgs unit of flux. 

1 After Sir Isaac Newton (1G42-1727), English natural philosopher, born at Wools- 
thnrpe. At the age of fourteen he was taken from school to assist on his widowed 
mother’s farm, but he occupied himself with mathematics rather than farm work. 
Through the good offices of his uncle, he was enabled to attend Trinity College, Cam¬ 
bridge University, from which he graduated in 1665. He was elected a fellow in 1667 
and Lucasian professor of mathematics in 1669. He discovered what is now the binomial 
theorem and was an originator of differential and integral calculus. He did much to 
promote the theory of light and color and developed lenses and eyepieces for telescopes, 
and also the reflecting telescope, in which there is no chromatic aberration. His proof 
that the planets and stars could be treated as points with their masses concentrated at 
their centers and his development of the laws o! mechanics and their applications to 
the motions of celestial bodies were his other outstanding contributions. He was 
president of the Royal Society for a number of years, was appointed Warden of the 
Mint, and in 1705 was knighted by Queen Anne. 
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The force acting between poles of M ,, M * units strength is 


v _ M l M i 
F mS* 


newtons. 


( 135 ) 


Example. An inks point pole has a strength of 10~ 4 mks unit poles ( — 10,000 cgs 
unit poles). Determine force in newtons on (a) a point mks pole of 1.5 - 10~* unit 
poles at a distance of 10 cm; (b) on a point mks unit pole at same distance. 

(a) Using (135), 


F 


(1 - 10“ 4 )(1.5 vlO- 4 ) 
10 - 7 ( 10 - 1 )* 


15 newtons. An*. 


(&) F 


10~ 4 ■ 1 
10- T (10->)* 


10 5 newtons. An*. 


(This also gives the field intensity in ampere-turns per meter. That is, H = B/n v .) 
Since 4ir - 10~ 4 weber must come from the pole and the area of the spherical surface 
with 10 cm radius is ^(lO'' 1 )* sq m, B (4ir ■ 10" 4 )/4ir(10 -1 )* * 10 _1 weber per sq m. 
Hence H — 10~*/10“ Y =* 10* amp-turns per m. 

Example. Determine in unrationalized mks units the force on a unit pole on the 
axis of a cylindrical magnet, Fig. 163, 0.5 cm from the end, ns is done in Sec. 161 
(p- 217). 

The equation will be identical with (126) except that n r will appear in the denomina¬ 
tor. The force will be in newtons. The number of unit mks poles is 40/10* = 4 ■ 10“ 7 . 
The intensity of magnetization, 


4 ■ 10 -7 

' ' fr74) (0.5 ~ l<Ffo “ 2 037 10 ‘‘ P° le pcr sq m - 

F . - (1 - 0.8945) 

— 1.350 ■ 10* newtons per unit mks pole. An*. 
** 1.350 ■ 10" 1 newton per unit cgs pole 

— 1.350 - 10* dynes per unit cgs pole (check). 


166. Rationalized MKS System. It has long been considered advan¬ 
tageous that the mmf be expressed by ampere-turns, NI, rather than 
by 4 rNI as in the unrationalized system. In order that with a given 
number of ampere-turns the flux may be the same, it is necessary that 
lirp v = 4ir • 10~ 7 = nv* be used rather than pr } as is demonstrated in Sec. 
198 (p. 273). It is shown (p. 220) that in the rationalized system only 
1 weber enters or leaves a unit pole. Hence, the rationalized unit pole 
has only l/4ir the magnitude of the unrationalized unit pole. The equa¬ 
tion for the force between poles in free space becomes 


Mi Mi _ = M±M_l 

4t 4 4ir • HvR 2 Attp/R 2 


6.329 • 10 4 


Mi M 2 

R * 


newtons. (136) 


Example. Solve (a) in the first example, Sec. 164, using rationalized mks poles. 
10“ 4 unrationalized poles are equal to 4* ■ 10~ 4 rationalized poles; 1.5 ■ 10“ 4 unration¬ 
alized poles are equal to 4r • 1.6 • 10“ 4 rationalized poles. 

Using (136), 

„ (4ir • 10 r_4 )(4r • 1.5 • 10“*) 
p ~ ' ~ (4.) i i(y- 7 ■ (io~‘)* ~ 15 nwt0M - Ant - 
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Example . Solve the second example, Sec. 164, using rationalised mica poles at the 
end of the magnet and a rationalized unit pole. 

40 

The number of rationalised inks poles is ( 10 8 /4x) “ 

(7/ 4)00.5 1 10^» y ‘ 0M6 ° P° le P® “> m ' 

Using Eq. (126) converted to the inks rationalized pole, 

„ _ 2mr „ /2 t ■ 0.2560 ■ 10 T \ „ 

F “ (4»)*10 - 7 ^ C0> ® (dir ) 1 ) (1 0>894 ® 

1.075 - 10 4 newtons. An a. 

F' * *■ 1.350 * 10 " 1 newton per unit cgs pole 

— 1.350 ■ 10* dynes per unit cgs pole {check). 

166. Permanent-magnet Materials (Steel). Permanent magnets de¬ 
pend for their operation on the ability of steel and other magnetic alloys 
to retain a substantial proportion of the magnetic flux which has been 
produced in them by some external magnetizing force. Permanent mag¬ 
nets not only must retain their magnetism after the magnetizing force 
has been removed but also must maintain it when used in connection 
with air gaps, soft-iron pole pieces, and other parts of magnetic circuits 
to which they may be required to supply magnetic flux. The properties 
of magnetic materials which account for permanent magnetism are dis¬ 
cussed in Secs. 148 and 150 (pp. 196 and 200). It is pointed out that 
magnetism is produced by the turning of the domains by some external 
magnetizing force so that their individual magnetic poles act in the same 
direction. The domains which are most difficult to turn are, however, 
most valuable in producing permanent magnets in that it is difficult to 
force them from their locked positions. Referring to the portion of the 
hysteresis loop shown in Fig. 149 (p. 202), when the magnetizing force is 
removed, that is, when H is reduced to zero, a large number of the 
domains remain locked in position, producing the remanence B r given by 
the ordinate od. The magnetic flux can be brought to zero only by the 
application of a coercive force H c — of. The application of the coerci ve 
force H Ct however, does not destroy all the magnetism, for if the coercive 
force is removed, positive magnetism will appear again as is indicated by 
the ordinate od f . 

The entire performance of permanent magnets is given by the portion 
of the hysteresis loop lying in the second quadrant, such as def r Fig. 149, 
which often is called the demagnetization curve. The area of this part of 
the hysteresis loop to scale divided by 4ir gives the magnetic energy in 
fcrgs per cubic centimeter stored in the magnet. This area, in general, 
is the criterion of the suitability of permanent-magnet materials, although 
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as is shown later (p. 276 el seq.), some applications require higher degrees 
of remanence and others higher degrees of coercive force. 

In the early days, carbon tool steel was used for permanent magnets. 
This was followed by tungsten steel, the cobalt-chromium alloys, and 
last by the Alnico alloys. The permanent-magnet characteristics of the 
Alnicos are so far superior to those of all alloys that had heretofore devel¬ 
oped that they have almost entirely superseded these earlier alloys. 
Since an understanding of permanent-magnet phenomena requires a 
knowledge of electromagnetism, the detailed description of the materials, 
their properties, and the operation of the magnets is given in Chap. VIII 
(p. 270 ei aeq.). 

167. Applications. As is already stated, the discovery and develop¬ 
ment of the Alnico alloys have extended many times the applications of 
permanent magnets and in many cases have revolutionized the design of 
apparatus. Many devices employing the older magnetic materials have 
been redesigned to become more compact and usually more efficient. In 
many applications, permanent magnets have replaced electromagnets, 
with the advantages of eliminating the exciting coil and the connecting 
leads, which frequently involve sliding contacts. Also, permanent mag¬ 
nets do not consume energy, and there is no heating. The use of Alnico 
magnets in electrical instruments is described in Chap. V (see Figs. 103 
and 104, pp. 152 and 153). 

The ignition magneto is an example of making the design compact and 
efficient. It will be remembered that with the older magnets the mag¬ 
netism was supplied by several large horseshoe magnets, which formed a 
compound magnet. In Fig. 165 is shown a modern ignition magneto in 
the design of which advantage is taken of the strong magnetic fields pro¬ 
duced by Alnico magnets. Two Alnico bar magnets are inserted in the 
soft-iron magnetic circuit as shown. A primary and a secondary coil are 
used on the yoke. When the soft-iron armature is in the position shown, 
the flux goes through the yoke and hence through the coils from left to 
right. When the armature turns 90°, tracing the path of the flux will 
show that it now goes through the yoke, and hence the coils, from right 
to left. Hence, the coils are linked by an alternating flux which, with 
assistance by the interrupter, induces a high-voltage emf in the secondary 
which is supplied to the spark plugs. 

There are many advantages in using permanent magnets for magnetic 
chucks, such as there being no necessity for a d-c power supply, the 
absence of exciting coils, connecting leads, slip rings if the chuck is a 
rotating one, and there being no heating which may change the shape 
and dimensions of the workpiece. In Fig. 166 is shown one form of mag¬ 
netic chuck as manufactured by the Brown and Sharpe Company. The 
permanent magnets A, A, are in contact with a soft-steel bottom plate Y 
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which acts as a yoke. Between each two permanent bar magnets A t A , 
there is a soft-steel conductor bar B which acts as a return path for the 
magnetic flux, as indicated. On top of each permanent magnet and each 
conductor bar there is a soft-steel pole piece P which has the same cross 
section as the magnet or conductor bar with which it is associated. 

These pole pieces have considerable length in the direction perpendicu¬ 
lar to the paper and so are actually bars, and they are integrated into a 
solid faceplate by being held together with a nonmagnetic metal. The 
spaces between the pole pieces are also filled with the nonmagnetic metal, 
so that the faceplate surface is smooth and continuous. The design in 



which intermediate soft-steel conductor bars are used rather than another 
set of magnets, but with reversed polarity, has two advantages. The 
permanent magnets can all be magnetized in their operating positions by 
placing the chuck between the N and S pole pieces of a powerful electro¬ 
magnet. This would not be possible if all permanent magnets were used 
since consecutive magnets would need to have N, *S, N poles at the top 
and S r N, S poles at the bottom. Moreover, the permeability of the 
soft steel is much greater than that of the Alnico magnet material so 
that the cross section of the conductor bars may be made much less than 
that of the magnets, making the chuck much more compact. (The 
importance of magnetizing the magnets in operating position is belter 
understood after reading Sec. 204, p. 281.) 

Figure 166(a) shows the chuck in the holding position. It will be noted 
that the flux passes from the magnets through the pole piece and thence 
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through the workpiece, holding it firmly. The method of releasing the 
work is shown in (b). The faceplate is slid laterally a short distance so 
that the soft-iron pole pieces P now bridge each gap between the magnets 
and conductor bars. The flux is now shunted, or diverted, from the 
workpiece, which is easily removed. 

Another method, whereby the work is held and released by the rota¬ 
tion of the permanent magnet, is shown in Fig. 166(c). A permanent 



(a)-On (b)-Off 


Permanent-magnet chuck 


~ Work piece .I 


'7 

Non-magnetic - 


J ! 

metal 



'Polepiece IP)'' 
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- Permanent magnet 
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.^Bottom plate . f 

1 1 


\ 3 t_-1 


(c) (d) 



Rotatable permanent magnetic chuck 
Fig. 106. Permanent-magnetic chucks. (Brawn and Sharpe Company.) 


magnet with two cylindrical surfaces A can be rotated between the soft- 
steel pole pieces P . Figure 166(c) shows the chuck in the holding posi¬ 
tion. The flux goes through the workpiece placed on top of the pole 
pieces, holding it firmly. In order to release the work the magnet is 
turned 90°, as shown in (d). This causes the pole pieces of the magnet 
to become Bhort-circuited by the soft-iron pole pieces, diverting the flux 
from the workpiece and permitting its release. Should there be some 
residual magnetism, or remanence, which still holds the workpiece, the 
magnet can be turned slightly beyond 90°, as shown in (e), sending a 
small reversed flux through the workpiece, thus releasing it. 

A chuck may be made by assembling a number of such units and gear¬ 
ing together the rotating magnets. Brown and Sharpe Company manur 
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factures a single unit to make a magnetic block for holding gages onto 
iron blocks, bedplates, etc. 

168. Magnetic Shielding. There is no known insulator for magnetic 
flux. No appreciable change in the flux or in the pull of a magnet is 
noticed if glass, paper, wood, copper, or other such nonmagnetic material 
be placed in the magnetic field. ^However, it is often desirable to shield 
galvanometers and electrical measuring instruments from the earth's field 
and from stray fields due to generators, conductors carrying currents, etc. 

Instrument h be screened 
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Fig. 167. Magnetic shielding. 

This is done by surrounding the instrument with an iron shell, Fig. 167. 
This shell by-passes practically the entire flux and thus prevents it from 
affecting the sensitive portions of the instrument. The smaller the open¬ 
ings in the shell, the more effective the screening. Three or four shells, 
with air spaces between, are found to be more effective than one shell of 
the same total thickness. Such shells, however, are used only in screen¬ 
ing the most sensitive galvanometers. 

It should be emphasized that perfect screening by this method cannot 
be attained since there is always an air path in parallel with the iron path 
of the shell. However, it is usually possible to reduce the stray field 
within the shell to a negligible value. 























CHAPTER VII 
ELECTROMAGNETISM 


169. Magnetic Field Surrounding a Conductor. It had long been 
suspected that some relation exists between electricity and magnetism, 
but it remained for Oersted, in 1819, to show that this relation not only 
exists but that it is a definite one. 

If a compass be brought into the neighborhood of a single conductor 
carrying an electric current, the needle deflects, indicating the presence 



Fig. 188. Magnetic field surrounding a cylindrical conductor. 


of a magnetic field. It is further observed that the needle always tends 
to set itself at right angles to the current. When it is held above the 
conductor, the needle points in a direction opposite to that which it 
assumes when held beneath the conductor. Further investigation shows 
that the magnetic flux exists in circles about the conductor (if there is no 
other magnetic field in the vicinity), as in Figs. 108,169, and 170. These 



Fig. 169. Lines of flux 
surrounding a cylin¬ 
drical conductor* -cur¬ 
rent inward. 



Fig. 170. Lines of flux 
surrounding a cylin¬ 
drical conductor—’cur¬ 
rent outward. 


circles have their centers at the axis of the conductor, and their planes 
are perpendicular to the conductor. If the current in the conductor be 
reversed, the direction in which the compass needle is deflected will also 
reverse, showing that the direction of this mapetic field depends on the 
direction of the current. The relation between the two is shown in Fig. 
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168. The fact that the magnetic flux exists in circles perpendicular to 
the conductor explains the reversal of the direction of the compass needle 
when moved from a point above the conductor to a point beneath it, 
since the direction of the field above the conductor must be opposite to 
that beneath the conductor. This is illustrated in Figs. 169 and 170. 1 
Also, if a cylindrical conductor carrying current is brought vertically 
downward through a sheet of cardboard, iron filings sprinkled on the 
cardboard form circles concentric with the conductor. 

170. Relation between Magnetic Field and Current. A definite rela¬ 
tion exists between the direction of the current in a conductor and the 
direction of the magnetic field surrounding the conductor. There are 
two simple rules by which this relation may be remembered. 



Hand Rule. Grasp the conductor in the right hand with the thumb 
pointing in the direction of the current. The fingers w r ill then point in 
the direction of the lines of flux, Fig. 171. 

Corkscrew Rule. The direction of the current and that of the resulting 
magnetic field are related to each other as the forward travel of a cork¬ 
screw and the direction in which it is rotated. 

This last, rule is probably the most common and the most easily remem¬ 
bered. However, it must not be inferred from this rule that the mag¬ 
netic field exists in spirals about the conductor. It exists actually in 
planes perpendicular to the conductor. 

171. Magnetic Field of Two Parallel Conductors. When two parallel 
conductors carry electric currents in the same direction, there is a tend¬ 
ency for the two conductors to be drawn together. The reason for this is 
obvious. In Fig. 172 the lines of force encircle each conductor in the 
same direction (corkscrew’ rule), and the resultant field is an envelope of 
lines acting like elastic bands tending to pull the conductors together. 
Further reason for this attraction is given by the rule of Sec, 160 (p. 216)> 

1 A circle having a cross inside ($) represents the feathered end of an arrow and 
indicates that the direction of current is into the paper, away from the observer. 
A circle having a dot at the center (Q) represents the approaching tip of an arrow and 
indicates that the direction of current is out of the paper, toward the observer. 
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stating that the magnetic field tends to conform itself so that the number 
of magnetic lines is a maximum. The pulling together of the conductors 
reduces the length of path abed through which the magnetic lines must 
pass. The field due to each conductor separately is still circular in form, 
but the resultant magnetic field is no longer circular, as is shown in 
Fig. 172. 

In Fig. 173 is shown the field which exists when two parallel conductors 
carry current in opposite directions. The magnetic lines are circles, but 



Fig. 172 Magnet.ir field 
atxmt two parallel conduc¬ 
tors—current in same direc¬ 
tion. 



Fig. 173. Magnetic, field 
about two parallel conduc¬ 
tors— current in opposite 
directions. 


these circles are not concentric either with one another or with the con¬ 
ductor. The lines are crowded between the conductors and therefore 
exert a repelling action tending to push the conductors farther apart. 
Again, when the conductors separate, the area through which the flux 
passes is increased, so that the magnetic circuit in this case also tends to 
conform itself so that the magnetic flux is a maximum. 

From the foregoing, the following rules may be formulated: 

Conductors carrying currents in the same direction tend to be drawn 
together; conductors carrying currents in opposite directions tend to be 
repelled from one another . 

A U electric circuits lend to take such a position 
as wilt make their currents parallel and flowing 
in the same direction . 

This effect is especially pronounced in 
modern large-capacity power systems. Bus 
bars have been wrenched from their clamps, 
transformer coils have been pulled out of place and transformers wrecked 
by the forces produced by the excessive currents arising under short-cir¬ 
cuit conditions. 

172. Biot-Savart 1 Law, and Field Intensity Due to Current. The 

Biot-Savart law gives a quantitative relation between an electric current 
and the field intensity produced by it. The law thus permits the calcu¬ 
lation of the forces which exist between electric currents and magnetic 

1 After Jean Baptiste Biot (1774-1862), a French physicist and collaborator of 
Laplace, and FAlix Savart (1791-1841), a French physician and physicist. 



Fig. 174. Biot-Savart law. 
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fields. In Fig. 174, lei'/'-be a current in a wire ab expressed in absolute 
amperes [1 absolute ampere (abamp) = 10 practical amperes]. The cur* 
rent in a very short element Ax of the wire produces a field intensity at P , 

A H = ^ sin 6 oersteds, (137) 

where z is the distance in centimeters from point P to Ax and 0 is the 
angle which the element Ax makes with the line connecting P and Ax. 
The field intensity at P is the force in dynes on a unit pole placed at P. 

The law which (137) expresses may be stated as follows: 

Each element of length of a current-carrying conductor makes a contribution AH 
to the field intensity at a point P, which is proportional to the length Aar of the element, 
to the current V flowing in it, to the 
sine of the angle B between the direction 
of the current and the line z connecting 
Ax with P and which is inversely pro¬ 
portional to the square of the distance z. 

The direction of the magnetic field is 
perpendicular to the plane abc.a deter¬ 
mined by Ax and z, as may be seen from 
a study of Fig. 175, and its direction 
into or out of this plane is readily deter¬ 
mined by the rule illustrated in Fig. 171. 

It will be noted that Ax sin B is the 
component of current element Ax which 
is perpendicular to z and which alone is 
effective in producing a field intensity at 
P. It follows that the field intensity at all points on the axis of the element, due to a 
current element, is zero since B = 0 at all such points; at a given distance from the 
element the field intensity is a maximum in a plane passing through the element per¬ 
pendicular to its axis, since B ™ 90° and sin B * 1 at all points in such a plane (see 
point/*', Fig. 174). 

Equation (137) is not readily proved by experiment but (138), (141), (145), which 
are derived from (137), can be so proved. 

From relation (137) it may be shown that the field intensity H at a point P located 
at a perpendicular distance h cm from an infinitely long straight wire carrying a 
current of /' abamp is 

H oersteds. (138) 

This may be proved as follows: In Fig. 176 let the current in the wire be V abamp. 
Let the origin O be taken at the point where the perpendicular h from P intersects the 
conductor. (Figure 177 shows Fig. 176 in perspective.) The field intensity at P 
due to the current I* in an element dx situated at a positive distance x from the origin 
is [from (137)] 

_ I* dx . _ v 

dBp — sin B. (I) 

In order to determine the force due to the entire conductor, integrate with respect 
to x. However, simplification will result if B, rathe, chan x, is chosen as the inde¬ 
pendent variable. 
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Prom Inspection of Fig. 176, it is seen that z -* h esc 9* x — h cot 0. Also, 
dx *■ h * (f(cot 0) ™ —h esc* 0 d9. Hence, 


and 


^ I'h esc* 9 d$ . I' * 

dFp m -•--sin 0 * — t* sin 0 a0, 

A* esc* 0 h 

I' rfi p 

Ff = 17 » — I sin 6 dd = (cos 0 — cos a) oersteds. 


ai) 

(136) 


For an infinitely long wire, (J — 0 and a — t, so that 
2 /' 

77 » — dynes per unit pole, or oersteds [(138)]. 

The difference between the effect of an infinitely long wire and one whose length is 
30 to 50 times the distance k is ho small as to be negligible. The direction of the field 
intensity at P, Fig. 17G, is perpendicular to the plane of the paper. 

P 

^ hi 

/ ,>t — r ar---. 


Pio. 176. Field intensity due to current in single conductor. 



Equation (138) may also be developed by noting that sin 0 “ cos fa x ■= A tan fa 
dx ** A sec* 0 and z * Ji/cos fa Hence, 


/'Asec a 0d0 

dH '--hw~<r C0B +’ 

p 

dHp ™ t- cos 4 d<t>, 
n 


and 


-f/. 


27' 


*/» ^ r ■ J t/2 

»/2 h i-ir/2 


(II) 


(HI) 


H — dynes per unit pole, or oersteds [(138)]. 

t pole at P be carried at c< 
king one complete circuit i 

2irh — 4*1' ergs. 


It is to be noted that if a unit pole at P be carried at constant radius h about the 
conductor, the work done in making one complete circuit is 


(140) 
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Hence the work is independent of the radius. By definition, to of (140) is the mmf 
of a single long conductor carrying a current /'abamp (p. 249). 

Example. A current of 60 amp Hows in a long straight wire. Determine: (a) field 
intensity at a point P t 10 cm perpendicularly from axis of wire; (6) work done in 
carrying a unit pole once around wire; (c) force exerted on a pole of 60 cgs unit pole 
strength at point P. 

60 amp ** 6.0 abamp. 

(a) Using (138), ■» 

H 1.2 oersteds. Arm. 

(b) v) * 1.2 2x * 10 ® f 75.4 ergs. Arm. 

(c) F “ 1.2 • 60 » 72 dynes. .4ns. 

173. Magnetic Field of a Single Turn. If a wire carrying a current 
be bent into a loop, a field results similar to that shown in Fig. J78- 



Ftg. 178. Magnetic field produced 
by a single turn. 


1 



Fig. 179. Field intensity at the 
center of a single turn. 


This magnetic field has an N pole and an S pole which possess all the 
properties of similar poles of a short bar magnet. A compass needle 
placed in this field assumes the direction shown, the N pole pointing in 
the direction of the magnetic lines. 

The field intensity at any point on a perpendicular to the plane of a circular turn 
at its center is readily computed by the Biot-Savart law (Sec. 172). 

In Fig. 179 is shown a single turn, of radius R cm, lying in the YZ plane and carrying 
a current of P abamp. First, the field intensity at the center of the turn is to be 
derived. Let R da be a differential element of the turn. In applying the Biot-Savait 
law, R da corresponds to Ax in Fig. 174, R corresponds to z, and the angles 9 are 
corresponding angles. In Fig. 179, angle 9 is 90°. Since R da and R are both per¬ 
pendicular to the X axis, the differential contribution to field intensity made by 
PR da is dF\ The field intensity produced by the complete turn will be the integral of 
dF # between 0 and 2*. Thus, 

U. - f u dr - [*' !£***• - oersteds. 

/ o fu R* R 


( 141 ) 


234 


DIRECT CURRENTS 


If a coil consists of n closely grouped turns, so that the thickness of the coil is small 
as compared with its radius, 

0-n.Jt 

He - oersteds, (142) 

where /' is the current in abamperes. 

If, in (141), R — 1 and the held intensity at the center of the coil is 2r dynes, the 
current /' is 1 abamp. This should be compared with the definition of the abampere 
(p. 26). 

Next let it be required to compute the field intensity at a point on the axis of the 
turn but not at its center, such as P, Fig. 180. Let the length of a perpendicular OP 

at the center 0 of the coil be h cm. Let 
the current in the turn be /' abamp. 
Consider a differential element of the turn 
R da. A line t drawn from the element 
X R da to P makes an angle 0 with OP. 
The field intensity at P, due to PR da is 

PR da sin 0 




0 is obviously 90°, and sin 90° ** 1. 

Note that the vector dF', which repre¬ 
sents the force produced at P by the cur¬ 
rent P in R da, is in the XZ plane, per¬ 
pendicular to Z. Also, it is evident that 
the differential field intensities produced 
by all the other differential elements in 
Fto 180. Field in tensity on perpendicular the turn „ e not all in the same direction 
to plane of single turn at ita center. , . .. 

but he on the surface of a cone with the 

apex at P. Hence, each differential vector should be resolved into a component along 
the X axis and one perpendicular to this axis, and the components integrated sepa¬ 
rately. But it is evident from symmetry that the components perpendicular to the X 
axis cancel for the entire turn. (This becomes evident if another element is con¬ 
sidered diametrically opposite R da.) Thus only the components along the X axis, 
given by cfF'ain 0, contribute to the field intensity at P and must be summed. Hence, 

g-/dF'aing- JT* rR % "5 - g - J . (II) 

But sin 0 — R/z and z* * R* + h*. Hence, 


(P* + 


oersteds. 


If h — 0, it is evident that (143) reduces to (141). 

Example . A coil of 25 turns has a radius of 12 cm, and its thickness is small com¬ 
pared with its radius. When the current is 20 amp, determine: (a) field intensity on a 
perpendicular to plane of coil at its center and 16 cm from plane of coil; (5) field inten¬ 
sity at center of coil. 

{«) 20 amp — 2.0 abamp. From (143) (with n turns). 


U „ 2r ’ • 2-0 ■ 25 

(l2*~ + 16')Hj 


> 5.655 oersteds. Ana. 
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(ft) Using (142), 

H. - ^ 2 - - 26.18oersteds. An «. 

174. Solenoids. An electric conductor wound about an axis in the 
form of a helix is called a solenoid. The operation of all electromagnets 
is based fundamentally on the ^properties of the solenoid, so that an 
understanding of these properties is important. A simple solenoid and 



Fig. 181. Magnetic; field produced by & helix or solenoid. 


the magnetic field produced within it when current flows through the 
conductor are shown in Fig. 181. The solenoid may be considered as 
consisting of a large number of the turns shown in Fig. 178 (p. 233), 
placed together. The solenoid winding may also consist of several layers 
as shown in the plunger type of Fig. 185 (p. 240). 

The relation of the direction of the flux within the solenoid to the 
direction of the current in the helix may be determined by the hand rule 


or by the corkscrew rule of Sec. 170 
(p. 229). Another simple method 
is shown in Fig. 182, where the 
arrows at the ends of the N and the 
5 show the direction of current in 
the coil. For example, when look¬ 
ing doAvn on an N pole the current 
direction in the coil will be counter¬ 
clockwise as shown by the N ; w r hen 
looking down on an S pole the diri 



Flu. 182. Relation of magnetic poles to 
direction of exciting current. 


of the current will be clockwise 


as shown by the 5. 

176. Field Intensity within a Long Air Solenoid. Long air solenoids 
of uniform cross section are used as standards for magnetic flux, since 
the total flux across the center section may be accurately computed when 
the dimensions of the solenoid and the value of the current are known 
(see p. 288). First, the equation giving the field intensity at any point 
on the axis of the solenoid will be derived. Next, the equation for the 
field intensity on the axis of an infinitely long solenoid will be obtained, 
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and it will be shown that under most conditions this equation can be used 
when the ratio of length to radius is as low as 40 to 1. Finally, the equa¬ 
tion for the field intensity at either end of the solenoid will be obtained. 

Consider the long cylindrical solenoid in Fig. 183, of helically wound wire. There 
are n turns per centimeter length, and the mean radius of the solenoid is R cm. The 
solenoid may he finite, or it may be infinite in length. The current is P abamp. The 
origin is taken at P, the center of the solenoid. 

The effect of the current in a very thin transverse section of the solenoid, dx in 
thickness and at a distance x from .ihc origin, is first considered. Within the section 
dx there are n dx turns and the cgs ampere-turns are I'n dx. The effect of this section 
at the point P is identical with the effect of a single turn on a point P situated on the. 


Ar 


/R cm, , n * Turns per cm Current = I' absotmp 
□CEO-gmxxxxn ^ori Q n onr n a nfTxaa^^ - uciuumg gaoi-- 


gop^ po oo- 


K- 


- X 7 ..-->!<- 


\* .x.->| k- dx 


,|- 


Fig. 183. Field intensity at center of long solenoid. 

perpendicular at the renter of the turn, Fig. 180. Hence (143) (p. 234) is used. 
The field intensity at P due to the section is 


dH P = 


2-nJPVn dx 

(ft*+":£■)* 


oersteds. 


(I) 


The total intensity at P may br found bv integrating (1). This may be facilitated 
by using the angle 0 instead of x as the independent variable. Let z = (/£* -h x*)*-, 


UHp = 


2rlVl'n dx 


(ID 


and since x = 72 cot 0, dx = —It esc* 0 d<f>, and sin 0 = R/z, 

dHp =* 2trl , n sin 3 0(— esc 3 0 dtj>) = 2wPn (— sin 0 rf0), (Ill) 

/ <tn 

(— sin 0 d<f>) = 2*7'a(cos 0j — cos 0 2 ), (3 44.) 

ka 

where 0, and 0a are the values of 0 which correspond to the values of X t and -V 2 at 
the ends of the solenoid, Fig. 183. 

(Ill) may also be derived as follows: Note from Figs. J83 and 184 that — zd<t> 
* dx sin 0 and dx — — z d0/sin 0. Since R/z =* R/{x 8 -|- R 2 )^ — sin 0, (1) becomes 

2irR 2 I'n(—z d<f») n T , . ... 

dHp = /-ft* 7 ■—7 “ —2irf nsin 0 d0 

(R* + x*p* sin 0 

which is identical with (III). 

When the solenoid is of infinite length, 0i « 0 and 0* - t so that 


Hp = 4*7'*! oersteds. 


( 145 ) 
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If the current is expressed in amperes, 

Hp * 0.4*7i/ oersteds. (145a) 


Note that (145) and (145a) give the field intensity on the axis of an infinitely long 
solenoid but that (144) can be used to find the field intensity inside a solenoid of finite 
length. Also, (144) applies to any axial point and is not restricted to points inside 
the solenoid. * 

Assume that the solenoid is hot infinite but that the ratio of length to radius is 40 to 
1. Hence, 


cos 0i 


20 


V<20)»T(iY' 


“ 0.9987; cos 


Vmji + (i)' 


- -0.9987. 


Henr-e, from (144), Hp = 2irl'n(1.9974) = 3.0948ir7'n. oersteds. This differs from 
(145a) by only 0.13 per cent. This difference is so small that it may generally be 
neglected. 

At an axial point at one end of a long solenoid, .. 4 * 

4>i = 0, <t >2 = t/ 2, or vice versa. Hence on the axis \jfc- 

at either end, 0 


Hp - 2ir»/' oersteds, (140) Kl0 . ] M . Relation of id* sod 

or the field intensity at cither end is one-half its mag- x mn ^ 

nitude at the center. However, the field intensity, except near the ends, is very nearly 
constant at the value given by (145) and (145a), that is, 4 vnP, or 0.4jrn/ oersteds. 
In consequence the lines of flux enter and leave the solenoid in relatively small regions 
near its ends. 


MKS SYSTEMS 

176. Magnetic Fields in MKS Units. In either the rationalized or the 
unrationalized mks system, a conductor 1 in long carrying a current of 
1 amp in a field having a density of 1 weber per sq m is acted upon by a 
force of 1 newton. The current, the field, and the force are mutually 
perpendicular. Consider Fig. 174 (p. 230), illustrating the Biot-Savart 
law. Let there be one rationalized mks unit pole at P. The current is 
now in amperes, and the distances Ax and z are in meters. Since but 
1 weber leaves a rationalized N pole, the flux density at Ax is B t = I/Akz*. 
Hence the force on the element Ax is 

m I dx cos d> I dx sin 0 , 

F* = H x s=--——" = — a — 7 — amp-turns per m. (14 / ) 

4wz 2 47rZ z 

Hence, Eq. (139) (p. 232), now giving the field intensity h in from a long straight 
wire, Fig. 177 (p. 232), becomes 

j ft9 T 

H ■ - —r / sin » dfl = t -7 (cos 0 - cos a) amp-turns per m. (148) 
4*71 Ja 4xft 

Equation (138) then becomes 

H — J-t amp-turns per m. (149) 
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Equation (140) becomes 


»-(£> 


2x5 - l 


(In the rationalised system the unit of mmf is the ampere-turn.) 

The example on p. 233 is then solved as follows: 

60 

(а) Using (149), H =* 2 ^( 10 -i) “ 95-49 amp-turns per m. Ana. 

(б) From (150), W — 60 joules. Ana. 

4ir 

(e) 60 cgs unit poles equal 60 mks rationalized unit poles. Ana. 


2x(10" 1 ) 10* 


* 7.20 ■ 10“ 4 newtons. Ana. 
— 72.0 dynes (check). 


In mks rationalized units using (147), Eq. (141) giving the field intensity at the 
center of a circular turn carrying current, Fig. 179 (p. 233), becomes 


ff * “ /o 


2 » IR da sin 0 
I 4tt7£* 


2 ^ amp-turns per m. 


[Note that in (141), 0 - 90°.] 

Likewise, again using (147), Eq. (143) (p. 234) giving the field intensity at any 
point on the axis of a circular turn, Fig. ISO becomes 


-1: 


2w IR da sin 0 IR sin 0 
I 4r*» " 2** ’ 

= B 
= v'vF+'A’’ 

IR * 


H 2 («*+»*)’* 


amp-turns per m. 


Example. Solve the example, p. 234, using rationalized mka units. 

R - 12 ■ 10 * m; h 16 • 10~ 3 m. 

(a) Using (152), 

„ (20 ■ 25) (12 ■ 10 - *)* 

H “ 21(12 • 10-*)* + (16 • 10“*)*1** * 450 amp_tumS pcr m An *’ 
450 amp-turns per m ■= 4.50 amp-turns per cm = 0.4* ■ 4.50 
=* 5.655 gilberts per cm = // (check). 

(b) Using (151), 

it _ _ »J 25 _ o no, _____ „ 


! • 12 ■ 10 -* 


2.083 amp-turns per m. 


In order to obtaiu the field intensity on the axis of a long solenoid, Fig. 183 (p. 236), 
(152) is used [see (II), p. 236). 

dHp' - ^ amp-turns per m. (I) 

Substituting (see Fig. 183), 

R 

x — R cot 0 , dx ■= —R esc* 0 d0; sin 0 “ 

dHp' jl. 0601 »<**) Bin* 0 ^ 

Hp* — J*' — — ^ ^ (cos 0i — cos 0s) amp-turns per m. (153) 
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If the length of solenoid becomes infinite, <tn - 0, and (153) becomes 

#p' “ In amp-turns per m. (154) 

Unrationalized Untie . In unrationalized units the foregoing equations become as 


follows: 

Equation (149), giving the field intensity A m from a long straight wire, Fig. 177 
(p. 232), becomes 


H 


21 

h 


amp-turns per m. 


(156) 


Equation (150), giving the work done in carrying a unit pole one complete circuit 
about a long straight wire, becomes 

W » 4tI joules. (156) 

Equation (151), giving the field intensity at the center of a circular turn carrying 
current, Fig. 179 (p. 233), becomes 

H c - amp-turns per m. (157) 

Equation (152), giving the field intensity at any point on the axis of a circular turn 
carrying current, Fig. 180 (p. 234), becomes 

„ 2* IR* A 

H = jp+utyi amp-turns per m. (158) 

Equation (153), giving the field intensity on the axis of a long solenoid, Fig. 183 
(p. 236), becomes 

Hp — 2x/n(cos 4n — cos 0 2 ) amp-turns per m. (159) 

Equation (154), giving the field intensity on the axis of a long solenoid. Fig. 183, 
when the solenoid is infinite in length, becomes 

Hp = 4*In amp-turns per m. (160) 

Example. Solve the example, p. 234, using unrationalized mks units. 

(a) Using (158), with n = turns, 

2*(20 • 25)(12 • 10-*)* 

* [(12 ■ 10 -*)* + ( 1 C ■ 10 ~*)*]% 

«* 5,655 unrationalized units. Ane. 

(i b ) Using (157), 

H e — “ 26,180 unrationalized units. Ane. 

li * 10 

(Note that these answers are 4x times those for the rationalized units and 1,000 
times those for the cgs units.) 

177. Commercial Solenoids or Electromagnets. When turns of a con¬ 
ductor carrying current are wound about an iron core, an electromagnet 
results. The electromagnetic action of the current in producing magnetic 
flux in the iron core is the same as that which produces the magnetic flux 
in the air solenoid (Fig. 183, p. 236). However, owing to the much 
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greater permeability of iron, a given number of ampere-turns produces a 
very much greater flux in the iron core than in air. 

Electromagnets are used in practice for tripping circuit breakers (Sec. 
364, p. 547); for operating contactors in automatic motor starters (Sec. 
337, p. 505); for operating voltage-regulating devices (Sec. 315, p. 464;) 
for arc-lamp feeds, for operating valves, and for many other pur¬ 
poses. In practically all cases, either a soft-iron (or soft-steel) plunger 
or an armature is necessary for obtaining the required tractive force. 


t / S '\_ 

I I / s" "Current in^ 

' v / —- 


v\W ri 

NSivv' 


\ A \ 

\ I J 



f i \ 

1 ^ Currenfouf. 


Fig. 185. Simple solenoid and plunger. 

The principle of the solenoid and plunger type of electromagnet is illus¬ 
trated in Fig. 185. The flux due to the solenoid produces magnetic poles 
on the plunger. The pole nearer the solenoid will be of such sign that it 
will be urged along the lines of force (see Sec. 157, p. 213), and in such a 
direction as to be drawn within the solenoid. 

A position of equilibrium is reached when the center of the plunger is 
at the center of the solenoid, Fig. 185, and then all tractive effort, ceases. 

Solenoids with plungers only arc 
seldom used in practice except in 
special cases where it is desired to 
take advantage of their long- 
pull characteristic. They are fre¬ 
quently surrounded with an iron 
yoke to act as a return path for 
the flux, and frequently a stop is 
used, Fig. 186. The yoke, or “ironclad” feature, increases the range of 
uniform pull and produces a marked increase of pull as the plunger 
approaches the end of the stroke. When a stop a is used, Fig. 186, the 
solenoid becomes a -plunger electromagnet This changes the character¬ 
istics of the solenoid in that the maximum pull now occurs when the end 
of the plunger is near the stop. Figure 187 shows the results of solenoid 
tests made by C. It. Underhill. 1 Curve (a) shows the pull on the plunger 

1 "Standard Handbook for Electrical Engineers," 8th ed., Sec. 5, McGraw-Hill 
Book Company, Inc. 


• Winding 



Fig. 180. '‘Ironclad" solenoid and plunger 
with stop. 
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of a simple solenoid like that of Fig. 185; curve ( b ) shows the pull when 
this solenoid is ironclad as in Fig. 186 but without a stop; curve (c) shows 
the effect of the stop on the pull. It will be noted that the ironclad feature 
as well as the stop causes the pull to attain very high values as the plunger 
approaches the end of its stroke, it will be noted, Fig. 187, that the 
usual ironclad feature and the usual stop have little effect on the pull 
except near the end of the stroke. 
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Fia. 187. Pull of solenoid on plunger. 


Example. Assume in Fig. 185 that the field intensity at the center of the solenoid 
is 2,000 oersteds and that one end of the plunger is at, the center. The cross section 
of this plunger is 0 sq cm, and the pole induced on the end of the plunger is 1,920 unit 
poles. The other end of the plunger is well outside the field. 

Determine the pull oil the plunger in kilograms. 

Since? the definition of field intensity is the force in dynes exerted on a unit pole, the 
field will exert a force of 2,000 dynes on each unit pole an the end of the plunger. 
Hence the total force 


F 


2,000 ■ 1,920 
981 - 1,000 


'3.913 kg. Arts. 


Solution, MKS Rationalized System. 


2,000 oersteds ** 2,000 


159,000 amp-turns per m. 


(I) 


1,920 egs unit poles = 1,920 • 4ir ■ 10~ 8 = 2.411 ■ 10 -4 rationalized inks poles, (II) 
159,000 2.111 • 10- 4 * 38.39 newtons. Aim. 

38.39 ■ 10 6 - 3.839 • J0» dynes. 

38.39 10 s onio , , . 

__r _ . 3.013 kg (,*«*). 

The work is simplified if (I ) and (IT) are multiplied directly. 


2,0(K) ^ • 1,920 ■ 4, • 10“• 


38.40 newtons. 
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Magnetic Brakes . An important application of the solenoid occurs in 
the braking of elevators and cranes. When the power to the lifting 
motor is removed or fails, the brake must be applied immediately. The 
usual method of accomplishing this is illustrated by the brake shown in 
Fig. 188. Normally, the spring causes pressure of the brake shoes against 
the surface of the drum, thus applying the brake. The brake is released 
by energizing the solenoid contained in the left-hand housing. Under 
emergency conditions, means are usually provided whereby the brake may 
be released by hand and sometimes by compressed air. 

Magnetic Separator. The magnetic separator is used to remove steel 
and iron from coal, rock, ore, steel shot from molding sand, and iron 



Fig. 188. Electromagnetic brake for hoists and machinery. (Electric Controller and Mfg- 
Co.) 

chips from machine-shop turnings. The method of operation of one type 
is shown in Fig. 189. The material is fed into the hopper, from which it 
is directed over the upper steel pulley. This pulley, as well as the lower 
one, is magnetized by induction from the exciting coil in combination 
with the magnetic circuit, which directs the flux to the two pulleys. The 
magnetic particles tend to adhere to the pulleys and are diverted to the 
left. The force of gravity and centrifugal force cause them ultimately 
to leave the pulley as indicated. The nonmagnetic particles are thrown 
to the right as shown. Some magnetic particles which happen to escape 
the first pulley are for the most part separated by the lower pulley. The 
position of the “splitter” which divides the falling particles is adjustable. 

178. Lifting Magnets. Lifting magnets are used commercially to han¬ 
dle iron and steel having various forms. A great saving of time and labor 
is effected by their use, because chains and slings for holding the load are 
not necessary. They are very useful for handling steel billets in rolling 
mills, although the billets cannot be picked up when red-hot as they lose 
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their magnetic properties at this temperature. Lifting magnets are espe¬ 
cially useful in loading and unloading steel rails, for an entire layer may 
be picked up and laid down again without being disarranged. Lifting 
magnets effect a great saving of labor when small pieces of iron, such as 
scrap iron, are handled, for they will pick up large quantities at every lift. 
Without such a magnet it would be necessary to move each individual 
piece by hand. Figure 190 shows in cross section a typical Cutler- 
Hammer lifting magnet. The magnetic circuit for a lifting magnet is 



Fig. 189. Magnetic separator. {Dings Magnetic Separator Co.) 


shown in Fig. 389/1 (p. 661). Figure 191 shows the Giant 77-in. lifting 
magnet, the largest in the world, lifting a load of baled scrap. 

Formulas for the holding force of electromagnets are given in Sec. 162 
(p. 219). 

It should be understood that the magnet itself does little or no work in 
the lifting but merely serveB as a holding device. The actual work is 
performed by the engine or motor which operates the ropes or chains 
attached to the magnet. 

179. Magnetic Track Brakes. From early days the magnetic track 
brake has been employed to some extent on electric railway cars, par¬ 
ticularly in regions where grades are severe. The more recent develop¬ 
ments in high-speed high-acceleration cars have made rapid, uniform 
braking imperative. Such braking is not readily attainable with wheel 

































( b) 

Fio. 192. Magnetic track brake. (General Electric Company.) 


The magnetic brake provides a large braking surface and thus acts 
more effectively than the wheel brake, particularly with a slippery rail. 
Since the force between the brake and the rail is due to magnetic attrac¬ 
tion, there is no reduction in the weight on the wheels during braking 
such as occurs when track brakes are applied mechanically. * 

180. Magnetic Circuits of Dynamos. One of the most, important uses 
of electromagnets is in the magnetic fields of motors and generators. A 
basic principle of magnetic-circuit design is that the windings, or exciting 
coils, should be placed as closely as possible to the air-gap or to the point 
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in the magnetic circuit where the flux is to be utilized. This minimizes 
the leakage flux, as is shown in Fig. 193. It will be noted that in (a), 
where the exciting coil is placed on the yoke, there is considerable leakage 
flux, whereas in (b), where there are two exciting coils, each placed adja¬ 
cent to the air-gap, the leakage flux is essentially a minimum. 




Fio. 193. Pontions of coila on electromagnet. 



Fig. 194. Magnetic circuit and field windings of a bipolar generator. 

In Fig. 194 iB shown the magnetic circuit of a typical bipolar dynamo. 
The field windings are placed around the cores of the two poles as close 
to the air-gaps as possible. Note that with this design the path for the 
leakage flux is long, making the reluctance high, which results in low 
leakage. Note that the flux in the cores divides as it passes into the 
yoke. Ordinarily the yoke need be only one-half the cross section of the 
field cores. Direct-current machines of the bipolar type are used for small 
units and are used also for units of higher rating when the speed is high. 
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Figure 195 shows the more complex magnetic circuits of a multipolar 
generator with eight poles. It is to be noted that the poles are alternately 
north and south. The flux passing through the field cores divides, both 
on reaching the yoke and on reaching the armature path, and the cross 
section of the yoke need be only one-half that of the cores. 

The magnetic leakage is reduced materially by placing the exciting 
ampere-turns as near the armature as possible. 

Magnetic leakage does not lower the power efficiency of a dynamo, 
but it does result in increased weight and cost. A steady magnetic flux 



Fig. 195. Magnetic circuits of a multipolar generator. 


cannot cause any power loss, since it represents merely stored energy. 
No power is required to maintain a steady magnetic field. After the flux 
has reached a steady value, the power to the exciting coils is all accounted 
for by the copper loss in the coils themselves (see Sec. 221, p. 310). 
Hence, since the leakage flux is steady, it cannot cause any power loss 
and therefore cannot affect the power efficiency. 

However, the leakage flux must pass through the field cores and yoke, 
Figs. 194 and 195. Therefore, these parts of the machine must be of 
greater cross section than would be necessary for the useful flux alone. 
Moreover, the larger cross section of the field cores results in a greater 
amount of copper in the exciting coils if the field loss is to remain 
constant. Hence, the effect of leakage flux is not to lower the power 
efficiency of dynamos but to make them heavier and more expensive to 
manufacture. 












CHAPTER VIII 


THE MAGNETIC CIRCUIT 

181. Magnetic Circuit. Although the general nature and character¬ 
istics of magnetism arc discussed in Chaps. AT and VII, the quantitative 
relation of the magnetic flux to both the ampere-turns and the properties 
of the magnetic circuit is not considered. If the magnetic resistance or 
the reluctance of a circuit and the ampere-turns linked with this circuit 
be known, the magnetic flux can be calculated in the same manner that 
the current in the electric circuit can be calculated if the resistance and 
voltage be known. Tn this respect the two circuits are similar. The 
magnetic circuit differs from the electric circuit in three respects, making 
it difficult to attain the same degree of accuracy in magnetic calculations 
as is obtained in electrical calculations. 

The electric current has been considered as confined to a definite path, 
for example, a wire. The surrounding air and the insulating supports 
for the wire have a very high resistance, so that any leakage current which 
escapes from the vrire is almost always negligible compared with the cur¬ 
rent in the wire itself. There is no known insulator for magnetic flux. 
In fact, air itself is a fairly good magnetic conductor. Therefore, it is 
impossible t,o restrict magnetic lines to definite paths in the same way 
that electric currents arc restricted. This is illustrated by the fact that 
even in the best designed dynamos, from 15 to 20 per cent, of the total 
flux produced leaks across air paths where it cannot be utilized. The 
presence of this leakage flux may be detected with a compass, and its 
intensity is often sufficient to magnetize watches even when they are 
several feet distant from the dynamo. 

Magnetic paths are usually short and have large cross-sectional dimen¬ 
sions in proportion to their length. They are often so complicated in 
their geometry that only approximations to their magnetic resistance can 
be obtained. This may cause errors of considerable magnitude in mag¬ 
netic calculations. This is well illustrated by the air-gap of a dynamo. 
The geometry of the magnetic path bet ween the armature teeth and slots 
and the pole face is very complicated, and at best only approximations 
to the actual distribution of the magnetic flux can be made (see Fig. 
195). 

Under ordinary conditions of use, the resistance of electric conductors 
becomes substantially constant, although temperature changes may cause 
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variations of several per cent under differing conditions of operation. 
Correction for the effect of temperature changes can be accurately made. 
The magnetic resistance of materials, however, is not constant but varies 
over wide ranges. This resistance depends to a large extent on the mag¬ 
netic history of the material. The magnetic resistance of iron may 
increase 50 times when the magnetic-flux density alters from a low to a 
high value. 1 

Although the foregoing factors prevent magnetic calculations being 
made with the same degree of accuracy as can be obtained with electric 
circuits, yet if one understands magnetic relations he can, by the use of 
certain approximations, make computations that are sufficient^ accurate 
for most purposes. 

Systems of Magnetic Units. It is already pointed out (p. 27 etseq,) 
that three systems of magnetic units are now in use: the cgs, the unration¬ 
alized mks, and the rationalized mks systems. The cgs system will be 
considered first, to be followed by the two mks systems. 

182. CGS Magnetic Units. The magnetic units with their definitions 
are as follows: 

Ampere-turns (IN). The ampere-turns acting on a magnetic circuit 
are given by the product of the turns linked with the circuit, and the 
amperes in these turns. For example, 10 amp in 150 turns gives 1,500 
amp-turns. The same result is produced by 15 amp in 100 turns. If 
any ampere-turns act in opposition, they must foe subtracted. 

Magnetomotive Force (mmf, also 5). Magnetomotive force tends to 
drive the flux through the magnetic circuit and corresponds to emf in 
the electric circuit. It is directly proportional to the ampere-turns of 
the circuit and differs from the numerical Value of the ampere-turns only 
by the constant factor 0.47r = 1.257. That, is, = 0 Air IN = 1.257LV. 

In the cgs magnetic system, the mrnf of a circuit, is the work in ergs 
in carrying a unit N pole once through the entire magnetic circuit. 

The unit of mmf is the gilbert. 1 The gilberts acting on a circuit are 
obtained by multiplying the ampere-turns bv 0.4 tt or 1.257. 

'After William Gilbert (154-1 -1003) (originally spelled Gilbert]). A physician and 
experimenter and the most distinguished man of science in England during the reign 
of Queen Elizabeth. Ilia early education was obtained at Colchester, England; he 
entered St. John's College, Cambridge, in 1508 , from which ho received his B.A. and 
M.A. degrees and his M.D. degree in 1509. lie was elected president of the College of 
Physicians in JCiOO and became the physician to Queen Elizabeth. His fame rests 
on the results of his experiments published in 1000 in a monumental work, “De 
Magnete, magneticisque corporibus, et de magno magneto, t cl lure, physiologia nova.” 
He was ;n reality the first to investigate electric and magnetic, phenomena since the 
early observations of frictional electricity, 2,000 years before. He devised what is 
now an electroscope and was the first to use t.he word “electric” after the Greek word 
“elektron” meaning amber. He was the first to demonstrate that the earth is in 
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Reluctance (61). Reluctance is resistance to the passage of magnetic 
flux and corresponds to resistance in the electric circuit. (Reluctance is 
the ratio of magnetic potential difference to flux. 61 — 6/0.) The unit 
of reluctance is that of a centimeter cube of vacuum. As yet, no name 
has been standardized for the unit of reluctance. 

Permeance (6*). The permeance of a circuit is the reciprocal of the 
reluctance (6> = 1/61) and may be defined as that property of the circuit 
which permits the passage of the magnetic flux or of the lines of induc¬ 
tion. (Permeance is the ratio of flux to magnetic potential difference. 
<P = 0/6.) It corresponds ^conductance in the electric circuit. 

Relative Permeability (p r ). \The relative permeability, or permeability, 
of a material is the ratio of tne flux or the number of lines of induction 
existing in the material to the flux, or number of lines of induction, which 
would exist in the space occupied by the material if it were replaced by 
vacuum, the rnrnf acting on the space remaining unchanged?) The perme¬ 
ability of vacuum is taken as unity; and with the exception of iron, steel, 
nickel, liquid oxygen, and certain iron oxides, most materials, including 
air, may be considered as having a permeability of unity. The perme¬ 
ability of commercial iron and steel ranges from 50 and even lower to 
about 2,000. In special investigations, vacuum-treated iron lias attained 
a permeability of 5,000 and even greater (also see Permalloy, p. 274). 


y Example. In a ring solenoid wound on an iron core similar to that of Fig. 218 (p. 
286), or of the test specimens, Figs. 211) and 221 (pp. 288 and 291), the magnetic flux is 
4,000 maxwells. When the iron core is removed, the flux in air is only 20 maxwells. 
What is the permeability of the iron? 

Removing the iron core does not change the ampere-turns or the geometry oF the 
magnetic circuit. Therefore, 




4,000 

20 


200 . 


Am. 


Flux (0). The magnetic flux is equal tqjthe total number of lines of 
induction existing in the_magnetic circuit and corresponds to current in 
the electric circuit. The cgs unit of flux is the maxwell, 1 

Magnetic Induction or Flux Density (B). The flux density is the num¬ 
ber of maxwells or lines of induction per unit area, the area being taken 
at right^angles to the di re ction of th e fl ux. The unit of flux density in 
the cgs system is "one line per square centimeter and is called the gauss.- 


B = 


0 

A 


( 161 ) 


where A is the area and 0 the flux through and normal to this area. 


reality a large permanent magnet. He recognized the field surrounding a .magnet and 
called the region the "orb of virtue.” Galileo once wrote that Gilbert deserved the 
highest praise for his work. 

1 See footnote, p. 211. 

1 See footnote, p. 214. 
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(A comparison of the units of the electric and the magnetic circuits is 
given in Appendix C, p. 585.) 

183. Reluctance of Magnetic Circuit. The unit reluctance is defined 
as that of a centimeter cube of vacuum or of air. If the portion of a 
magnetic circuit between pole faces a and b, Fig. 190(a) 1 , consists of a 
path in air having a length of 3 cm and a cross section of 1 sq cm, as in 
the figure, this path is equivalent to three centimeter cubes placed in 
series. As the total flux must pass in succession through each cube, it is 
evident that the total reluctance is 3 units. The reluctance is proportional 
to the length of the flux path . 



(a) Path whose reluctance is 3 units (b) Path whose reluctance is V 3 unit 


Fiu. 196. Reluctance or simple magnetic paths. 

On the other hand, if the path has a length of 1 cm and a cross section 
of 3 sq cm, as in Fig. 190 (b), the reluctance of the path through which 
the flux passes is one-third that of one centimeter cube alone, or is % unit. 
The reluctance is inversely proportional to the cross section of the path. 

Moreover, if these paths were in iron, having a relative permeability Mr, 
the flux would be p r times its value in air, provided that the same mmf 
were maintained between the two pole faces. This results in lower 
reluctance. 

It follows that the reluctance of any portion of a magnetic circuit is pro¬ 
portional to its lengih f inversely proportional to its cross section , and inversely 
proportional to the permeability of the material . The constant of propor¬ 
tionality is unity, since the reluctance of a path in air l cm long and 
1 sq cm cross section is 1 unit. Hence, 

«• - aL (162) 


where h is the length in centimeters of that part of th e circuit unde r con ¬ 
si deration, A 1 is the uniform cross section in square centimeters of that 
part, of the circuit, and Mn is the relative permeability of that part of the 
circuit. 

If a magnetic circuit consists of four parts in series as in Fig. 197, the 
total reluctance is 


ft “ (Ri + (H& + (R* + CR* 


J^ + + + (163) 


1 The actual flux path between pole faces would not exist as shown in Fig. 196(a), 
(b), since the flux would “fringe J ’ as shown in Fig. 193 (p. 246). 
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Permeances in parallel are added together to find the total permeance 
just as conductances in parallel are added together to find the total 
conductance. 

The total permeance 

(P = (Pi + (Pa + CPs + <P*. (164) 

Reluctances in parallel combine just as resistances in parallel, 


2 

(R 


1 + 1 + 

dig dig 


1 

5*4 


( 165 ) 


184. Magnetization Curve. It. has been stated that the reluctivity of 
magnetic materials such as iron is not constant but varies with the flux 
density and also with the previous magnetic history. 

Except over a limited range at the lower flux densities, the flux is not 
proportional to the magnetizing force, or mmf, acting on the magnetic 
circuit, because of the changing reluctivity. With increasing mmf, the 

rate of increase of flux diminishes as the 
iron approaches saturation. The basic 
reasons for these relations between mag¬ 
netic flux and magnetizing force are the 
changes and different degrees of orienta¬ 
tion in the domains, and these phenomena 
have already been discussed (p. 196 
et seq.). Magnetization curves for differ¬ 
ent types of magnetic materials and their 
applicat ions to magnetic circuits will now 
be considered. 

The relation of flux to mmf in ferromagnetic and similar materials can 
seldom be expressed by any simple equation, so that it is almost always 
necessary to express the relation graphically by a magnetization curve. 

Magnetization curves almost always give magnetic properties in terms 
of a unit cube of the material, flux density being plotted as ordinates and 
mmf per unit length as abscissas. Witn the cgs system it is customary 
to plot maxwells per square centimeter, or gauss, as ordinates; and gilberts 
per centimeter, or oersteds (numerically), as abscissas. In the United 
States, the common use of the British system for the dimensions of elec¬ 
tric machinery has made it common also to use maxwells per square inch 
as ordinates and ampere-turns per inch as abscissas. 

A typical magnetization curve for cast steel is shown in Fig. 198. 
Abscissas are mmf in gilberts per centimeter (Z/), 1 and ordinates are the 
corresponding flux densities ( B). 

1 H is the symbol for field intensity, but H is numerically equal to the nunf per 
centimeter (see Sec;. 1&7, p. 255). 



Fro. 197. ltoluetanres in series. 
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From 0 to A the curve concaves upward slightly. 1 

From A to £, the curve is practically a straight line. Beyond B, the 
flux density increases much less rapidly for a given increase in mmf, and 
the iron approaches saturation. The point C, where the bend in the 
curve is pronounced, is the knee of the curve . Beyond C, the flux can be 
increased but slightly even with a great increase in the mmf. The steel 
is now said to be saturated. The type of curve shown in Fig. 198, which 
starts with zero induction and is taken with increasing values of mag¬ 
netizing force, is called the normal saturation or induction curve. Figure 
202 (p. 258) shows nonnal induction curves for commercial grades of iron. 

Amp-turns per meter 

1000 2000 3000 4000 5000 6000 



Fjo. 198. Magnetisation curve fur cast steel. 


185. Relative Permeability. Relative permeability Ur is defined as the 
ratio of the flux in the magnetic substance to the flux in vacuum or air, 
the mmf and the geometry of the magnetic circuit being the same hi both 
cases (Sec. 182, p. 250). The magnetization curve, Fig. 198, gives the 
relation of the flux in a centimeter cube of st.eel to the mmf acting across 
two opposite faces of the cube. If the steel were removed, the same mmf 
is acting across a centimeter cul>e of air. Also, since the flux now is equal 
numerically to the mmf acting between the two opposite faces of the cube, 
the reluctance being unity, the flux is also equal to H (Sec. 157, p. 213). 
Hence, from definition, the relative permeability, or permeability 


Mr = 


B 

H 


(166) 


Thus the permeability is found by dividing each ordinate B of the mag¬ 
netization curve, Fig. 198, by the corresponding value of H 

1 See p. 200 et sea , 
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Figure 199 shows the permeability curve of cast steel, Figs, 198 and 202, 
determined by this method, plotted as a function of the flux density B. 

It will be noted that the permeability varies over a wide range. It 
begins at a comparatively low value, corresponding to the portion 0A of 
the magnetization curve, Fig. 198, increases to a maximum at the point p, 
and then decreases as the degree of saturation increases, until the curve 
reaches about one-fifth its maximum value. 

The permeability of iron or steel depends on ohe quality of the mate¬ 
rial, the flux density, and the pre¬ 


vious magnetic history. Also, in 
general, the permeability of iron 
increases as the proportion of im¬ 
purities, such as sulfur, carbon, and 
phosphorus, diminishes. 

186. Law of Magnetic Circuit. 
The relation among flux, mmf, and 
reluctance, for the magnetic circuit, 
is identical with the relation among 
current, emf, and resistance, for the 
electric circuit, and hence is analogous 
to Ohm’s law: 

♦ - !• (167) 

The flux is directly proportional to 
the mmf and inversely proportional to 


Webers per sq meter 



B-Flux density, gausses 


Fig. 199. Relative permeability cha 
acteriatic of cast steel. 


the reluctance of the circuit. 


Also, the flux is equal to the mmf divided by the reluctance. 

Since JF = OArNI (Sec. 182, p. 249) and <R = If Ay. r (Sec. 183, p. 251), 


OArNI 

* " 'll 


(168) 


If the magnetic circuit consists of several distinct parts in series, having 
reluctances Gli, Ofa, etc., and mmfs 1 , fo, etc., from (168), 

, SFi + ^2 + + ' ’ 

h _j_ h _|_ I* _l_ 

AiMtI A 2 pr2 A*lUrt 

0.4ir(/iAi + hN 2 + + ■ * ■) /i*n\ 

-- j - 1 -§- (169) 

*1 + + _lL_ -j- . . . 

A iPri A 2Mr* AjMtS 


Example. A ring magnet, Fig. 200, is wound with 250 turns of wire and the current 
is 1.5 amp. Assume the permeability of the iron to be 800. Neglecting fringing, 
determine flux in ring and also flux density. 
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iF - 0.4, • 1.5 • 250 - 471.4 gilberts. 
h - 18 in. - 18 ■ 2.54 - 45.72 cm. 
f. - H« in. - Me 2-54 - 0.4763 cm. 

■4i — At ~ 0.2 sq in. — 0.2 ■ 2.54 ■ 2.54 1.290 sq cm. 

fYom (169) 

, 471.4 471.4 , .. . 

* 45.72 0.4763 0.04430 + 0.3692 1.140 maxwells. Ana. 

1.290 ■ 800 + 1.290 • 1.0 
The flux density 

1 140 

B = ^290 ” 883 ^ maxwells per sq om, or gauss 
* 5,700 maxwells per sq in. Ana . 

187. Magnetomotive Force per Centimeter and Field Intensity H. 

In air the mmf in gilberts per centimeter is equal numerically to the field 



l|-l8in.- 45.72 cm 
Aj«A 2 * 0.2 sq in.» 1.290 sq cm 
^ in. ■ 0.4763 cm 

Fig. 200. Ring-type electromag¬ 
net. 



Fio. 201. Field intensity and 
mmf. 


intensity in dynes per unit pole, or oersteds. This may be shown as 
follows: 

In Fig. 201 is shown a portion of a uniform magnetic field in air between 
two parallel planes AB and CD situated l cm apart. This field might be 
produced between the poles of an electromagnet or in the center of a long 
solenoid (pp. 236 and 285). The cross section of the field perpendicular 
to the paper is A sq cm. The mmf between the planes AB and CD is 
SF gilberts. The magnetic flux between planes AB and CD is, by (167), 


<t> = 


JF 

l/A 


(I) 


First consider two other planes ab and cd perpendicular to the field and 

1 cm apart. The mmf between these planes is JF /l and the reluctance is 

tf n 

l/A . Hence the flux <t> =» and 18 the same M tbftt given by 
Next consider a centimeter cube e between the planes ab and cd. The 
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mmf across the two opposite faces of this cube, which lie in the planes 
ab and cd, is SF/i. The reluctance of the cube is unity. Hence the flux 
between the opposite faces of the cube e is equal to (£F/Z)/1 = B maxwells 
per sq cm, or gauss. 

Since the mmf between any two points is measured by the work in ergs 
performed in carrying a unit N pole between these points, the work done 
in carrying a unit pole from surface ab to surface cd is JF /l ergs. The 
magnetic field is uniform, and the force on a unit pole is therefore every¬ 
where the same. Since work is equal to the product of force and distance, 
the force is equal to the mmf divided by the distance, which is unity 
between the opposite faces of the cube. Hence, the force on a unit pole 
or the field intensity everywhere between the surfaces ab and cd is £F/Z 
dynes. But ff/f is the mmf per centimeter length or mmf gradient of thiB 
uniform magnetic field. 

Thus, in air , the field intensity H , which is equal to the force in dynes 
per unit pole, is numerically equal to the mmf per centimeter length, and 
is also equal to the flux density B. However, field intensity and mmf 
per centimeter in air are physically different quantities, field intensity H 
being force per unit pole, and mmf per centimeter being the work performed 
in carrying a unit N pole 1 cm in the direction of the magnetic field. 

It is to be noted that since the field between planes AB and CD is uni¬ 
form, the field intensity everywhere in this region is equal to SF/ioersteds. 

Exam-pie. The distance between two parallel polo faces, similar to those in Fig. 201, 
is 10 cm, and the cross section in which the field is uniform is 8 by 5 cm, perpendicular 
to the paper. The mmf between surfae.es AR and CD is 4,800 gilberts. Determine: 

(a) work done in carrying a unit N pole between surfaces CD and AB ; (b) reluctance of 
flux path; (c) total flux; ( d ) flux density in gauss; (e) mmf per centimeter length of 
flux path; (/) flux in cross section of a centimeter cube perpendicular to field, surfaces 
of cube being either parallel with or perpendicular to field; (p) field intensity in oersteds 
or dynes per unit pole. 

(a) Since mmf between two points is defined as work performed in carrying a unit 
pole between those points, the answer to (a) must be 4,800 ergs. Ana. 

(b) (R = 10/(8 • 5) » 0.250 cgs reluctance units. Ana. 

(c) 0 — 4,800/0.250 * 19,200 maxwells. Ans. 

id) B = 19,200/(8 - 5) - 480 gauss. Ans. 

(e) Mmf per centimeter is 4,800/10 = 480 gilberts. Ana . 

(f) Since the reluctance of a centimeter cube is unity, the flux in the cross section 
of the cube must be 

0 “ 48 JK = 480 maxwells, which is also the flux density B. Ana. 

ig) Since the mmf per centimeter is 480 gilberts, 480 ergs is involved in carrying a 
unit N pole 1 cm in the direction of the field. Since the field is uniform, the force is 
constant and must be 48 % 480 dynes (force * work/distance). Field intensity is 
defined aB force in dynes per unit pole; hence H — 480 oersteds. Ana. 

It is to be noted that the gauss (d), the mmf per centimeter in gilberts (e), and the 
field intensity in oersteds (g) are all equal numerically. 
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188. Method of Trial and Error. Magnetic problems cannot always 
be solved readily by the method used in Sec. 186 (p. 254). This is due 
to the fact that the permeability (which is a variable but is given in the 
example as a constant value of 800) is not ordinarily known until the 
flux density and therefore the answer are known. The answer of course 
depends in turn on the permeability. If the permeability could be 
expressed as a function of the flux density, the problem could be solved 
direct.^. As a rule, however, the relation of permeability to flux density 
is not simple, as is shown by Fig. 199, so that a direct- solution of the 
problem is difficult. However, such problems can usually be solved by 
trial and error as illustrated by the following example: 


Example. The iron ring of Fig. 200 and See. 180 (p. 254) is made of cast steel whose 
permeability curve is given in Fig. ICO. The air-gap is reduced lo Ke in. by inserting 
additional iron. Determine flux and llux density. 

Assume the permeability as 900, 


flii 


18.13 ■ 2.54 
1.2110 • IKK) 


0.03900. 


* 


<n 2 


\\ 6- 2-54 
1.290 


471.4 

0.03900 4 0,1231 


- 0.1231. 

2,91X1 maxwells. 


Ans. 


- j 290 = 2,245 K aUBS - 


From Fig. 199, Die permeability at this Hux density is 830. Therefore (R, must be 
recalculated using Die new value of permeability: 


(Ri 




18.13 ■ 2.54 
1.290 • 830 


0.0130. 


471.4 

6.0430 + 6.1231 


2,838 maxwells. 


The new value of B = 2,200 gauss. 

As the value of n corresponding to this llux density is 820, oi sufficiently close, to 
the value 830 just used, the last two values of llux and flux density are substantially 
correct. 


With the magnetic problems usually met in practice, the problem is 
simplified since either the flux or the flux density is known, and it is 
required to determine the corresponding ampere-turns. 

189. Determination of Ampere-turns. It is shown in Sec. 16 (p. 51) 
that the voltage drop per unit length of a conductor depends only on the 
current density and the resistivity of the conductor. In a similar manner 
the mmf per unit length depends only on the flux density and the reluc¬ 
tivity of the material. This is proved as follows: 

From Eq. (168) (p. 254) 


OAwXI _JF_ 
0 17Au r l/Ayr 


=■* BA. 
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Since 4 = BA, where B is the uniform flux density and A is the cross 
section of the path, 


SF = B 

l fi r 


(I) 


Multiplying both sideB of (I) by l, 


(170) 


Equation (170) shows that the mmf is equal to the product of the flux 
density and the length of the magnetic path, divided by the permeability 
of the material. To determine the mmf for a unit length of a circuit, 


H in oersteds 

?0 40 60 80 100 l?0 140 160 



Fia. 202. Typical magnetization curves for iron and steel. 

it is necessary to know only the flux density and the permeability. 
Instead of plotting the permeability as a function of the flux density, 
the magnetization curve is frequently plotted with ampere-turns per unit 
length as abscissa and the corresponding flux density as ordinate. This 
is more convenient and avoids using both 0.4ir and the permeability. 
Such curves are shown in Fig. 202 for various commercial irons and steels 
used in the manufacture of electrical machinery. 

In problems where the flux and the cross section of the magnetic paths 
are known and it is desired to find the ampere-turns necessary to produce 
this known flux, the curves just referred to enable the solution to be 
obtained readily. 

190. Ampere-turns for a Simple Air-gap. Let it be required to deter¬ 
mine the ampere-turns IN necessary to produce a uniform flux £ in a 
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simple air-gap between two parallel planed having areas of A sq cm and 
spaced a distance of l cm. 

0 4t7JV 

The flux <f> = BA = [from Eq. (108), p. 254; pr * 1.0] 


where B is the flux density. Hence, 


IN = Bl = 0.796 Bl 
OAw 

= 0.8J3J (nearly) 


(171) 


Hence, the ampere-turns for an air-gap depend only on the flux density 
and the " ffeclive length of gap. [Equation (171) should be compared with 
Eq. (170).] 

Since the dimensions of machines are frequently given in inch units 
and the operating flux densities are usually given in maxwells per square 
inch, it is convenient to express (171) in inch units. Let B' be the flux 
density in maxwells per square inch and V the length of the gap in inches. 

B' = (2.54)’/?; 1’ = 

Hence, 

IN = 0.796 ■ 2.54/' = 0.31357'. (172) 


Example. The effective length of the air-gap of a dynamo, after correcting for the 
effect of the teeth and slots, 1 is 0.25 cm, and the pole faces have an area of 400sq cm. 
If the total flux is 2,400,000 maxwells, determine the ampere-turns necessary to 
produce this flux in the gap. 




2,400 ,000 

400 


6,000 gauss. 


IN - 0.796 ■ 6,000 • 0.25 « 1,194 [from (171)]. Ana. 


If inch units are used, the area 

A> -S - 620sqin - 

Ti' = — 38,710 lines per sq in. 

The length 

V - - 0.09843 in. 

Using (172), 

IN - 0.313 - 38,710 • 0.09843 « 1,193 (check). 

191. Use of Magnetization Curves. In Fig. 202 are plotted the mag¬ 
netization curves for common types of magnet iron and steel. Both inch 

1 Methods of making this correction are given in A. S. Langsdorf, “ Principles of 
Direct-current Machines,” Chap. IV, McGraw-Hill Book Company, Inc. 
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units and cgs units are used for abscissas and ordinates. To illustrate 
the use of the magnetization curves, the following example is given: 

Example* Dei ermine the fuiipere-turiiN necessary to produce an air-gap flux of 
750,000 maxwells in the electromagnet of Fig. 203. The cores are cast iron, and the 
yoke and pole pieces are cast si eel. N eglect fringin g and leakage. 

The flux density in the lower yoke is 

„ 750,000 „ 

By = r— = (>2,500 maxwells per sq in. 
u 1 4 

The ampere-turns per inch for a density of 62,500 from Fig. 202 (cast steel) is 18. 
The mean length of flux path is (approximately) 16 in. 

lyNy = 16 18 =* 288 amp-turns, 

or 288 amp-turns is required to produce a flux of 750,000 maxwells in the lower yoke. 

The density in the cores is 

rj 750,000 

B-i = = 46,000 maxwells per sq in. 

From the curve (cast iron) the ampere- 
turns per inch = 86. 

As there are two cores, the total length is 
16 hi., neglecting the quarter turn at each 
corner of the magnetic circuit. 

/»A’s = 16 -86 = .1,376 amp-turns. 

The pole pieces are in every wav identi¬ 
cal with the yoke, except that the pai h is 
0.25 in. shorter. This small difference if neglected will not introduce an appreciable 
error, and so for the two pole pieces 

/a-Vj = 288 amp-turns. 


, Cast steely 



Cast,/ 


— f6" 
k-y 20 - 
Casts/ee/ 

Fig. 203. Electromagnet. 


For the air-gap [from (172)] 

I 4 N 4 = 0.313 • 62,500 ■ 0.25 = 4,890 amp-turns. 

As all the various parts are in series, 

The total ampere-turns * 288 + 1,376 + 288 + 4,890 * 6,842. /Ins. 

192. Magnetic Calculations in Dynamos. The magnetic-flux distribu¬ 
tion and the flux paths for a multipolar generator are illustrated in Fig. 
195 (p. 247). In Fig. 204 the magnetic circuits for the useful flux are 
indicated by the heavy lines and those for the leakage flux by the lighter 
lines. It will be noted that the number of magnetic circuits is equal to 
the number of poles and that each of the poles is common to two mag¬ 
netic circuits. If two of the poles are considered as being divided by 
planes wv and xy , the path ubedef constitutes a single magnetic circuit. 
Each of the other magnetic circuits can be treated similarly. (Distortion 
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of pole flux due to armature reaction, p. 415, might change slightly the 
positions of the planes wv and xy.) It will also be noted that each field 
coil supplies mmf to two of the magnetic circuits. For example, field 
coil A supplies mmf for magnetic circuits abcdef and a'b'c'd'e'f'. How¬ 
ever, even though two magnetic circuits share the mmf of each field coil, 
the full mmf of each coil is acting on each circuit. This is readily seen if 
Kirchhoff's second law, using mmfs rather than emfs, is applied to each 
magnetic circuit as, for example, abcdef . In going round this path, one 
goes through the mmfs of two field coils, A and B. Hence, the mmfs of 
two field coils act on each of the magnetic circuits, such as abcdef . 



Fig. 204. Eight-pole 400-rpm 250-volt d-c generator. Axial length of armature stampings 
aud pole facea = 1 (i in. 

In the computation of the magnetic circuits of dynamos it is simpler to 
consider the mmf per polo only. Thus, the magnetic circuit abcdef may 
be considered as being divided into two equal portions by the plane st, 
each of the two field coils A and B supplying the mmf for each half 
circuit. In computing the ampere-turns per pole, however, it seems more 
rational to compute the ampere-turns for the complete magnetic path 
abcdef and to divide this value by 2 to obtain the ampere-turns per pole. 
This is done in the example which follows. 

On account of symmetry, the ampere-turns per pole are the same for 
the entire dynamo. 

The calculation of the exciting ampere-turns is somewhat complicated 
by the irregular nature of the air-gap, due to the armature teeth, air 
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ducts, fringing, etc. The amount of leakage flux between poles intro¬ 
duces another factor which must be considered. 

However, by making some approximations as to leakage and the geome¬ 
try of the magnetic-flux paths, the relation of flux to ampere-turns may be 
computed with reasonable accuracy. Below is given an example illus¬ 
trating the general method of procedure in computing the ampere-turns 
per pole in a generator. This example is not intended, however, to 
include the detailed computations such as are found in texts which 
specialize in dynamo design. 

Example. In the dynamo Bhown in Fig. 204 ; it is desired to compute the number of 
ampere-turns per pole necessary to produce an air-gap flux of 7 f 500,000 maxwells 
from each pole into the armature. The air-gap has an effective length of 0.235 in., 
after correction has been made for armature teeth, fringing, etc. 1 The leakage coeffi¬ 
cient (ratio of core flux to armature flux) is assumed to be 1.15. 

The paths of the fluxes from the various poles, including the leakage flux, are shown 
in the figure. The lengths of paths are easily determined. 

Since the ampere-turns required by the iron are small compared with those required 
for the air-gap, a high degree of accuracy in determining the dimensions of the iron 
part of the magnetic circuit is not necessary. 

Consider the flux path abedef. 

f>0 — 38 

The length ah —--- 0.235 = 10.8 in. (approximately); be (approximately 

63" 

one-eighth the mean circumference of the yoke, less 5 in.) — —-5 — 24.7 — 5 

- 19.7 in. 

x32 

ad (excluding air-gaps) = -g- = 12.6 in. (approximately). 

(For example, the distance from the surface oi the armature at a, to / is approx¬ 
imately equal to the distance from the line wv to /.) 

The flux densities are as follows: 

Flux in cores ** 7,500,000 • 1.15 * 8,630,000 maxwells, as the flux in the core is 
equal to the armature flux plus the leakage flux. 

™ , 8.630,000 

flux density m cores * - ! T6^Ib' “ 53,900 “dwells per sq in. 

This should be increased by about ]0 pur cent to allow for the thickness of the oxide 
on the surface of the laminations: 


53,900 ■ 1.10 - 59,300. 

8 630 000 

Flux density in yoke *■ ~2(1 6 1 . '3 ) ~ "* ^j 000 maxwells per sq in., as the pole flux 

divides, one-half going each way in the yoke. 

7 500 000 

Flux density in armature * - 39,100 maxwells per sq in. 

This must be increased by about 25 per cent to allow for the air-duct space and the 
oxides between laminations. 

This makes the density in the armature 


1 See footnote, p. 259. 
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39,100 *1.25 " 49,000 maxwells per sq in. 

The corresponding net area of iron thus becomes 

0.80 > 2(6 ■ 16) - 76.8 Bq in. 

Hence B *■ “ 48,900 maxwells per sq in. (cAedb). 

7 £00 00(1 

The air-gap density =* * 39,100 maxwells per sq in. 

Knowing the above quantities, and utilizing the magnetization curves of Fig. 202, 
it is a comparatively simple matter to determine the total ampere-turns per pole. 

For example, with dynamo steel sheet 4 amp-turns per in. are necessary with 
59,300 maxwells per sq in. Hence, for the core ab, 

hNi « 4 -10.8 — 43 amp-turns. 


The ampere-turns are then found as follows: 


Part 

Material 

Flux. 

maxwells 

Area, 

square 

inches 

Flux den¬ 
sity, max¬ 
wells per 
Bquare inr.h 

Ampere- 
turns 
per inch 

Length, 

inches 

Ampere- 

turns 

Core ab. 

Dynamo Bteel sheet 

8,630.000 

100 

59,300 

4.0 

10.8 

43 

Yoke 6c. 

Cart ateel 

4.315,000 

48 

90,000 

40.0 


788 

Core ed . 

Dynamo steel sheet 


160 

59,300 

4.0 

10.8 

43 

Gap de . 

Air 


1B2 

39,100 

12,240 

0 235 

2.876 

Armature ef.. 

Dynamo Bteel sheet 


76.B 


3.0l 

12.0 

38 

Gap fa . 

Air 


102 

| 39,100 | 

12,240 

0.235 

2.B76 






6,664 






3.332 


As the machine is symmetrical, each complete magnetic circuit requires the same 
number of ampere-turns per pole. The design of the exciting coils themselves is 
not difficult. 


193. Hysteresis. It is already shown that when the mmf per centi¬ 
meter or the magnetizing force acting on an iron sample is increased 
positively from zero, the normal magnetization curve results, as is shown 
by Fig. 198 (p. 253). Also it is shown that as the magnetizing force is 
increased, the iron becomes more nearly saturated. If, at any point on 
the normal magnetization curve, the magnetizing force is decreased, it is 
shown that owing to the delayed unlocking of the domains (p. 202) the 
values of induction for any given magnetizing force are greater than when 
the magnetizing force is increasing. For example, in Fig. 205, curve Oa 
is the normal curve. If, after the mmf has reached the value Oa 1 , the 
magnetizing force is decreased until it reaches zero, the induction now 
decreases in accordance with the curve ab. When the magnetizing force 
reaches zero, the induction is not zero but is equal to Ob, or B r , which is 
called the remanence. Before the flux density can be reduced to zero 
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the magnetizing force must be reversed in direction. That is, it requires 
a negative magnetizing force Oc, or H e , to reduce the induction to zero. 

The magnetizing force H c is called 
the coercive force. (These magnetic 
properties are discussed in connec¬ 
tion with permanent magnets, Secs. 
201 and 202, pp. 276 and 278.) 

If the magnetizing force now be 
increased in the negative direction 
to d where Od ' = Oa ', the induc¬ 
tion will be carried to a negative 
maximum d’d. The negative maxi¬ 
mum flux density d'd is equal to 
a'a. If the magnetizing force now 
is increased toward zero, the curve 
will pass through point t when the 
magnetizing force is again zero and 
the negative remanence Oe = Ob. 
A positive coercive force Of = Oc 
Fig. 205 . Hysteresis loop. j s necessary to bring the flux density 

again to zero. When the magnetizing force again becomes Oa\ the flux 
density will return to its original value at a, closing the loop. 

It is seen that the induction always lags the magnetizing force. For 




Fig. 206. Hysteresis loops for three maximum flux densities. 


example, at b the magnetizing force has reached zero; the induction, how¬ 
ever, does not reach zero until the iron has been carried farther along the 
cycle of magnetization to c. This lag of the induction with reaped to the 
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magnetizing force has been given the name “hysteresis." The cycle of mag¬ 
netization abcdefa, Fig. 205, is called a “hysteresis loop" 

The iron does not return to a previous condition of magnetization with¬ 
out the application of a magnetizing force. For example, it requires a 
magnetizing force Oc to bring the iron to zero induction at c. (The state 
of magnetization at c is also different from that at 0.) An expenditure 
of energy is required to carry the iron through the cycle of magnetization, 
According to the spinning-electron and domain theory, hysteresis loss is 
caused by the small eddy currents which are induced by the sudden 
orientations of the domains, the durations of which are about 1/10,000 
sec. This theory is substantiated by the fact that the greatest hysteresis 
loss occurs in the region of the curve, Fig. 149 (p. 202), where the Bark- 
hausen effect is greatest. 

If several loops are taken, having different maximum flux densities, 
they will have the general appearance of the three loops in Fig. 206. 
The maximum points a, a h a 2 all lie along the normal saturation curve 0a 2 . 

194. Hysteresis Loss. Hysteresis loss is proportional to the area of 
the hysteresis loop, Figs. 205 and 20G. In fact the hysteresis loss may 
be obtained by finding the area of the loop to scale and dividing by 4*\ 
This gives the loss in ergs per cycle per cu cm. 

The relation may bo proved as follows: A coil haling a total of N turns or n turns 
per centimeter and wound on an iron core of length l cm and cross section of A sq cm 
is connected across a potential difference of V cgs volts. The current i (cgs amperes) 
to the coil is determined not only by the resistance of the coil but by the counter 
emf — N d4>/dt = — nZ d<t>/dt. The total emf acting on the circuit is therefore 
V — nl d<f>/dt and this is utilized to supply the iJt drop in cgs units. That is, 

F ^ " iR - ro 

V *- iR + nl — cgs volts. (II) 

The power 

Vi = i-R + nii^ ergs per sec. (Ill) 

Vi is the total power input, i*R is the power which goes to heat the winding, and 
rdi must be the power which goes to store energy in the magnetic circuit. The 

total stored energy is equal to the integrated product of power and time, 

w - f 0 r ( nH is) dl erR8 - av > 

However, 4> “ BA, where B is the flux density in gauss, and the gilberts per centi¬ 
meter, H = 4mt (Sec. 187). 

These values are substituted in (IV), and the flux density then is integrated between 
B,, which is negative, and B s , giving, Fig. 207, 

w -&/-L" dB 


(V) 
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The integral in (V) gives the area abcdeOa, Fig. 207, shown by horizontal cross-, 
hatching, and when divided by 4x gives the energy in ergs stored per cubic centimeter 
when H is increased from 0 to H j. When H is reduced from Hi to zero, energy is 
returned from the magnetic field to the electric circuit and is given by 

W*- l £ (*' H dB CVI) 

4ir JBi 

The integral in (VI) gives the area cdec. The total energy stored as H is increased 
from 0 to Hi and is then reduced to 0 is Wi — W*. When // is increased negatively 
from 0 to — Hi and then reduced to 0, the net energy stored becomes 

w,-w t - 1 ^- [-*' -HdB + ^ [-*' -HdB ergs. (VII) 

4 r JB , 4a- J-B\ 

The last term in (VII) is the energy returned from the magnetic field to the electric 

circuit when H is reduced from — Hi to 
zero. Hence the total magnetic energy 
stored per cubic centimeter becomes (1/M) 
(Wy + Wi - Wt - W<) or 

j*' HdB - J*' H rffi) ergs. (173) 

(173) gives the area of the hysteresis loop 
abcefga divided by 4x and may be gener¬ 
alized as follows: 

W - -L / HdB ergs. (174) 

For example, let the area of the 
smallest loop, Fig. 206, be A sq in. 
Fig. 207. Hysteresis loss and loop The scale is such that 1 in. on the 

abscissa scale represents 10 gil berts per 
cm, and 1 in. on the ordinate scale represent 4 kilogauss. The ergs loss 
per cycle per cubic centimeter is 



W h 


A • 10 ■ 4,000 
4x ' 


ergs. 


(175) 


To convert this energy loss into joules or watt-seconds, divide by 10 7 . 
The hysteresis loss per cubic centimeter per cycle depends on two fac¬ 
tors, the magnetic material and the maximum flux density. The loss 
within certain limits may be expressed by the Steinmetz law as follows: 

W k = i(176) 

Wh is the hysteresis loss per cubic centimeter in ergs per cycle, if is a con¬ 
stant depending on the material, and B is the maximum flux density in 
gauss. 
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Below are given a few typical values of 77 . 

0.025 Sheet iron. 0.004 

0.020 Silicon sheet steel. 0.0010 

0.012 Best grade silicon sheet steel. 0.00046 

Permalloy. 0.0001 

Example. Determine the ergs lows per cycle in a core of sheet iron having a net 
volume of 40 cu cm, in which the maximum flux density is 8,000 gauss. 

Wk « 0.004 ■ 8,000»«. 

log 8,000 - 3.9031. 

1.6 -3.9031 - 6.2450. 
log 1,757,000 - 6.2450. 


Hard cast steel 

Forged steel. 

Annealed cast iron 


Wh = 0.004 • 1,757,000 m 7,028 ergs per cu cm per cycle. 

Total loss W = 7,028 ■ 40 = 281,000 ergs per cycle, or 

281,000 ■ 10“ 7 = 0.0281 joule per cycle. /Ins. 

Since the area of the hysteresis loop, divided by 4ir t gives the hysteresis 
loss in ergs per cycle, the hysteresis loss in ergs per second must be equal 




(a J-Solid core section (b)-Lominoiled 

Fig. 208. Effect 011 eddy currents of laminations. 


to the ergs per cycle multiplied by the cycles per second, or frequency. 
It follows that hysteresis loss is directly proportional to the frequency. 

196. Eddy-current Loss. In cores subjected to a varying or an alter¬ 
nating magnetic flux, there exists not only hysteresis loss but eddy-current 
loss as well. Eddy-current loss is reduced to low values by laminating, 
the effect of which is shown in Fig. 208. In (a), a solid-core section 
together with the magnetizing coil is shown. The instantaneous direc¬ 
tion of the exciting current in the magnetizing coil is counterclockwise. 
By Lenz’s law (p. 299) the direction of the induced current must be such 
as to oppose the inducing current. Hence, the direction of the induced 
current in the core is clockwise. The effect of laminating is shown in (b). 
Note that the insulation between laminations breaks up the path of the 
eddy currents shown in (a), and the current paths now have much less 
cross section, making their resistance much higher. 

For a given volume of material eddy-current loss varies as the square 
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of the thickness of the laminations and also as the square of both fre¬ 
quency and flux density. The loss is given quantitatively as follows: 

P. = wattB Pe r cu cm > (177) 

where i is the thickness of the lamination in centimeters, / the frequency 
in cycles per second, B m the maximum flux density in gauss, and p the 
resistivity in ohm-centimeters (177) does not always check with meas¬ 
ured values since it is assumed that the interlamination conductance is 
zero. Ordinarily there is some conductance, making the measured values 
of loss greater. 


Example . A transformer con*, having a total volume of 12,800 cu cm is made of 
silicon-steel laminations, No. 29 United States standard gagn, or 0.014 in. thick. The 
resistivity is 60 microhin-cin. Determine: (a) w atts eddy-current loss at a maximum 
flux density of 10,000 gauss and a frequency of 60 cycles per second; (b) watts per 
eound. The silicon steel has a density of 7.65 g per cu cin. 

Using (177), 


(a) 1\ - 


fir(0.014 ■ 2.54)60 ■ 10,000| 2 
6 ■ 60 lO" 8 10'« 


1.248 • 10 3 watts per cu cm. 


1.243 ■ 10"" ■ 12,800 = 15.97 watts. Arts. 


(6) 1 kg - 2.205 lb. 


1.248 10"" • 1,000 
7.65 2 205 


= 0.07340 watt per lb. 


A ns. 


Increasing the silicon content of steel laminations reduces the hyster¬ 
esis loss and also increases the electrical resistivity, which in turn reduces 
the eddy-current loss. The effects of silicon may be seen by examining 
Table I. Also, increasing the silicon cuntent makes the laminations 
harder and more brittle, and the cost increases with the silicon content. 
With dynamos the core losses are not predominant, and with softer 
grades of steel the punching of pole and armature sheets is facilitated. 
Hence the content of silicon for dynamo sheet steel varies from about 
one-fourth of 1 per cent for field cores to per cent for ordinary dynamo 
grades. For extra high efficiency motors, 3^j per cent silicon steel is 
used, thus approaching the transformer grades. With transformers, the 
core loss predominates so that high per cent (4 to ,5) silicon steel is used, 
the extra cost being justified by the reduced losses (see Vol. II, Chap. VII). 

In order to make a general comparison of the core losses in different 
grades of iron or steel, the standard has been adopted of watts loss per 
pound at maximum flux density of 10,000 gauss at 60 cycles. Table I 1 
shows in a concise manner the various important properties of some 

1 From “Magnetic Core Materials Practice," Allegheny Steel Company. 




Table I. Properties of Commercial Grades of Magnetic Core Materials at 10,000 Gauss 
(By courtesy of the Allegheny Steel Company) 
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standard types of magnetic-core materials, as well as of the more perfect 
laboratory products which are valuable for purposes of comparison. 

196. Separation of Iron Losses. The fact that hysteresis* and eddy- 
current losses are different functions of both flux density (or flux) and 
frequency makes it possible to separate the losses if data for two or more 
values of flux density (or flux) or of frequency are available. Let Pi and 
Pi be the measured values of power for values of flux <t>i and fa, the fre¬ 
quency remaining constant. Then, 

Pi = D + watts, (178a) 

Pz = + K 2 <t> 2 2 watts, (1786) 

where K\ is a hysteresis coefficient and K 2 an eddy-current coefficient. 
(178a) and (1786) are two simultaneous equations which are readily 
solved for Ki and Ki. 

Since frequency is readily determined and measured, it is preferable to 
separate the losses by employing two different, frequencies, the flux or 
flux density remaining fixed. Let Pi and P 2 be the measured values of 
power for frequencies fi and / 2 , the flux remaining constant. Then, 

Pi - Khfi + Kefi 2 watts, (179a) 

P 2 = K h f, + KJi 2 watts, (1796) 

where K h and K 0 are hysteresis and eddy-current coefficients that include 
the flux tt>, which is constant. (179a) and (1796) are readily solved for 
K h and K 

Example. A sample, weighing 15,000 g, consisting of No. 26 gage (0.0185 in.) 
dynamo steel, is tested for core Joss at a maximum flux density of 10,000 gauss. At 

60 cycles per sec the loss is found to be 29.22 watts, and at 30 cycles per sec it is found 

to be 12.45 watts. Determine: (a) Kh and ft,; (b) hysteresis loss and eddy-current, 

loss at 30 cycles per sec; (r) at 60 cycles per sec; (rf) hysteresis loss per pound at 

60 cycles per sec; (e) eddy- current loss per pound at 60 cycles per sec. The density of 
the steel is 7.58 g per cu cm. 

Applying (179a) and (1796), 

12.45 = KM -I- K,( .30)V (I) 

29.22 = K h 60 + tf.(60)». (II) 

(а) Multiplying (I) by 4 and subtracting (II) from the result, 

60 K h » 20.58; K k = 0.343. An*. 

Multiplying (I) by 2 and subtracting from (II) gives 

1,800if, = 4,32; K. - 2.40 ■ 10“*. 

(б) Substituting the values of Kh and K t in (I) gives 

12.45 - 0.343 ■ 30 + 2.40 ■ 10-»(30)> - 10.29 + 2.16 watts. 

Hysteresis loss — 10.29 watts; eddy-current loss * 2.16 watts. Arts. 
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(c) Substituting the values of K\ and K, in (II) gives 

29.22 - 0.343 • 60 + 2.40 • 10^(3,600) _ 20.58 + 8.64 watta. 

Hysteresis loss ■=■ 20.68 watts; eddy-eurrcnt loss — 8.64 watts. Am. 

(d) SS-°- 6222watt ' *“■ 

Anj ' 

The losses may also be separated graphically as follows: If either (l79o) 
or (1796) be written without the subscripts and divided by the frequency/, 

j=K„ + KJ. (180) 

(180) is linear, in which the power divided by the frequency, P//, is a 
function of the frequency /. If P/f is plotted as ordinates and / as 
abscissas, K h is the intercept on the P/f axis and K e is the slope, tan a, 
Fig. 209. In the foregoing example 
at 30 cycles per sec, P/f — 12.45/30 
= 0.415; at 60 cycles per sec, P/f ~ 

29.22/60 = 0.487. These values arc 
plotted as a function of frequency in 
Fig. 209. The intercept K h = 0.343, 
and the slope tan a = (0.487 — 

0.415)/30 - 2.40 • 10- 3 . 

UNRATIONALIZED MKS UNITS 

197. Law of Magnetic Circuit. It 

is pointed out (p. 220) that the 
un rationalized inks system is based 
on a value fi v = 10^ 7 for the permeability of evacuated space. Hence, 
Eq. (108) (p. 254) is written 

* - $£ 3 . webera ’ (181) 



Fio. 209. Separation of hyBtereaia and 
eddy-rurrent loss. 


where N is turns, I is amperes, l is the length of magnetic circuit in 
meters, ^ is relative permeability, A is the cross-sectional area of the 
magnetic circuit in square meters. (The relation = n is often used, 
where p is permeability.) 

From (181) 


0 = BA = —- MrMrA; 


B 


AirNI 

— M rfh' t 


4irNI 

l 


H 


Hence, 


B = 


webers per eq m. 


(182) 
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Example. The example , p. 254, is solved as follows: 

■J * AwIN » 4it • KG - 250 = 4,714 mks units. 
h “ 45.72 «in = 0.4572 in. 

U - 0.4763 pm = 4.763 ■ 10 3 in. 

A i * At = 1.200 sq cm = 1.290 • 10~ 4 sq m. 

From (181) [also see Eq. (169), p. 254], 

4,714 

0 “ ' “ 0.4572 . 4.763 • 10-' s 

800 10~ 7 ■ 1.290 10~ 4 + 7- YF 7 " ■ 1.290 IF* 

4,714 

“ 6.4430 • io® + 3 : 692 ” 10 s 
= 1.140 ■ 10“ s weber. Ans. 

1 140 ■ 10 -6 

B = 1290 ffF 4 “ 8 ^ 7 -10“* weber per sq m. Ans. 

Example. In the example, p. 256, determine: (a) nimf in unrationtflized mks units; 
(b) work done in carrying a unit pole between surfaces CD and AH, (c) reluctance of 
flux path; (rZ) total flux; (r) field intensity in unraliohalizcd inks units. 

(а) Gilberts = OAnNI; inks unrationalized minf = 4rA7. 0.4 tA7 = 4,800; 
NI - 4,800/0.4*-; AirNI = 48,000 mks units. ,1™. 

(б) By definition, mmf between two points is work done in carrying a unit pole 
between those points. Hence, W = 48,000 joules. .4ns. 

(c) l *= 0.10 m; A “ 8 - 5 ■ 10“ 4 « 0.004 sq m. Hence, 

= fF7~YYb04 ~ ^ unrationalized mks units. .4ns. 


id) <k = - 1.92 • 10- weber. Ant. 

(c) // = = 480,000 unrationalized mks units. Ann. 


The ampere-turns for a simple air-gap [Eq. (171), p. 259] may be 
determined as follows: 

From (181), 


4ir/.V 

0 Z/(10“ 7 - A) 


webors. 


(183) 


Hence, 


IN 


4>l 

4w • 10“ 7 * A 


Bl ■10 7 
4tt 


amp-turns. 


(184) 


where B is in webers per square meter and l is in meters. 

Example, Solve the example, p. 259. 

I *■ 0.25 cm *= 2.5 -10 _1 m; A ■* 400 sq cm =* 4 • 10”* sq m; 
0 ** 2,400,000 maxwells = 2.4 • 10 -i weber. 

n 2.4 10“* „ a t 

n = — iF*' = ^.6 weber per sq m. 


Using (184), 


0.6 -2.5 ■ 10-» ■ 10 7 


IN 


A_ 


1,194 amp-turns. .4ns. 










THE MAGNETIC ClftCVIT 27 ? 

Hysteresis Loss. A study of the derivation of Eq. (174) in Sec. 194 
(p. 266) shows that if V , t, R, <p are given in unrationalized inks units, 
l in meters, n in turns per meter, (III) will be given in joules per sec. 
Also if A is given in square meters, H in mmf per meter (H = 4wra), 
and B in webers per square meter, Eqs. (IV) to (174) give the hysteresis 
loss in joules. Hence, 

W = J H dB joules per cum. (185) 

That is, the hysteresis loss in joules per cubic meter is the area of the 
loop multiplied by the scales of abscissas and ordinates and divided by 4ir. 

Eddy-current Loss. In the unrationalized mks system, Eq. (177) 
(p. 268) becomes 

P* = ^ watts per cum, (186) 


where t is given in meters, f is in cycles per second, B m is webers per 
square meter, and p is in ohm-meters. 


Example. Determine ( a) in the example, p. 268. 


t - 0.014 in. = 0.014 ■ 0.0254 - 3.556 ■ 10“ 4 m. 
-= 10,000 ■ 10“ 4 s* 1 weber per sq m. 

10 s 

p - 60 * 10- - 60 • 10 8 ohm-m. 


P< 


(x - 3.556 10“ 4 -60)* 
6 ■ 60 7 10”* 


1,248 watts per cu m. 


Arw. 


RATIONALIZED MKS UNITS 


198. Law of Magnetic Circuit. In the rationalized system the unit of 
mmf is the ampere-turn, and a value of pv = 47r ■ 10 7 is used for the 
permeability of free space. Hence, Eq. (168) (p. 254) is written 


4 _ _J"_ 

* l/w.'A 


webers. 


(187) 


Example. The example, p. 254, accordingly is solved as follows: 

= NI = 375 anip-tnrns. 

U - 45.72 cm - 0.4572 ni. 

2* * 0.4763 cm = 4.763 • 10" a m. 

Ai ■ A : - 1.290 sq cm * 1.290 ■ 10" 4 sq m. 


Prom (187) [also see Eq. (169), p. 254J, 

375 

* “ 0.4572_ ~ 

ririn l r \—a ■ ' 


4.763 ■ 10-* 


800(4x ■ 10“ 7 )1 290 ■ lO -4 ' 1 (4x • 10 -7 ) 1.290 ■ 10 -4 
375 


3,524 ■ 10® + 29.37 ■ 10® 


*= 1.140 * 10“® weber. Ana. 
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From (187), 


Hence, 


* = BA = ^ w’A ; 


B — Mr/x///. 


A''/ 

r 


= 


Example. Repeat the example, p. 250, iihiiir rationalized inks unite. 

(a) 0.4 *NI = 4,800; JV7 = 4,800/0.4* =* 3,819 amp-turns. Ans. 

(b) By definition, W * 3,819 joules. Ant. 

(e) <R — i“ 1.989 ■ lO 7 rationalized mks units. Ana, 
4* ■ 10 - 0.004 

(<0 * “ - 1-920 • 10- weber. Ana. 

(i e) H — 3,819/0.10 ™ 38,190 rationalized mks units. .4 ns. 


(188) 


The ampere-turns for a simple air-gap [Eq. (171), p. 259] may be 
determined as follows: 

* - webers - 
IN = 4T~ l TF 7 T A = ~4^° T amp-turns. (189) 

Note that (184) and (189) are identical. (In Figs. 198 and 199 the 
ordinates and abscissas are also given in rationalized mks units.) 

Hysteresis Lots. In Eq. (185) (p. 273), H = AmiL In the rational¬ 
ized system, H r = nl. Hence //' = /// 4w. 

Equation (185) then becomes, 

W = fH'dB joules per cu m. (190) 

That is, the hysteresis loss in joules per cubic meter is the area of the 
loop multiplied by the scales of abscissas and ordinates. 

Eddy-current Loss . In the rationalized mks system the equation for 
eddy-current loss must be identical with Eq. (186) for the unrationalized 
mks system (p. 273), since the factors t, /, B mj and p are identical in both 
unrationalized and rationalized mks systems. 


FERROMAGNETIC ALLOYS 

Certain alloys of iron and nickel, when properly prepared and heat- 
treated, have magnetic properties far superior to those of iron itself, par¬ 
ticularly at very low flux densities. The most common of these alloys 
are Permalloy, Perminvar, Hipernik, and Coupernik (also see Sec. 148, 
p. 196). 

199. Permalloy. Permalloy is a term applied to a number of nickel- 
iron alloys developed by the Bell Laboratories. However, it is usually 
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associated with the alloy having 78.5 per cent nickel and approximately 
21.4 per cent iron. The material has abnormally high magnetic propels 
ties at low values of magnetizing force, as Fig. 210 shows. 

The maximum permeability of ordinary Permalloy is approximately 
100 ,000, although by long-time high-temperature treatments, values as 
high as 600,000 have been obtained: Permalloy becomes highly satu¬ 
rated in the earth’s field alone {H — 0.45), so that extreme care must be 
exercised in testing it. For comparison, in Fig. 210 the B-H curve for 


Armco iron is also given. It will be 
noticed that only at low values of H 
is Permalloy superior to Armco iron 
in its magnetic properties. 

The hysteresis loop of Permalloy, 
when carried to a maximum induc¬ 
tion of 5,000 gauss, has only one- 
sixteenth the area of that of iron, and 
accordingly the hysteresis loss is in 
the same proportion. 

The magnetic properties of Per¬ 
malloy are very sensitive to heat- 
treatment, so that it must be care¬ 
fully prepared and in very thin strips. 
Also, it is very unstable and may lose 
much of its high permeability if sub¬ 
jected to magnetic and mechanical 
shocks. Its principal u.se at present 
is in communication work, partic¬ 
ularly in the “loading” of submarine 
cables. 1 

Permalloy powder, or “dust,” is 



Fig. 210. B-H curves of Permalloy and 


Armco iron. 


mixed with a resinous binder and then 


compressed under very high pressure to form cores for transformers used 
at high frequencies in communication work. The fact that the particles 
are all insulated from one another makes the eddy-current loss practically 


Perminvar is an iron-nickel-cobalt alloy which has constant permea¬ 
bility over a wide range of B. Since the area of the hysteresis loop 
accordingly must be very small, the hysteresis loss is correspondingly 
small. The permeability is only moderate, being less than half that of 
Armco iron, 

1 For further details see H. I). Arnold, and G. W. E i/men, '‘Permalloy, an Alloy of 
Remarkable Magnetic Properties,” .Jour, Franklin Inst., May, 1923, p. 621. 
Reprinted July, 1923, in Bell System Tech. Jour. 
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200. Hipemik. Hipernik is a highly refined 40 to 60 per cent iron- 
nickel alloy. It is found that, in this type of alloy, impurities of a few 
hundredths of 1 per cent affect the permeability by several hundred per 
cent so that in the process of manufacture every trace of impurity must 
be removed. Ordinarily the permeability reaches values as high as 
57,000, which may be determined from Fig. 211, which gives both the 
B-H curve and two hysteresis loops of Hipernik. Under special con¬ 
ditions, the permeability may reach higher values. 1 For comparison, a 
hysteresis loop for silicon iron is given. It will be noted that the area of 
the Hipernik loops is materially less than for silicon iron. The ergs loss 
per cycle is indicated on each loop. 



-to -0.1 -o.\ 0 0.\ 01 01 to 0* 00 01 0.6 00 \.0 U \1 VI VA 

.V\, oersteds ^'ilber'ta per cm) 

Fig. 211. Hysteresis loops of Hipernik and silicon iron. 


The principal use of Hipernik is for the cores of current transformers 
(Vol. II, Chap. VIII). For this purpose a long ribbon of Hipernik is 
coiled like a clock spring to form the core, so that waste due to punching 
is practically eliminated. 1 

Coupemik is an alloy of the same composition as Hipernik, but it is 
given a different, heat-treatment which produces a constant permeability 
over a wide range of flux density. 

201. Permanent Magnets and Hysteresis Loop. In Chap. VI the 
relation of permanent magnets to the demagnetization curve (p. 223) 
and the radical improvement made in permanent magnets by the develop¬ 
ment of the Alnico alloys are discussed briefly. A more detailed analysis 
of permanent-magnet operation requires a knowledge of the magnetic 
circuit and hysteresis effects which have just, been discussed. 

It is already shown that permanent magnets operate on that part of 

1 Yensen, T. I)., “Permeability of Hipernik Reaches 167,000,“ Elec. Jour., June, 
1931. p. 386. 
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the hysteresis loop lying in the second quadrant, Fig. 212. Also it is 
shown that the stored magnetic energy is proportional to the area of that 
part of the hysteresis loop under consideration (p. 266). Figure 212 
shows the B-H curves for typical per¬ 
manent-magnet materials. The most 
important criterion of the usefulness of 
a permanent-magnet material is the 
stored magnetic energy. This is repre¬ 
sented by the areas under the demag¬ 
netization curve, Figs. 212 and 213. 

For a number of years carbon tool 
steel was the only permanent-magnetic 
material available. This was followed 
by a 5 to 6 per cent tungsten-steel 
alloy (containing also 0.6 to 0.8 per 
cent carbon and 0.5 per cent man¬ 
ganese). The B-H characteristics of 
several of the permanent-magnet, steels 
are given in Fig. 212. Note that the 
tungsten-steel alloy has a high value 
of remanence although the coercive force is not much greater than 
that for carbon tool steel. The next important materia/ was 
cobalt-chromium steel (Co 6%, Cr 9%). Although the rema- 
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Fig. 213. B-H and B-H characteristics of Alnico alloj-s. 

nence for this alloy was much less than that for tungsten steel, the 
coercive force of 210 and the area under the demagnetization curve 
were both much greater than corresponding values for any of the earlier 
permanent-magnet materials. The next improvement was 36 per cent 



20,000 10,000 0 
Amp-turns per meter 

Fig. 212, B-H characteristics of 
permanent-magnet materials. 
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cobalt magnet steel, Fig. 212, also known as K.S. steel, containing 36 per 
cent cobalt, 6 per cent chromium, and 4 per cent tungsten. Because 
of the cobalt content this material is expensive, and it is not readily 
machined. It has somewhat higher values of remanence and coercive 
force than the 16 per cent cobalt steel. A further improvement was a 
42 per cent cobalt steel, Fig. 212. 

The cobalt steels marked a great advance over prior permanent-magnet 
materials in that the areas under the demagnetization curves and hence 
the value of stored energy were several times greater. Magnets made of 
such materials, therefore, could be made much smaller and yet produce 
much stronger magnetic fields. 

A comparison of the demagnetization curves, Fig. 212, shows the rela¬ 
tive usefulness of the several earlier permanent-magnet materials. 

202. Alnico Alloys. 1 The development of Alnico, an alloy of alumi¬ 
num, nickel, and steel (first called Alnic), in 1932, marked a radical 
improvement in permanent-magnet materials that, by far exceeded all 
developments that, had taken place up to that time. A short time later 
it was found that a still greater improvement resulted from replacing 
part of the nickel with cobalt, and later copper was added. Alnico 6, 
Fig. 213, is such an alloy (with 1.25 per cent titanium). Later, the 
important discovery was made that if the alloy were subjected to a 
magnetizing force during heat-treatment a grain was developed and the 
magnetic properties in the direction of the grain were greatly increased. 
Alnico 5, Fig. 213, is such an alloy. At the present time there is a large 
number of Alnico alloys some having similar and others widely varying 
characteristics, which adapt them to innumerable different applications. 
In addition there are the related alloys such as Vectolite, Cunico, Cunife, 
and Silmanal (Ag 86%, Mn 9%, A1 5%). The large percentage of silver 
makes this last alloy expensive. Space does not permit a description of 
all these magnetic materials, but the three Alnicos, 5, 6, and 12, whose 
characteristics are given in Fig. 213, represent three categories which are 
required for widely differing types of application. These are described 
in the next section. Another criterion of permanent-magnet perform¬ 
ance is the energy-product curve. If values of B and H for each point of 
the demagnetization curve be multiplied, curves similar to those in the 
first quadrant, Fig. 213, are obtained. Such curves are called energy 
product curves and at each point are a measure of the energy per cubic 
centimeter stored in the magnet. The maximum product of B-H gives 
the point at which maximum output or optimum operation may be 
obtained. 

1 For a complete discussion of these alloys and their performance, the article “Per¬ 
formance of the New Alnico Permanent Magnet Materials," by F. W. Merrill of the 
General Electric Company, Elec. February, 1947, p. 72. is recommended. 
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For comparison and to illustrate the great superiority of the Alnico 
alloys over the previous magnetic materials, the demagnetization and 
energy-product curve for 42 per cent cobalt (shown dotted), the best 
prior material, are also shown in Fig. 213. 

The compositions and important parameters of the three Alnico alloys 
are given in the accompanying table. 


Alloy 


Percentage composition 

Magnetic properties 

A1 

Ni 

Co 

Cu 

I 

Ti 

Fe 

B r 

H e 

B ■ H (max) 

5* 

8 

14 

24 

34 


$*51 

12,500 

580 

4.5 - 10 # 

6* 

8 

14 

24 

♦; 3 

1.25 

49.75 

10,500 

800 

3.9-10* 

12 

6 

18 

35 

8.0 

33 

6,000 

1,000 

1.7-10* 


Br remanence; He, coercive force; B • H (max), maximum energy product. 
* Directional, i.e., in magnetic field during heat-treatineut. 


It will be noted that with Alnico 5, when H reaches the value of —500 
the induction suddenly drops to zero. This drop off is due to the fact 
that up to the —500 point the domains remain firmly locked in a direc¬ 
tion of easy magnetization and it is possible to unlock only a relatively 
few. Most of the domains are, however, similar in character, and they 
all become unlocked almost simultaneously, producing a sudden drop off. 
This material is highly effective with short fixed air-gaps which would 
cause it to operate above the point P. As will be shown, this charac¬ 
teristic is, however, highly undesirable if the magnet is to be used in 
applications where the air-gap may be variable or where the magnetic 
device may be taken apart. Under these conditions the magnetic induc¬ 
tion drops down the steep part of the curve to a low value, and the mag¬ 
netization cannot be restored to any reasonably high value except by 
remagnetizing. Alnico 6 is an improvement in this respect in that the 
sudden drop off is eliminated, the domains responding progressively to 
the demagnetization force. Alnico 12, which was developed after much 
research, and which has the highest coercive force for all the Alnicos, 
is an almost perfect example of progressive unlocking of the domains, 
the characteristic being almost a straight line. 

Many of the Alnico magnets can be made by the sintering process. 
The constituent powders such as iron, nickel, cobalt, and copper are 
pressed in a die, any necessary slots, holes, and grooves being made part 
of the die. The compacted powder is then heated in a hydrogen-atmos¬ 
phere furnace at a temperature just below the melting point of the con¬ 
stituents. The resulting product is hard and fine-grained but is non- 
machinable and must be finished by grinding. Up to the present time 
it has not been possible to make Alnicos 5, 6, and 12 by this process, 
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but 5 and 6 are made by the sand or precision-easting process. They, 
too, are nonmachinable and must be ground. 

203. Design of Permanent Magnets. The availability of such power¬ 
ful permanent-magnet materials as the Alnicos has greatly widened the 
applications of permanent magnets and has brought about a revolution 
in the design of instruments, meters, radio sets, loudspeakers, magnetos, 
generators, magnetic chucks, and other devices. It is therefore impor¬ 
tant to understand the theory of operation and the design of permanent 
magnets. 

The mmf available in the magnet must supply not only the mmf con¬ 
sumed in the magnet itself but also the mmf necessary to send the flux 

through the exterior circuit, such as 
soft-iron pole pieces and inserts, and 
any air-gaps, all of which may con¬ 
stitute a part of the magnetic circuit 
(see Fig. 165, p. 225). To illustrate 
the method of designing a permanent 
magnet, using Alnico 6, and its 
operation with different air-gaps, the 
demagnetization curve for Alnico 6 
is plotted in Fig. 214. Let it be 
required to design a magnet to 
supply maxwells to an air-gap l p 
cm Jong and A„ sq cm cross section. 
It is desirable to operate the material 
at or near the point where the avail¬ 
able energy, or energy product, is a 
maximum. Reference to Fig. 213 
shows that this corresponds to a flux 
density of 0,400 gauss. 

The flux density in the air-gap, B a = (j>/A„ . Let L m and A m be the 
length and cross section of the magnet in centimeters and square centi¬ 
meters. Let H m be the mmf gradient in the magnet and I1 Q the mmf 
gradient in the air-gap, both in gilberts per centimeter. Applying 
Kirchhoff’s second law to the magnetic current, 



-1.000 000 600 400 

( OMberts per cm (H j 

-BO 60 40 20 C 

Amp-furns per m (multiply by I0 3 ) 

Fia. 214. Operating characteristics of 
Alnico 6. 


Also, 


H^Lm - II 0 L a = 0 . 

Bjl a, 

B„ A a 


(191) 

(192) 


From (191) and (192), and with H t = B„ numerically, in the air-gap, 




(I) 


Hgl/g BgL, 
L 
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and 


Dividing (IT) by (I), 



(II) 


P» A. gLn 

H m ~ BjLJLZ A~L t 


— tan a. 


(193) 


(193) gives the slope of the line 0P 1 Fig. 214. The line OP is called a 
shearing line. Hence, in order to obtain the point of operation P on the 
demagnetization curve, draw a shearing line from the origin having a 
slope of — A Jj m /AnJjg, and its intersection with the demagnetization 
curve gives H of the magnet and the flux density at which the magnet 
operates. Let point P, Fig. 214, be a point of operation on the demag¬ 
netization curve, corresponding to flux density Pi. Now assume that 
when H = 0 and B = B r , the mmf applied to the magnet is increased 
negatively to the value — H d gilberts per cm. This obviously produces 
a flux density of By gauss. If the magnet operates at this same flux den¬ 
sity of Pi gauss to produce, for example, flux in an air-gap, the effect of 
the air-gap must then be equivalent to a demag¬ 
netizing mmf of — Hd gilberts per cm in the 
magnet. 

Example. Design a permanent magnet of Alnico 6 in 
which the air-gap is 0.6 cm long and has an area of 2 sq 
cm and the flux in the gap is 15,000 maxwells. The air- 
gap area is produced by the soft-steel pole pieces, each 2 
sq cm area, Fig. 215, in which the mmf drop is negligible. 

Neglect fringing and leakage flux. Determine: (a) cross 
section of magnet; (b) length of magnet; (c) slope of shear line, using (193). 

(a) B g = 15,000/2 = 7,500 gauss. Figure 213 shows that the maximum value of 
B'H for Alnico 6 occurs when B ** B j = 6,400 gauss. Hence from (192), 



Fig. 215. Alnico magnet. 


7 «vnn 

Am = 2 = 2.344 sq cm. Ans. 

(6) Since the gap is air, H g — B g numerically. B g — 7,500 gauss. 
(191) and Fig. 214, 


Lm 


7,500^0.6 

COO 


7.6 cm. 


Ans. 


(c) From (193), 


Hence, from 


Bm 

Hm 


A g Lm 2-7.5 
Aml'„ " 2.344 ■ 0,6 


10.67 


— tan a. Ans, 


Draw a shearing line from the origin which meets the —H abscissa at — 1,000 and the 
ordinate B at 10,670. This gives tan a — —10.67. The shearing line intersects the 
curve at P, where B -« 6,400 gauss and H *■ —600 oersteds. 

204. Operation of Permanent Magnets. In Fig. 214, the remanence 
of the magnet would remain at B r gauss if the magnetic circuit of Alnico 
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remained entirely closed. However, the introduction of the 0.6-cm air- 
gap reduces the induction from the remanence of B r to B i gauss. If the 
gap now be closed, as by a keeper, the induction will never return to 
B r gauss unless the magnet is remagnetized by an external magnetizing 
force. The flux density, however, will reach a value Z? 2 less than B r , 
following line PB 2 . This line is parallel or nearly parallel to a line B r M 
which is tangent to the demagnetizing curve at point B r and which inter¬ 
cepts the axis of abscissas at a value of — H 0 = —2,400 gilberts per cm. 
Actually the magnet will function along the dotted lines between P and B 2f 
which represent a small area called a minor hysteresis loop. 

If the magnet is operating at point P and the air-gap is reduced 
to 0.3 cm, from (193) the shearing line will have a slope, tan ai = 
(2 • 7.5)/( —2.344 ■ 0.3) — —21.33, and the magnet will operate at point 
Pi. If the gap be varied between 0.6 and 0.3 cm, the magnet will be 
stabilized and will operate continuously over the minor loop PPi. 

Let the air-gap now be increased to 1.2 cm. The slope of the new 
shearing line OB 3 becomes (2 ■ 7.5)/( — 2.344 1.2) = —5.333 = tan a 2 - 
The flux density will drop to P 3 gauss, and if the gap be varied between 
1.2 and 0.6 cm, the magnet will operate along the minor hysteresis loop 
BsP 2 . If the gap be reduced to 0.3 cm, the magnet will operate at point 
P'. The line B^PzP f is essentially parallel to line B r M. 

With the foregoing example and analysis, the adaption of the different 
Alnico alloys to particular types of applications becomes more readily 
understood. For example, Alnico 6 is best adapted for applications in 
which the air-gap is variable. That is, the flux density is maintained 
at a high value when the operation is between points P and Pj. Even 
when the air-gap is increased to 1.2 cm and the operation is between 
Bi and P 2 , the magnet still retains a substantial proportion of the flux. 
This would not be true with Alnico 5 because of the sudden drop off in 
its induction. Alnico 12 is adapted to applications where the device may 
be disassembled, as, for example, magneto generators. The operation is 
essentially along the characteristic cd , Fig. 213. Then when the device 
is reassembled, the initial magnetism is restored. Alnico 5, which, of all 
the Alnicos, has the highest value of remanence and energy product, 
should be used only under the conditions of a short fixed air-gap. For 
example, the alloy should operate at point P, or slightly above, where the 
energy product is a maximum. If, however, the air-gap is increased by 
any substantial amount, a study of Fig. 213 shows that the magnet will 
lose a large proportion of its magnetism because of the sudden drop off in 
the characteristic. Thus care should be exercised in selecting and apply¬ 
ing magnetic alloys for any particular application. In several instances, 
apparatus has become inoperative owing to a sudden loss of magnetism, 
caused by using the wrong magnetic alloy. 
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206. MKS System and Permanent Magnets. Following is an illus¬ 
tration of the application of the rationalized mks system to permanent- 
magnet design and operation. In Eq. (191) where HJL^ = HgL 0J H g = 
Bg/vv [See Eq. (188), p. 274]. Hence, 

^ (194) 

where H m is ampere-turns per meter, B Q is webers per square meter, 
L 0 , L m are the lengths of the gap and magnet in meters, n v f — At • 10” 7 . 
In Figs. 212, 213, 214, the abscissas are also given in ampere-turns per 
meter and the ordinates in webers per square m. (1 gilbert per cm = 
79.58 amp-tums per m; 1 weber = 10 8 maxwells.) 

Also in (192), and B m are in webers per square meter and A m and 
A a are in square meters. 

In obtaining (193) in the mks system, II a does not equal B 0) but 
H 0 = Bg/nv. Hence, 

Bn BgAgf A m _ Hv'A ghm /|QC\ 

H m BgLg/tljL m AmLg ' ' ^ 


Example. In the example, p. 281, design the magnet, employing the rationalized 
mks system. 

(a) The area of the gap is 2 ■ 10“ 4 sq m, and the flux density is (15,000 • 10“ B )/ 
(2 ■ 10~ 4 ) = 0.75 weber per sq m. The flux density in the magnet is 0,400 * 10~ 4 «= 
0.64 weber per sq m (also see Fig. 213). 

Hence, from (192), 

A„ - 2 ■ 10-* ~ = 2.344 • 10-* sq m. Ann. 

0.64 


(6) From Fig. 214, with Alnico 6, corresponding to B == 0.64 weber per sq m, 
H n =» 47.8 * 10* amp-tums per m. 

Solving (194) for L m , 


L m 

(c) From (195), 


0.75(0.0 ■ 10“*) 

(4t • ]0 _7 )(47.8 -10*) 


0.075 ra. Ana . 


Em 


(4r ■ 10~ 7 )(2 ■ 10 _4 )(7.5 ■ 10-*) 
-(2.344 ■ 10" 4 )(0.0 ■ 10“*) 


-1.340 ■ 10"‘ - tan a. Ana. 


206. Magnetizing and Stabilizing. Permanent magnets are magnet¬ 
ized by subjecting them to a magnetizing force of five or six times the 
maximum — H c at which they become stabilized (see Figs. 212, 213, 214). 
The Alnicos require about 3,000 gilberts per cm, or 6,060 amp-turns 
per in. Owing to the widely different shapes and sizes of Alnico and 
other types of permanent magnets, they are magnetized by different 
methods. Horseshoe magnets may be magnetized by placing the mag- 






284 DIRECT CURRENTS 

net (usually several) with a keeper over a single large copper conductor, 
Fig. 216. A large direct current in the conductor produces a magnet¬ 
izing force in the direction indicated. Frequently, current in a coil hav¬ 
ing several turns is used to produce the magnetizing force. Another 
common method, when the geometry of the magnet permits, is to mag¬ 
netize it between the pole pieces of a powerful electromagnet. (The 
magnetic chuck, Fig. 166, p. 226, is magnetized in this manner.) 

After being magnetized, magnets will lose some of their magnetization 
with time. This is due, in part at least, to the gradual unlocking or 
relaxation of some of the domains. Such aging is particularly undesira¬ 
ble when magnets are used for meters and instruments. Magnets, how¬ 
ever, may be stabilized artificially. For example, subjecting them to 
moderately high temperatures for a number of hours produces stabiliza¬ 
tion, or aging. Vibration and impact, which 
may occur in service, will also produce 
demagnetization. Stabilizing against these 
effects can be accomplished by subjecting the 
magnets initially to mechanical vibrations 
for a short period. If a magnet is to operate 
along a minor hysteresis loop such as PP i, 
Fig. 214, it can be stabilized for this 
operation by subjecting it to an a-c mmf 
equal to H* — Hi while holding the d-c mmf to —H% gilberts per cm. 

MAGNETIC-FLUX MEASUREMENTS 

Magnetic flux cannot be measured by the mere, insertion of instru¬ 
ments in a circuit as can electric current, voltage, and power. Magnetic 
flux is ordinarily measured in two ways: indirectly by reading the deflec¬ 
tion of a ballistic galvanometer or by the indication of a voltmeter; and 
directly by permeameters of the Koepsel type. The first method depends 
on the fact that an emf is induced in a coil when the flux linking the 
coil is changed; the second method depends on the fact that the deflec¬ 
tions of Weston-type d-c instruments are proportional to the flux if the 
current in the moving coil is maintained constant. In the first method, 
the voltmeter is used if the flux is alternating, the flux being determined 
by measuring the emf which it induces in a coil of a known number of 
turns, the voltmeter being of the a-c type (see Vol. II, Chap. VIII). 

207. Ballistic Galvanometer. It is shown in Sec. 258 (p. 362) that the 
ballistic throw of a galvanometer is proportional to the quantity Q of 
electricity discharged through it, provided that the discharge all takes 
place before the galvanometer coil has begun to move. 

If a galvanometer be connected in series with a coil, Fig. 217, and the 
flux linking this coil be changed in any manner, an emf iB induced in the 



Fig. 216. Magnetising a horse¬ 
shoe magnet. 
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coil producing a pulse of current through the galvanometer. It can be 
shown that if the flux is changed by an amount A<t>, the quantity of elec¬ 
tricity discharged through the galvanometer, 

<3 = (196) 

where N is the number of turns in the coil and R is the combined resist¬ 
ance of the coil and galvanometer. Since the galvanometer deflection is 
proportional to Q, it must also be proportional to the change of flux, pro¬ 
vided that the resistance R of the entire circuit is kept constant, There¬ 



fore, a ballistic galvanometer may be used to measure flux. The change 
of flux 

0i — 02 = KD (197) 

where 0i is the initial flux, 0 2 the final flux, K the galvanometer constant 
and D the ballistic deflection of the galvanometer. 

208. Standard Solenoid. In order to determine the constant K in 
(197), a flux of known value is necessary. This flux, which links a sec¬ 
ondary coil of known number of turns, is caused to change by a known 
amount, either by decreasing it to zero or by building it up from zero. 
Simultaneously, the ballistic deflection of the galvanometer in series with 
the coil is read. This gives sufficient data for obtaining the galvanometer 
constant. 

The long straight solenoid discussed in Sec. 175 (p. 235) is used to 
obtain the flux of known value. It is shown that the field intensity at 
the center of such a solenoid is equal practically to OAvnI oersteds, if the 
ratio of length to radius of the solenoid is large. (n is the number of 
turns per centimeter length and I the current in amperes.) Since in air, 
field intensity is numerically equal to flux density, the total flux across 
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the center cross section is 0 Ami IA maxwells, where A is the cross section 
in square centimeters. Hence, such a solenoid provides a flux the value 
of which can be calculated. 

The properties of the straight solenoid may also be developed by a 
consideration of the ring solenoid, Fig. 218, the cross section of which is 
circular and the core is of nonconducting, nonmagnetic material such as 
wood. Let the cross-sectional area be A sq cm and the mean circum¬ 
ferential length be l cm, Fig. 218. The solenoid is wound uniformly with 
n turns per mean circumferential centimeter, and the current in the wind¬ 
ing is I amp. The total mmf & is obviously 0.4 mil, and if the cross- 
sectional diameter of the solenoid is small compared with the internal 

diameter of the ring, the reluctance is l/A. 
Hence, the flux 

<t> = = ”- 77 ?-“ {\AtmIA maxwells 

(R l/A 

(198) 

and is independent of the length of winding. 
The mean flux density 

B = = 0.4x71./ gauss. (199) 

That is, the flux density is equal to the mmf 
per centimeter length and is also independent 
of the length of winding. 

It will be noted that (199) is identical numerically with Eq. (145a) 
(p. 237), which gives the field intensity at the center of a long, straight 
solenoid. Equation (198) also gives the flux across the center cross sec¬ 
tion of a long straight solenoid. 

Referring to (198), 

QArnl 

+ = 173 “ 

l/A is the reluctance per centimeter length of the solenoid, and 0.4ira/ is 
the mmf per centimeter length of the solenoid. Hence, it follows that in 
such a solenoid the mmf in each unit length is utilized entirely in sending 
the flux through that unit length. 

If the ring solenoid, Fig. 218, be cut along the plane YY and straight¬ 
ened out, a long solenoid is obtained as in Fig. 183 (p, 236) or Fig. 219. 
The long solenoid, Fig. 219, also has a length of l cm and n turns per 
centimeter length. The flux, which is shown as acting from right to left 
within the long solenoid, leaves the left-hand end of the solenoid and 
spreads, theoretically, over an infinite area and returns to enter the right- 
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hand end. If there were no reluctance exterior to the solenoid, all the 
mmf within the solenoid would be utilized in overcoming the reluctance 
of the solenoid, as in the ring solenoid, Fig. 218. Hence, the flux in this 
solenoid also can be obtained from Eq. (198). Since, in the exterior 
return path, the flux spreads theoretically over an infinite area, the reluc¬ 
tance is small except for the parts (R near the ends of the solenoid, where 
the area is finite. 

If, however, the reluctance J -s- A of the solenoid itself is large com¬ 
pared with 2(R, the end reluctances, the total mmf of the solenoid may 
be considered as being utilized in overcoming its own reluctance. Hence, 
the flux near the center of the solenoid 

OAttuII a . y . /AAAV 

<f> — l ~ OAimlAj (200) 

the same as Eq. (198). Therefore, the flux 4> in such a solenoid is equal 
numerically to the mmf per centimeter multiplied by the cross section of 
the solenoid in square centimeters. It is a simple matter to make such a 
solenoid, having a known diameter and a known number of turns per 
centimeter. If the length of the solenoid is 10 times the diameter, (200) is 
correct within 0.5 per cent, and if the length is 20 times the diameter, the 
error is only 0.1 per cent. 

The eiTor due to the two end reluctances 2(R is identical with the error 
resulting from assuming that a finite solenoid is infinite in length (Sec. 
175, p. 236). 

In inks unrationalized units, the mmf per meter length of solenoid is 4 vln unra¬ 
tionalized mmf units (— field intensity H v ), where n is the turns per meter. The 
reluctance of a meter length of solenoid is 1 /n»A, where A is the cross-sectional area in 
square meters. Hence 1 the flux at the center section, 

* ~ “ 4lr/n ^ A " »' H * A - lO-'ffjw* webera. (201) 

[See Eq. (160), p. 239.) 

In inks rationalized units, the mmf per meter length of Bolenoid is In amp-turns per 
m (=» field intensity //„'). The reluctance of a meter length of solenoid is l/^'A. 
Hence the flux at the center section, 

+ - T 1 ~ ~ . - Jn^.’A - n,'H p 'A - 4w ■ 10-’ff p 'A webera. (202) 

1/fiv A 

[See Eq. (154), p. 239.] 

(201) and (202) are equal. 

209. Calibration of Galvanometer. To calibrate the galvanometer, 
connections ore made as in Fig. 219, in which a ring test specimen is 
included as an example. The current in the primary turns of the stand¬ 
ard solenoid is obtained from some steady d-c source. Its value is con- 
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trolled by the rheostat R' and read with the ammeter. A secondary of a 
known number of turns, n 2| is wound about the solenoid near its center. 
ThiB secondary is connected in series with the secondary of the test 
specimen and with the galvanometer G. Both secondaries are always in 
circuit in order to keep the value of R constant in Eq. (196) (p. 285). A 
reversing switch Sw is connected in the galvanometer circuit. To cali¬ 
brate, open switch Sw and close switch S, which energizes the long solenoid 
without causing the galvanometer to deflect. Close Bwitch Sw and read 


Test specimen — 
secondary 


*■Primary 



source | To | 


Fin. 210. Standard solenoid with ring sample and galvanometer. 

the current / with the ammeter. Then open 5, noting the ballistic throw 
Di of the galvanometer. Several check readings should be taken. 

When the switch S is opened, the total change of flux A0 is 0.4tvi/^4, and the quantity 
Qi discharged through the galvanometer [Eq. (106)]. 

n _ _ ft.4mlA 

Vi n *-5-* (203) 

When the flux in the specimen is changed by an amount A$ 3 , or from 0* to 0j, 
from Eq. (106), the quantity 

Qm (204) 

where Nt is the number of secondary turns on the test specimen. 

Dividing (204) by (203), 

Qt — )/R Ntfo i — 0i) 

Qi ni(to.4mIA/R) 0.4 *nn*IA ' 


* ■ ~ I ( 


Q, 
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Since the galvanometer deflections are proportional to the quantities Q. and Q i 
[Eq. (197)], 

"(^Sr «“> 

The quantity in parentheses is the galvanometer constant K in Eq. (197) (p. 285). 
That is, 


« 0.4rn» 2 A/ 

K ~ ~Dwr 


(209) 


where n is the turns per centimeter in the primary of the standard solenoid; n> is the 
total turns in the secondary of the standard solenoid; N 2 is the total turns in the 
secondary of the test specimen; A is the cross section of the standard-solenoid core in 
square centimeters. / is the current in the primary of the standard solenoid; D\ is the 
galvanometer deflection when the primary of the standard solenoid is opened. 

Example. An air solenoid 48 in. long has an inside diameter of 1.75 in., a primary 
winding of 960 turns, and a secondary winding of 2,000 turns. There are 40 turns in 
the secondary of the test specimen. The galvanometer is connected in series with the 
secondaries of both the standard solenoid and the test specimen (see Fig. 219). When 
the current in the primary of the standard solenoid has become steady at 3.82 amp, 
the circuit is opened and the resulting ballistic deflection of the galvanometer is 12.4 
cm. Determine: (a) flux density (gauss) in standard solenoid; (6) total flux in stand¬ 
ard solenoid; (c) galvanometer constant; (d) flux change in test specimen when ballistic 
throw of galvanometer is 8.9 cm. 

The turns per centimeter length in the standard solenoid, 


960 

" “ 48 ■ 2.54 


7.875. 


The cross section of the standard Bolenoid A * (»/4)(1.75) a - (2.54) a * 15.52 
Nq cm. 

(а) From Eq. (199), B - 0.4t - 7.875-3.82 = 37.82 gauss. Ans. 

(б) ^ — BA = 37.82 • 15.52 * 587.0 maxwells. Ans. 

(c) Using Eq. (206), 

^ 0.4r ■ 7.875 • 2,000 • 15.52 - 3.82 _ n no „ 4 

K ■*-thi “ 2,366. Ans. 


id) to — to ■ A02 ** KDj — 2,366 ■ 8.9 ®* 21,060 maxwells. Ans. 

210. Yoke Method. In the yoke, or divided-bar, method, which is 
due to Hopkinson, the test specimen is a cylindrical rod of from to 
in. (0.64 to 1.27 cm) diameter and about 20 in. (50.8 cm) long. The 
rod is in two sections A and B, Fig. 220(a), the two ends butting at e. 
These two ends should have accurately ground flat surfaces so that they 
make good magnetic contact. The rod fits tightly at both ends into a 
massive iron yoke Y, whose reluctance is negligible in comparison with 
that of the rod. The effective length of the rod is taken as l cm, the 
distance between the inside surfaces of the yoke. The exciting coil PP 
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is in two sections and has a total of N turns. The flux is determined by 
means of a small secondary coil &, through which the rod A passes. By 
means of a spring, the coil S springs out of the yoke when the part A of 
the rod is withdrawn. 

The galvanometer is connected in series with the coil S and the sec¬ 
ondary S' of the standard solenoid, Fig. 220(a). The current to the 
exciting coil is supplied by a battery, or by any source of steady cur¬ 
rent, through a rheostat R, an ammeter A , and a reversing switch Sw. 
A voltage divider 1 often gives better adjustment than a series resistor. 
The mmf in gilberts per centimeter, 

„ 0.4xJV7 

To determine some point a on the normal induction curve, the current 
is increased to a value which gives a mmf ob, Fig. 220(b). The section A 




of the rod is withdrawn, allowing S to spring out, and the ballistic throw 
of the galvanometer is read. Since the flux linking the coil S becomes 
nearly zero when S springs out, the galvanometer deflection must be 
proportional to the ordinate ba. To determine point c on the hysteresis 
loop, the excitation is increased to og and then decreased to od. The 
section A of the rod is again withdrawn and the galvanometer deflection, 
which is proportional to cd , is read. To determine the point / on the 
hysteresis loop, the excitation is increased to op, is reduced to zero at o, the 
reversing switch Sw is thrown, and the excitation is increased negatively 
to e. The section A of the rod is again withdrawn, and the resulting 
galvanometer deflection, which is proportional to the ordinate ef } is read. 

The galvanometer is calibrated by the method given in Sec. 209. The 
flux density B is readily determined, knowing the flux 0 and the cross 
section A of the rod. 

This method is subject to slight errors, due to leakage from the rod to 
the yoke, imperfect magnetic contacts, and the hysteresis effects in the 
yoke. 

2 See p. 187. 
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211. Ring Method. In the ring method of magnetic testing, which 
was devised by Rowland, the form of the sample is such as to give a 
closed magnetic circuit. It usually consists of a ring, Figs. 219 and 221, 
although if the sample cannot be made conveniently into ring form, it 
may be in the form of a square. For example, a square is readily made 
from long, rectangular laminations which are made alternately to butt 
and lap at the joints. If properly made, the joints in this latter case 
introduce slight error. The connections in the ring method, Figs. 219 



(a) 



and 221(a), are essentially the same as those for the yoke method, Fig, 
220 (a). The principal difference lies in the procedure in carrying the 
sample through the magnetic cycle. 

The primary is wound uniformly on the ring, Fig. 221(a), or along the 
four sides, if the sample is in the form of a square. The value of H is 
given approximately by dividing the total mmf by the mean length of 
the sample. The secondary is wound about the specimen in the manner 
shown in Fig. 219 and Fig. 221(a). The success of the experiment 
depends on the current being quickly changed by definite amounts. 
Hence, the parallel arrangement of resistors R , Fig. 221(a), each of which 
is provided with a switch, is preferable to a sliding-contact resistor. The 
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auxiliary rheostat72 1 is also useful, in that it may he set to correspond to 
different values of maximum current. A single series resistor, having 
several switches which short-circuit definite amounts, may also be used 
to change the current. 

Since the sample is a closed iron circuit, there may be initially con¬ 
siderable residual magnetism, or remanence. It is necessary to reduce 
this residual magnetism to a small value. This is done by reversing the 
exciting current more or less rapidly by means of switch S'w and at the 
same time slowly reducing the value of the current to zero with resistors 
Ri or R. This carries the iron through hysteresis loops of diminishing 
amplitude, and, if properly done, the residual magnetism, or remanence, 
may be reduced to a small value. 

The normal curve may be obtained by reversing the magnetizing force 
each time that a measurement is made. For example, in Fig. 221(h), let 
it be desired to obtain the point 6 on the normal curve, corresponding to a 
flux 0i. If the magnetizing force is carried to a and the circuit then 
opened, the change of flux will not be ab = 0i but 6c', due to the rema¬ 
nence. However, if the switch S'w is reversed, the total change of flux 
will be 6a -f a'6' = 20i where oo' = oa. Thus each point on the curve 
may be determined by obtaining the desired magnetizing force, reversing 
it, and observing the galvanometer deflection. The galvanometer deflec¬ 
tion corresponds to twice the value of the flux. 

The normal curve may also be obtained by an increment method. The 
hysteresis loop must be obtained in this manner. 

When the magnetizing force is increased from o to a, Fig. 221(6), by 
throwing in a single switch, Fig. 221 (a), it causes a change of flux a6, 
the value of which is determined by the ballistic deflection of the galva¬ 
nometer. A second switch is then closed, increasing H by the amount 6c, 
and the flux by the amount cd, the value of which is determined by the 
ballistic deflection of the galvanometer. The flux is thus increased in 
increments to e, the total flux at e being ab + cd, etc. The galvanometer 
measures the increment (or decrement) of flux between successive magnet¬ 
izing forces. To obtain points on the hysteresis loop, the magnetizing 
force is decreased by an amount ef by opening a single switch, Fig. 221 (a), 
and the decrement of flux fg is read with the galvanometer. When the 
remanence oh is reached, the switch S'w is reversed and a single switch, 
Fig. 221(a), is closed. This gives a decrement of magnetizing force hi 
and a corresponding flux decrement ij. The sample is thus carried 
around the hysteresis loop. 

Since the flux at any point is the sum of successive flux increments, 
a single error vitiates the entire data. It is, therefore, advisable to prac¬ 
tice carrying the flux once or twice through the cycle represented by the 
loop before actually taking data. 
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Although the ring method gives more precise results than the yoke 
method, it is more difficult to manipulate and the samples are not of such 
convenient form. Moreover, the entire data may be rendered worthless 
by a single error, such as failing to read the galvanometer correctly, 
inadvertently closing a switch, etc. 

212. Koepsel Permeameter. In the preceding two methods of mag¬ 
netic testing, the measurements are indirect, quite laborious, and involve 
considerable computation. The Koepsel permeameter is an indicating 
instrument on whose scale the flux density B in a specimen is read directly, 
just as current is read on an ammeter scale. The magnetizing force H is 



Fw. 222. Diagram of the KoepHel permeameter (dimensions in centimeters 


plso read directly by means of an ammeter. The instrument operates on 
the principle of the Weston ammeter (Sec. 115, p. 145), that is, if a coil 
carries current in a magnetic field, it tends to assume a position perpen¬ 
dicular to the field. In the ordinary Weston instrument, the flux is con¬ 
stant, and the deflections are practically proportional to the current in 
the moving coil; in the Koepsel permeameter, the current in the moving 
coil is constant, and the deflections are practically proportional to the 
flux in the gap. 

The instrument, Fig, 222, consists of two massive soft-iron yokes JJ, 
a moving coil M which turns in a very short air-gap, two compensating 
coils CC f and the exciting coil S . The specimen to be tested consists of 
an iron rod V held into the yokes by iron clamps KK and screws S f S'. 
The test specimen may be square in cross section, or it may be round, 
the clamps ordinarily being adapted to hold specimens 6 mm (0.236 in,) 
square or 6 nun diameter. 
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When the current in the moving coil M is equal to 0.005/A amp, where 
A is the cross section of the test specimen in square centimeters, the 
instrument reads directly the flux density B in the specimen. The cur¬ 
rent for the moving coil is supplied by a 4-volt source, such as three or 
four dry cells in series, and is controlled by a suitable rheostat. This 
current, when once adjusted, must remain constant. The exciting coil S 
is wound with 79.6 (= 100/0.4*-) turns per centimeter, and the mmf per 
centimeter H = 0.4ir(100/0.4*-)/ = 100/ gilberts, where I is the exciting 
current in amperes. Therefore, the mmf per centimeter may be readily 
obtained by multiplying the ammeter reading by 100. Ordinarily, the 
same ammeter is used to measure the moving-coil current and the exciting 
current, by connecting different shunts in circuit by means of plugs. 

With current in the exciting coil S, the instrument would normally 
deflect even if no specimen were in place, since the mmf of the exciting 
coil is sufficient to produce considerable flux 

■ in the yokes. To prevent such deflection, two 
compensating coils CC , placed on the yoke 
near the gap, are connected in series with and 
opposing S. They are so adjusted that there 
is no deflection when there is current in S. To 
minimize deflections of the coil caused by the 
earth’s field, the instrument should be so placed 
that the axis of the coil is in the plane of the 
etex. 223 Koepsel perineam " magnetic meridian. A view of the instrument 
is given in Fig. 223. Although this instrument 
is simple in its operation and repeats itself very closely, it is subject to 
some error, particularly at high flux densities. It is assumed that a fixed 
percentage of the flux in the rod reaches the gap. This fixed percentage 
may vary as much as 2 per cent, depending on the flux density. Also, 
because of the reluctance of the air-gap, leakage, etc., the error in H 
under extreme conditions may be as large as 10 per cent. Correction 
curves usually accompany the instrument so that the effect of such errors 
may be reduced. The fact that ordinarily the errors are not large makes 
the instrument particularly useful in comparing magnetic materials and 
in detecting nonuniformity. 

213. Hysteresis Loop with Cathode-ray Oscilloscope. The methods 
for obtaining hysteresis loops which so far have been described are point- 
by-point methods, requiring usually something like 40 sets of data. This 
is of course a tedious and time-consuming process. If high numerical 
accuracy is not required, a cathode-ray oscilloscope (CRO) (see Vol. II, 
Chap. IV) may be used to produce the hysteresis loop dynamically, as 
well as visually, by a continuous curve, such as is indicated in Fig. 224(5). 
The connections are shown in Fig. 224(a). In order to obtain complete 
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cycles of magnetizing current which vary rapidly, alternating current is 
used to produce the magnetizing force H. For accurate results the speci¬ 
men should be laminated and the frequency should be low in order to 
make eddy-current effects negligible. It is convenient and more accurate 
to control the current by a transformer, a variable autotransformer being 
shown in Fig. 224(a). With a resistor in series for control, the voltage 
drop across it distorts the voltage applied to the specimen if the current 
is nonsinusoidal, which is usually true when the iron becomes at all 
saturated (see Vol. II, 4th edition, Fig. 104, p. 118). A step-down trans¬ 
former is also convenient if the magnetizing turns on the specimen are 
few in number. The current is measured by an ammeter A, and the 



Fig. 224. Dynamic hysteresis loop with cathode-ray oscilloscope* 

emf to the H , or X, plates, which deflect the electron beam in a horizontal 
direction, is taken from a low-resistance shunt Sh. Since the voltage 
across Sh is proportional to the current I and the magnetizing force H 
is equal to 0.4ira/, the horizontal deflection will be proportional to H> 
(n = turns per centimeter of specimen.) 

The V, or Y , plates which produce the vertical deflection are supplied 
by a secondary coil wound on the specimen and having turns. This 
secondary is similar to those of Figs. 219 and 221. In order that the 
vertical deflections shall be proportional to the flux density B , it is neces¬ 
sary to use an integrating circuit consisting of a resistor Ri 7 having high 
resistance, and a capacitor C in series. The voltage e c to the V f or Y t plates 
is taken from across the capacitor C. The necessity for such a circuit is 
demonstrated as follows: 

Let 4> be the flux (maxwells) in the specimen, e 2 the cmf induced in the secondary, 
t 8 the secondary current, q the quantity (coulombs) on the capacitor C. 

Then, 

e, volts 

«t dt + K' maxwells. 


0) 

(III 
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The nonstant of integration K' nan bo made* equal to zero. 

Since R -, is large, 

it - |r; Ca - (nearly). (Ill) 

Substituting (III) in (II), 

^ = -10"^- Rt j it dt maxwells. (IV) 

The voltage across the capacitor C, 

ee ~Z' = T'f 11 di vnltfl ‘ (V) 

The cross section A of the specimen is constant so that the flux density B = 4>/A . 
Hence, comparing (IV) and (V), it follows that 

B = Ke t , (VI) 

where K is a constant. 

With the usual specimen it is found that the following constants pro¬ 
duce normal oscilloscope deflections: N 2 = 3,000 turns; R 2 = 10 ® ohms; 
(7 = 2 pf. The voltage drop across Sh should be about 3 volts. 

The method is useful for visual demonstration of hysteresis phenomena 
and for comparing quickly the hysteresis effects in different samples. In 
the manufacture of transformers the method is used to determine rapidly 
whether or not the cores meet specifications. A normal hysteresis loop is 
drawn on the CRO screen, and if any core produces a CRO loop which 
exceeds this in area it is rejected and later re-annealed. A low frequency 
of a few cycles per second is used in order to make eddy-current effects 
negligible. 



CHAPTER IX 

SELF- AND MUTUAL INDUCTANCE 

In earlier chapters the current in a circuit has been considered as being 
determined by sources of emf, such as generators or batteries acting in 
the circuit, and by resistance. When the current is in the steady stale , 
these factors alone do determine the value of the current. If, however, 
a change in current occurs, it causes a change in the magnetic field 
associated with the circuit. The change in magnetic field induces an 
nmf in the circuit itself, and this emf is also effective in determining the 
value of current. Such an emf exists only during the time when the 
current is changing. It does not exist when the current is steady. 

A circuit in which a change of current causes an emf to be induced 
within the circuit itself is said to have self-inductance, or frequently, just 
inductance. Methods for determining the effect of inductance in electric 
circuits are given in the paragraphs which follow. 

If an electric circuit is associated with a second circuit, so that a change 
of current in the second circuit causes a change in the flux linking any of 
the turns of the first circuit, the two circuits are said to have mutual 
inductance. Mutual inductance is also discussed in the paragraphs which 
follow. 

The effects of inductance are in reality the effects of induced emf. As 
the operation of electrical apparatus, such as generators, motors, and 
transformers, depends fundamentally on induced emf, an understanding 
of the principles of induced emf is important. 

214. Induced Electromotive Force. If the terminals of an insulated 
coil, Fig. 225(a), be connected to a galvanometer, and a magnetic field 
be produced through this coil, either by thrusting a bar magnet into the 
coil or by some other means, the galvanometer will deflect momentarily 
and then return to rest. This shows that an emf has been induced tem¬ 
porarily in the coil. When the flux through the coil has ceased to change, 
this emf ceases. If investigation be made, it will be found that the direc¬ 
tion of this induced emf is that shown in the figure and that this direction 
is such that if the emf be allowed to produce a current, this current will 
tend to push the bar magnet out of the coil, or, what is the same thing, 
will oppose its entering the coil. 

If the magnet be withdrawn from the coil, Fig. 225(5), the galvanometer 
will deflect again., momentarily as before, but the deflection is opposite to 
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its direction in the first case. The direction of the induced emf is now 
such that, if the emf produces a current, this current will tend to prevent 
the magnet from being withdrawn from the coil. The emf in each case is 
transient and ceases when the change of flux through the coil ceases. 

If careful measurements be made, the value of this induced emf will be 
found to be proportional to (1) the number of turns N in the coil; (2) the 
rate at which the dux linked with the coil changes, A<j>/At. 



(cO-Nor+h pole inserted in coil 

Fig. 226. 



Induced 

emf 

(bl-North pole withdrawn 
Induced emf. 


The average induced emf is given by 

e = —N 10“ 8 volts, 


(207) 


where A <f> is the incremental change of flux in maxwells occurring in the 
time increment At sec. The factor 10 -8 changes the flux to webers so 
that e is in volts. 

If A0 is given in webers, (207) becomes 

- N (li) volts - (208) 


The minus sign indicates that the induced emf is in opposition to the 
effect which produces it. 

A^/At is the average rate of change of flux, so that the induced emf 
may be said to be proportional to the number of turns and the rate of 
change of flux. 


Example. A flux of 1,500,000 maxwells links a coil having 350 turns. This flux 
through the coil is decreased to zero at a uniform rate in 0.2 sec. Determine induced 
emf during this time interval. 


e 


38oiM00 10 -. 
26.25 volts. Am. 
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In the foregoing example, the rate of change of flux A 0 /A t is 
1,500,000/0.2, or 7.5 ■ 10°, maxwells per sec. 

When the flux does not change at a uniform rate, but the rate varies 
from instant to instant, the induced emf can still be calculated if the 
instantaneous rate of change of flux d<t>/dt is used. This condition occurs, 
for example, in transformers in which the flux usually varies sinusoidally 
with time. When the flux is going through zero, its rate of change is a 
maximum, and when the flux is a maximum, its rate of change is zero 
(see Vol. II, 4th edition, Fig. 213, p. 246). With instantaneously chang¬ 
ing flux, (207) becomes 

e = ~ N IE 10_8 volts - (209) 

and (208) becomes 

-N ^ volts. (210) 

The fact that the currents produced by induction oppose the effect 
producing them should be carefully noted, for this principle is manifest 
in practically all types of electric machinery. This principle was first 
formulated by Lenz, in a form known as Lem's law which in effect says: 

In dll cases of electromagnetic induction , the induced voltages have a direct 
tion such that the currents which they ‘produce oppose the effect which pro¬ 
duces them. 

This law is also based on the law of the conservation of energy. That 
is, the induced currents are produced at the expense of the mechanical 
energy required to push the magnet into the coil against their opposition, 
or the energy required to withdraw the magnet against the opposition of 
the induced currents, which try to prevent this withdrawal. When an 

1 After Heinrich Friedrich Emil Lenz, 1808-1865. Lenz was born in northern 
Russia, and there is little record of his early life except that in his early education he 
studied theology but later changed to the natural sciences and physics. At the age oi 
twenty he made a voyage of investigation round the world as a naturalist, specializing 
in geology. He made a report on the trip to the Academy of Science, was made 
professor of physics at St. Petersburg, and was elected to the Academy of Science. 
It was at this time that he began investigations of electromagnetism, studying care¬ 
fully the experiments of Faraday. He wrote several papers, including “The Laws 
Which Govern the Action of a Magnet upon a Spiral When It Is Suddenly Approached 
or Withdrawn from It,” and “The Most Advantageous Method of Constructing 
Spirals for Magneto Electrical Purposes." Later he made an investigation of the 
resistance of metals and enunciated a formula giving the change of resistance as a 
function of temperature. On Nov. 29, 1833, he read a paper, “On the Direction of 
Galvanic Currents Which Are Excited through Electro Dynamic Induction," which 
contained the familiar statement, “The electrodynamic action of an induced current 
opposes equally the mechanical action inducing it,” now known as Lens’s law. He 
was a voluminous writer and in 1864 published a two-volume “Handbook of Physics." 
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emf is induced in a circuit by a change of current in that circuit, the emf 
is due to changes in the flux-current linkages of the circuit. 

215. Flux-current Linkages and Self-inductance. Current in a con¬ 
ductor produces magnetic flux which completely encircles the conductor, 
and the current in the conductor completely encircles the flux. Some 
familiar examples of this are given in Fig. 226, in which the currents and 
related fluxes are shown. 

In Fig. 226(a), current in a single turn is shown. The flux which it 
produces is indicated by the rings. The rings encircle the current, and 
the current encircles the rings. In (b), the current in a thin sheet form¬ 
ing a loop is shown. The flux lines encircle the current, and the current 


Flux 




(") (d) fe> 

1'iti. 22(i. III ur> trillions of flux-current linkages. 


encircles the flux lines which it produces. A still more striking example 
is given in (c), which shows the current in a loop of wire interlinking a 
circular magnetic core. Another excellent example of current-flux link¬ 
ages is given in (d), which shows the flux in the magnetic circuit of a 
lifting magnet linking the current in the exciting coil. 

These figures illustrate the fact that a current and the flux which it 
produces always completely encircle each other. Hence, they are said 
to link each other. This mutual linking action is particularly well illus¬ 
trated in Fig. 226(c). 

The product of the turns of conductor and the number of lines of flux 
linking these turns is called the flux, linkages of the circuit. These, link¬ 
ages will be given in cgs units if the flux is given in maxwells. 

Example. A solenoid has 800 turns. A current of 5 amp in the winding produces a 
flux of 2,500,000 maxwells. Determine the cgs flux linkages. 

800 ■ 2,500,000 = 20 ■ 10* flux linkages (cgs units). Am, 
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When the reluctance of the magnetic circuit is constant (see Sec. 218, 
p. 304); the number of these linkages per unit current is called the self- 
inductance, or just the inductance , of the circuit and is represented by the 
symbol L, implying linkages. The unit of inductance is the henry . 1 

From definition, with constant magnetic reluctance, the inductance 

L = rW henrys, ( 211 ) 

where 4 is the flux in maxwells and 1 the current in amperes. 

It is necessary to divide by 10 8 because 10 B cgs magnetic lines, or max¬ 
wells, are equal to one weber in the inks system. 

In either the unrationalized or the rationalized mks system, (211) 
becomes 

L = henrys, (212) 

where <t> is in webers. 

Example. In the foregoing circuit, determine: (a) inductance; (ft) inductance if 
number of turns is increased to 1,200 other factors remaining unchanged. 

(а) Li = = 4.0 henrys. Ana . 

5 • 1U" 

(б) With 1,200 turns and the same current of 5 amp the flux will be 

i 2nn 

2,500,000 = 3,750,000 maxwells. 

oUU 

The new flux linkages arc 

3,750,000 - 1,200 - 4.5 ■ 10". 

The inductance 

L a « « 9.0 henrys. Ana. 

5 ■ 10" 

Note that the inductance varies as the square of the turns. 

The henry may be defined as follows: The henry is the inductance in a circuit in 
which an electromotive force of one volt is induced by a current changing at the rate of one 
ampere per second (also see Eq. (218), p. 304). 

1 After Joseph Henry (1797-1878), an eminent American physicist, who was educated 
at Albany Academy and prepared himself for the medical profession. However, he 
became interested in science and in 1825 was elected to the chair of mathematics and 
natural philosophy at the Albany Academy. With the crudest of apparatus and 
very little spare time, he made many improvements in electromagnetic apparatus and 
presented important papers on the subject of electromagnetism. 

In 1832 he was elected to the chair of naturnl philosophy at Princeton University 
and in 1846 he became secretary and director of the Smithsonian Institution in 
Washington. He was the first to insulate wire; he invented the spool, or bobbin, 
winding for electromagnets and the electromagnetic relay which is so widely used for 
the control of electrical apparatus. His outstanding contribution was his discovery 
of self-inductance in 1831. Independently of FaradAy, be discovered electromagnetic 
induction. He was voted the foremost American scientist by the National Academy 
of Scientists. 
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From (211) and (212) it would appear that the inductance of a circuit 
is primarily a function of the flux. Also, it might be inferred that induc¬ 
tance is directly proportional to the turns. These two relations are not 
true, however,, under the conditions of constant reluctance because the 
flux 4 is proportional to both the turns and the current. That is, 4> = 
0.4xJV7/(R, where (ft is the reluctance of the magnetic circuit. Hence, 

0 AirN 1 

L = w henrys. (213) 


Since (ft = 1/pA (Sec. 186, p. 254), 


0.4ttA t V1 

“Tfo " 8 


henrys. 


(214) 


Thus, inductance is primarily a property of the geometry of the circuit, 
the number of turns, and the permeability. 



Flux 

Fia. 227. Relation of emf of self-induction to current. 


From (213) and (214) it should be noted that under the conditions of 
constant reluctance, inductance varies as the square of the turns, even 
though the term N appears in (211) and (212) to the first powder only. 
This is illustrated by the foregoing example. 

= 4.0 * 9.0 hpnrys. Ana. (check) 

216. Electromotive Force of Self-induction. If a coil be connected to 
a battery and a switch S closed, Fig. 227, current will begin to flow in 
the coil. This current produces a flux linking the coil. As this flux 
increases it must induce an emf in the coil, the magnitude of which 
depends on the number of turns in the coil and the rate at which the 
flux increases. By Lenz’s law, and also from a consideration of Fig. 
225(a), the emf thus induced must have such a direction as to oppose 
the increase in the flux linking the coil and hence must oppose any increase 
of current. Thus, in Fig. 227, as viewed from the top, the direction of 
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the current in the coil is clockwise, the direction of the flux is downward, 
and the direction of the induced emf is counterclockwise, or opposite to 
that of the current. The current cannot, therefore, reach its maximum 
value at once hut is retarded by an emf which the current itself produces. 
Such an emf, which acts in the same circuit as the current which pro¬ 
duces it, is an emf of self-induction. 

In contrast, the rise of current in a circuit containing resistance only is 
shown in Fig. 228, the impressed voltage being 10 volts and the resist¬ 
ance 20 ohms. When the switch S is closed, the current reaches its maxi¬ 
mum or Ohm’s law value of 0.5 amp at once. 

With the inductive circuit, the current gradually approaches its Ohm’s 
law value as shown in Fig. 230(b) (p. 306). To be exact, it takes an 
infinite time for the current to reach its Ohm’s law value, although in a 



0 0D2 0.04 0-06 0.08 0.10 0.12 0.14 
5e cond 

Fig. 228. Kise of current in a noiiinduetive circuit. 


comparatively short time it reaches substantially this value. The rela¬ 
tion of current to time in an inductive circuit is derived in Sec. 219 
(p. 305). 

217. Calculation of the Electromotive Force of Self-induction. From 
Eq. (207) (p. 298) the emf induced in a coil due to a change in the flux 
linking the coil is 

b = volts, (215) 

where .V is the number of turns and &4>/M the rate at which the flux- 
changes. 

Also, from Eq. (211), 

L - ~ 10" 8 henrys. (216) 

If <f> and I are varying, </>// is the rate of change of flux with respect 
to current. If incremental changes of flux and current be taken, L Al = 
N A <t> 10“ 8 . Substituting the vaiue of N A0 in (215), 



volts. 


(217) 
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If the rate of change of current with respect to time is not constant, 
the derivative di/dt of current with respect to time must be used. From 
Eq. (209), c = — N d<j>/dt 10 * volts, and from Eq. (211), Nij> 10“ B = Li. 
Multiplying by — 1 and differentiating, 

-N ^ 10- 8 = -L % = e volts, 
dt dt 9 

and 

e = — L ^ volts, (218) 

where L is in henrys. 

Hence, the emf of self-induction is equal to t he product of the induc¬ 
tance and the rate of change of current with respect to time. The minus 
sign indicates that this emf opposes the change of current. 

If the inductance varies as well as the flux, (218) may be written 

the additional term accounting for the induced emf due to change in the 
inductance. 

Example. The field eireuil oT a generator has an inductance of t> henrys. If the 
field current of 12 amp is interrupted in 0.05 see, what is the average induced emf 
in the field winding? 

e = — fi = —1,440 volts. A ns. 

U.UO 

218. Self-inductance with Varying Reluctance. When the reluctance 
of the magnetic circuit is not constant , the induclance is equal to the 
product of the number of turns and the rate of change of flux divided by 
the rate of change of current and by 10 s . This relation is derived as fol¬ 
lows: Let L now be a variable inductance. At any instant the induced 
emf is 

-Lj t = -N ^ 10- 8 volts. (220) 

Solving for L gives 

L = N ~ 10" henrys. (221) 

The relation is illustrated in Fig. 229. An electric circuit of 500 turns is linked 
with a magnetic circuit. When the electric circuit is switched across 200 volts, the 
current increases from zero in the manner shown by curve I in Fig. 229(a). How¬ 
ever, with increase of current the iron becomes saturated, as may be seen from the 
saturation curve of the magnetic circuit in (5). Therefore, as the current becomes 
greater in value in (a), the rate of increase of flux diminishes with respect to the rate of 
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increase of current. At the instant p, Fig. 229(a), corresponding to 0.0055 sec, the 
Hux. is increasing nt a rate of 2 • 10 7 maxwells per sec, and at this same instant'the 
current is increasing at a rate of 200 amp per sec. These rates of increase may be 
determined from the tangents drawn to the curves at this instant of time. 

Example . Determine the value of self-inductance at the instant p. From (220), 

* 


L 


N dt/dt 
fii/dt 


henrys. 


Hence, 


L 


500 

£>UU 200 10* 


0.5 henry. Ans. 


Tn (b), which shows the saturation curve for this circuit, the point p corresponds tip 
point p in [a). At point p in (b), the rate of change or Hux with respect to current, 
tl<t>idi , is 10* maxwells per amp. Hence, using (221), 

L = 500 ■ 10 G ■ 10- 8 = 0.5 henry, Amt. (rhtrk) 
which value may be determined by the tangent drawn at the point p in (b). 



Fig. 1120. Indui-.tanne with variable flux-current relation. 

In the mks systems (221) becomes 

L = N-£ lienrys, (222) 

where </> is in wobers. 

219. Rise of Current in Inductive Circuit. In Fig. 230(a) is shown a 
resistance R in series with a self-inductance of L henrys. The inductance 
itself is assumed to be resistanceless, its actual small resistance being 
included in R. When the switch S is closed, the circuit is connected 
suddenly across a potential difference of E volts. Let the instant of 
closing S be taken as zero time. The current i in amperes may then )ie 
found as a function of the time t expressed in seconds. 

The applied voltage E must not only supply the resistance drop in the 
circuit, but it must also overcome the emf of self-induction, — L di/dt. 
Thus, 


E = ^+ L % 


( 223 ) 
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where dt is the differential time. Also, it will be remembered that Ohm’s 
law states that the current in a circuit is equal to the total emf divided 
by the resistance. The total emf acting in the foregoing circuit is 
E — L di/dt so that the current 


. E — L di/dt 

t g 


(224) 


which is equivalent to (223). 

Equation (223) is a linear differential equation of the first order and is 
readily integrated. 
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Rise of current in inductive circuit. 

First, multiplying (223) by dt and transposing, 

E dt — Hi dt H- L dt , 

{E — Ri) dt — L di } 


Integrating, 


_ fti_ _ 1 
E - Ri L aL 


- ~ log. (E — Ri) = j t + K 


where c is the Napierian logarithmic base = 2.718 and lit is a constant of 
integration. 

log. (E - Ri) - T - KR. 

Lt 

When the time t = 0, i = 0. This must be true, for if the current rose 
to any finite value whatsoever in zero time, its rate of change would be 
infinite and the corresponding emf of self-induction accordingly would be 
infinite. Hence, 


K - - R log, E, 
log. (E - Ri) — log, E 


i (E — Ri) D t 
lo «- ~ E = ~ R jJ 
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or in exponential form, 


from which 


E — iR 
E 
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(225) 


This is an exponential equation, the graph of which is shown in Fig. 
230(b) for a circuit in which E — 10 volts, R =» 20 ohms, and L = 0.(5 
henry. 

The rate of current increase is large at first and then diminishes until at 
f = ao it becomes zero. Theoretically, the current does not reach its 
Ohm’s law value until infinite time. However, it reaches practically 
this value in a relatively short time. 

The rate of change of current at any time t , 


When t 


di Ed „ E =?■ 

dt = Rdt (1 - e)= L t amp per sec. 

0 , 

di E 

-r = y amp per sec. 


(226) 

(227) 


That is, at the instant of closing the switch, the current begins to increase 
at a rate of E/L amp per sec. 

A line drawn tangent to the curve at the origin 0 must have a slope 
E/L , as shown by line Oo, Fig. 230(b). Also, the rate of increase of cur¬ 
rent at the instant when the switch is closed is found directly from (223), 
for when t = 0, i = 0 and di/dl = E/L. 

Since the current approaches its Ohm’s law value gradually and theo¬ 
retically never reaches this value, the time to reach or even to approach 
the Ohm's law value cannot be a criterion of the rate of increase of the 
current. For this reason the time L/R has been chosen as the criterion. 
This ratio L/R of the inductance in henrys to the resistance in ohms is 
called the time constant , t, of the circuit and is the time in seconds, 
required for the current to reach 63.2 per cent of its final Ohm's law 
value. Substituting this value L/R for t in Eq. (225) gives 

i - [1 - «“(*)] amp, 

‘"K 1 - ETIs) - 0 632 1 “*■ <*•> 

That is, in the time L/R , or t, sec the current reaches 63.2 per cent of its 
final, or Ohm's law, value. This relation is shown in Fig. 230(b), in 
which the time constant is 0.6/20 ■— 0.03 sec. 
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It is to be noted that if the current continues at its initial rate of 
increase E/L, it will reach its Ohm’s law value in L/R sec. That is, 


. _ E E L = E 

1 I L R R 


amp. 


This is shown by the tangent Oa, Fig. 230(6), which intersects the 
0.03-sec ordinate at 0.5 amp. 

Example. The resistance of a relay is 400 ohms, and the inductance is 0.4 henry. 
The relay is connected suddenly across 120 volts. Determine: (a) equation of 
current; (fa) rate at which current begins to increase; (r) value of current at 0.0005 sec; 
(d) time constant of circuit; (b) value of current corresponding to time in (d). 

(a) Substituting in (225), 


-4UW 

i = 12 %oo(l - * °' 4 ) * 0.3d - Ana. 

(fa) When t = 0, 

di E 120 . 

— = —- = J00 amp per sec. Ana. 

at Li 0.4 

(c) i - 0.3(1 - j- 1 .imioxd.bom) 

* 0.3(1 - £ ° a ) = 0.3 (l-= 0.1181 amp. .4ns. 

L 0 4 

(d) The time constant t - = 0.001 sec. A?is. 

(i e) i - 0.3 (l - = 0.3(1 - 0.308) « 0.1896 amp. Ans. 

This delayed ri.se of current in a circuit, due to self-inductance, should 
be carefully kept in mind, since it accounts for some of the time lag in 
the operation of relays, trip coils, etc. When a short circuit takes place, 
there may be considerable delay between the time at which the short 
circuit occurs and the time of opening of the breaker or switch controlled 
by the relay. The effect of inductance is also one of the controlling fac¬ 
tors in the initial current rush on short circuit. 

220. Decay of Current in Inductive Circuit. If an inductive circuit 
carrying current be short-circuited, the current does not cease immedi¬ 
ately, as it does in a noninduotive circuit under the same conditions, but 
continues and does not become zero until an appreciable time after the 
instant of short circuit. Theoretically, the current becomes zero only 
after infinite time. This continuation of current, after the applied volt¬ 
age has been discontinued, is due to the emf of self-induction. The flux 
linking the coil is due to the current, and when the current decreases, 
this flux also decreases. The decreasing flux induces an emf in the coil. 
In the same way that the current due to the induced emf tends to pre- 
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vent the flux being withdrawn in Fig. 225(b) (p. 298), so the emf of self- 
induction tends to prevent the decrease of the current and the flux. This 
emf diminishes as the rate of decrease of current and flux diminishes. 

A circuit in which inductance and resistance may be short-circuited 
safely is shown in Fig. 231(a). The switch S is arranged to short-circuit 
the resistance R and the inductance L in serieB. At the instant of short 
circuit, the current in R and L is equal to Jo amp. 

A fuse is inserted in series with the battery to protect it from the short 
circuit. It is possible to solve for the current in the resistance and induc¬ 
tance as a function of time by making E = 0 in Eq. (223) (p. 305). How- 



Second 


(a) (b) 

Fio. 231. Decay of current in inductive circuit. 

ever, the circuit is fundamentally a simple one in which an emf, — L di/dt , 
is impressed across a resistance R , whence, by Ohm’s law. 

iR - Lj t , (229) 

the minus sign showing that the emf of self-induction is in opposition to 
the effect producing it (Lenz’s law). This equation is readily integrated; 



i ■ M , ir 

log e i = - j- + K, 


where K is a constant of integration. 
When t = 0, i = 7 0 . Hence, 


log, h = K, 



In exponential form, solving for t, 

Rt 

i = /qc l . 


( 230 ) 
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(230) is a decaying exponential function. Theoretically, the current 
becomes zero only after infinite time. It becomes practically zero in a 
relatively short time. (230) is represented graphically in Fig. 231(b) for 
a circuit in which, prior to short circuit, E = 10 volts. R is 20 ohms, 
and L is 0.6 henry, the same constants as for the circuit of Fig. 230(b). 

The time constant r — L/R is now a criterion of the rate of decay of 
the current. For example, when t = t — L/R t 

i = ^ = 0.3687 0 . (231) 

Example. In the circuit the constants of which are given in Fig. 231(b) the current 
is 7 0 = 0.5 amp when the switch S is closed. Determine: (a) current when t = 0.01 
sec; (b) time constant of circuit; (r) current corresponding to time in (b). 

(a) Using (230), 

20 - 0.01 

t = 0.5e 06 

0.5 0.5 .... a 

”Ol8* = 096 -°- 368am P. Ans - 

(ft) T - jj; = ■= 0.03 sec. A ns. 

(c) i «■ 7o€ _ 1 = 7 (1 /e = 0.3087o = 0.184 ainp. .4ns. 

221. Energy of Magnetic Field. To establish a magnetic field, energy 

must be expended. To maintain a con¬ 
stant field does not require an expenditure 
of energy so far as the field is concerned. 
The energy supplied to the exciting coils of 
electromagnets is accounted for as heat in 
the copper and is not concerned with the 
energy of the magnetic field itself. The 
energy of the magnetic field is stored as 
potential energy and is similar to the 
energy of a raised weight, Fig. 232. Work 
is performed in raising the weight to its 
position, but no expenditure of energy is 
required to maintain, the weight in this 
position. The energy of the weight due to 
its position is Wh ft-lb, where W is the 
weight in pounds and h is the height in feet through which the weight 

has been raised above the floor. This energy is available and can be 

utilized in many ways. 

In the same way the energy stored in the magnetic field is available 
and may make itself manifest in many ways, as, for example, in the arc 
at the switch contacts. In an a-c circuit all this energy may be returned 
to the circuit. 



Fig. 232. Energy of suspended 
weight. 
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The energy of the field in joules or watt-seconds is 

W = HLP (232)* 

where L is the circuit inductance in henrys and I is the circuit current in 
amperes. 

Equation (232) is readily derived from the self-inductance relation. 
Consider the current i in the inductive circuit, Fig. 230(a). Of the energy 

input, f* Ei dt joules, up to time t, some is dissipated as heat in the resist¬ 
ance (-/: i 2 R dt), and the remainder is stored as energy in the mag¬ 
netic field. This energy may be determined as follows: When a current 

is in opposition to an emf, either mechanical power iB developed (motor, 
p. 489) or energy is being stored (charging a battery, Sec. 51, p. 59). 
In the inductive circuit the current is. in opposition to the counter emf 
e = — L di/dt, and energy must be stored. 

The instantaneous power supplied to the inductance is ie = i(L di/dt), 
and the energy 

w = fj ie dt = L f* i di = %L1*. (232o) 

(When t = T , i — I.) 

(232) and (232a) show that the energy of the magnetic field is pro¬ 
portional to the square of the current. Therefore, if the current can be 
reduced by a suitable resistance to one-half its initial value before opening 
a highly inductive circuit, the energy of the arc at the switch contacts can 
be reduced to one-fourth the value which it would have had without the 
additional resistance. This fact should be remembered in opening the 
field circuit of a dynamo. 

Example. In a circuit having an inductance of 4 henrys, the current is 10 amp. 
Determine (a) energy of magnetic field; (6) average power expended by magnetic 
field when circuit is opened in 0.2 sec. 

(а) W — M ■ 4 ■ 10* = 200 wsec or joules. Ana. 

(б) P - ^ * 1,000 watts - 1 kw. Ana. 

222. Magnetic and Heat Energy. If, after having established the 
current in the circuit of Fig. 230(a), the switch S be opened, a noticeable 
arc will appear at the switch contacts. This arc will be much greater in 
magnitude than that formed at the switch contacts in the circuit of Fig. 
228, which has only resistance in the circuit, although the current and 

* The resemblance of this expression to that for stored energy in a moving mass 
should be noted. For example, when a mass M moves with a velocity V, the kinetic 
energy is }£MV*. With a rotating body having a moment of inertia I and angular 
velocity the kinetic energy is 
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circuit voltage are the same in both cases. This arcing at the switch 
contacts may be attributed to two effects of self-inductance. 

When the switch is being opened, the current is caused to decrease 
rapidly. This decrease of current causes an emf of self-induction, 
—L di/dt , (Sec. 217, p. 303), which attempts to prevent the decrease 
of current. The induced emf becomes sufficiently high to start and to 
maintain an arc of substantial length across the switch contacts. The 
arc burns the switch contacts and usually causes their rapid deterioration. 

Another and probably a better method of considering the phenomenon 
is from the viewpoint of energy. The energy stored in the magnetic field 
is y$LP joules. When the current becomes zero, the energy stored in 
the field must become zero, and by the law of the conservation of energy 
it must appear elsewhere, fn this case it is converted into the heat 
energy of the arc at the switch contacts. 


Exciter bus 



Fio- 233. FieJd-diseharge switch with connections. 

The induced emf and the arc resulting from the opening of an inductive 
circuit may become dangerous from the point of view both of personal 
injury and of damage to apparatus, as, for example, with the fields of 
alternators, which arc usually separately excited, it being thus necessary 
to open the circuit when shutting down the alternator. The resulting 
emf of self-induction has been known to reach such values as to puncture 
the insulation when the field circuit is opened. To protect'the field from 
puncture, a field-discharge switch, Fig. 233, is often used. At the instant 
of opening the switch, the field (and the line, temporarily) is in parallel 
with the field-discharge resistor. The energy of the field is dissipated 
partly in this resistor rather than in the arc at the switch contacts. 

The emf c / across tlie Held circuit and the fid d-dis charge switch may be computed 
by the method used in obtaining Eq. (230) (p. 300). The circuit, Fig. 234, is equiva¬ 
lent to that of Fig. 233, R and Z/being the resistance and inductance of the field circuit, 
including the field coil and rheostat, and Hi the resistance of the field-discharge resistor. 
When the switch is in the closed position, the current to the field circuit In *■ E/R, 
where E is the exciter-bus voltage. When the switch S is opened, the emf of self- 
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induction — L ( di/dt) will be acting to send current i around the circuit ahcda. Since 
this emf^will tend to prolong the current, the direction of i is tlmt of !», Fig. 234. At 
the instant of opening the switch, the current in the field circuit must be h, since the 
current in an inductive circuit cannot 
change in zero time (p. 306). Writing 


the circuit equation, 

HR i + R), 
di _ Hi -f- R 

7 “ L f 

R\ ■+■ R 


T di 
L tU 


log. i - ~ 


t + A*, 


. + * V 

\_° i° —» 

i ^ ' 

J ~iJ 

s | 

d 

□ 


Fiu. 234. Field-discharge circuit. 

When 


where e is the Napierian logarithmic base and K is a constant of integration 
t = 0, i = /«. Hence, 

K = log, /o, 


log, 




R\ 4 - R . 
L 


The voltage e f = iRi. 


i — I of 
Hence, 


Ri-{-_R, 
L 


amp. 


(233) 


e/ 

h 
€/ ■ 


« UR* 

E 

amp. 


Ri+R . 

L 


R 


,Rx 


Ri+R. 

. "L 1 


volts. 


volts. 


(234) 


?/ is a maximum when t = 0. If Ri = R , the rmf across the field is equal to the 
voltage E. 

The fields of shunt generators and motors are usually connected across 

the armatures, so that when the 
machine is shut down the field 
discharges gradually through the 
armature and a field-discharge 
switch is unnecessary. 

Contact with switches opening 
inductive circuits, even in the 
case of very low voltages, should 
be carefully avoided. There is 
danger not only of being burned by the arc but also of being injured from 
the high induced emfs. 

In measuring the resistance of an inductive circuit by the voltmeter- 
ammeter method, the voltmeter, shown dotted, Fig* 235, should never be 
left connected across the load side of the switch. When the switch is 
opened, there will be an emf of self-induction across the voltmeter which 
will be several times the voltage of the excitation bus. This is shown by 


r~ osA<> — 

Line | 1 Field 

Q “° ^ f i i I mndit 

1 rival I-1 

osition y, | .. 'Incorrectpos/ta 

nltmefp A v l __ _ J of voftme ter 


Correct 
posihon 
of voltmeter 


winding 

I_3 

* .. \fncorrectposition 
y__jof voltmeter 


Fig. 235. Position of voltmeter with induc¬ 
tive circuit-. 
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Eq. (234), in which R\ will represent the resistance of the voltmeter, 
which will be several times that of the field circuit. The voltmeter 
should therefore be disconnected before opening the switch or else should 
be connected t.o the line side of the switch, since this voltage will be main¬ 
tained at, the nominal value by the generating apparatus of the system. 

223. Utilization of Magnetic-field Energy. A common example of the 
utilization of energy stored in the magnetic field occurs in the ignition 
systems of automobiles. A diagram of a typical system is shown in Fig. 
236. The primary of an ignition coil is connected across the battery in 
series with the interrupter contacts. The ignition coil consists of a pri¬ 
mary winding of relatively few turns and a secondary winding with a 
comparatively large number of turns on a laminated iron core. The con¬ 
tacts in the interrupter are closed and opened by a rotating cam, the 



number of lobes of the cam corresponding to the number of cylinders. 
The contacts are closed for a time which is sufficient to permit the flux in 
the core of the ignition coil to build up to a substantial value. The con¬ 
tacts then open suddenly. This induces a high emf in the secondary 
(c 2 — — Ntdifr/dt), which causes the ignition spark to jump across the 
points of the spark plug. The energy which is stored relatively slowly in 
the magnetic field is thus suddenly released and appears as heat energy 
between the points of the spark plug. The capacitor shunted across the 
contacts serves to suppress the arc when the contacts open. Otherwise 
some of the energy stored in the magnetic field of the core would bum 
the contacts. This energy is now stored in the capacitor, from which it is 
released when the contacts close again. The resistance in series with the 
primary has a high temperature coefficient. Hence, when the ignition 
switch is inadvertently left closed and the contacts happen also to be 
closed, the primary will not overheat. 

This principle of storing energy slowly in a magnetic field and then 
releasing it suddenly is applied to “ make-and-break ” ignition used with 
internal-combustion engines. Two contacts within the cylinder head are 
in series with a low-voltage source, usually six dry cells, and an “ignition 
coil.” The ignition coil consists of a laminated iron core wound with 
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several turns of wire. It is similar to the core and primary of the ignition 
coil, Fig. 236. The contacts are made to open and close by means of a 
cam mechanism. When the contacts are closed, a magnetic field is built 
up in the ignition coil, thus storing magnetic energy. When the contacts 
are made to open, this energy appears as a hot spark at the contacts and 
this spark ignites the explosive mixture in the cylinder. 

224. Mutual Inductance. In Fig. 237 are shown two coils A and B. 
Coil A is connected to a battery through a switch S. Coil B is connected 
to a galvanometer but not to a source of voltage. Coil B is placed so 
that its axis is nearly coincident with that of A, and the two coils are 
close together. When the switch S is closed, current flows in coil A, 
building up a field which links A. The 
position of B with respect to A results in 
a considerable part of the magnetic; flux 
produced by A linking B also. There¬ 
fore, if the current in A t>c interrupted 
by opening the switch *S, or if it be 
altered in magnitude, a change of flux 
simultaneously occurs in B, inducing an 
emf in B. This emf is detected by the 
galvanometer connected across the 
terminals of B. Upon closing the switch 
S, the galvanometer will deflect momen¬ 
tarily and then come to zero, showing 
that a transitory emf has been induced 
in coil B. On opening the switch S 
the galvanometer deflection will reverse, showing that the induced 
emf bn opening the circuit is opposite in direction to the emf induced 
on closing the circuit. Because coil B is in such a relation to A 
that an emf is induced in B due to the change of flux in A, these two coils 
are said to possess mutual inductance. The induced emf is an emf of 
mutual induction, and its average value, Eq. (215) (p. 303), is 

e " =Nt ^f 10 ~ > volta (235) 



where iV a is the number of turns in coil B } Afa the change in magnetic 
flux from coil A which links coil B, and At the time in seconds required to 
change the flux by A0 Z lines. 

Even though coils A and B be brought close together, all the flux 4i, 
produced by coil A, does not link coil B. Only a certain proportion, 
k t of links B , k being less than unity. That is, 


= N,-$P 10 - 


volts. 


At 


(236) 
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k is called the coefficient of coupling of the circuits A and B. As JV 2 
and k are constants for any given geometry of the circuits, and may 
be assumed proportional to the current i'i, in coil A, (236) may be written 

e„ = Lah ~ volts, (237) 


where Lab is the mutual inductance , or coefficient of mutual induction, 
in henrys between coil A and coil B, th© first, letter of the subscript 
referring to the coil in which the flux linkages originate. 

Equaling (236) and (237), 

La, = kNi 10- 8 henrvs. (238) 

Thus two circuits have mutual inductance when a change of current in 
one circuit causes an emf to be induced in the other. 

In the Smithsonian Physical Tables, mutual inductance is defined 
quantitatively as follows: 

Mutual inductance of two circuits is the emf produced in one per unit 
rate of variation of the current in the other. 

If in (235), (236), (237), instantaneous values are considered, that is, 
A0 a , A£, A0i, Aii approach zero as a limit, the three equations become 


e 2 = N 2 10 * volts, 

(239) 

e 2 = A r 2 k ( -p 10“ 8 volts, 

dt ' 

(240) 

e 2 = L ab volts, 

(241) 


where e 2 is the instantaneous value of the induced emf In coil B . 


Example - Coil A, Pig. 237, has 400 turns, and mil B has 000 turns. With 5 amp 
in coil A, a flux of 500,000 maxwells links with A, and 200,000 of these maxwells link 
coil B also. All magnetic reluctances are constant. Determine: (a) self-inductance of 
coil A with B open-circuited; (6) coefficient of coupling; (r) average emf induced in B 
when flux linking it increases from zero to 200,000 maxwells in 0.5 sec; (d) mutual 
inductance; (e) average emf induced in B when current in A increases from zero to 
5 ainp in 0.5 see. 

(a) Using Eq. (210), (p. 303), 


. A’,0i 400 ■ 500,000 1A 

L> ~ ~r ■ s- 10 


0.4 henry. A ns. 


(b) k 


200,000 

500,600 


(c) Using (235), 


0.4. Ans. 


800«°.0 

0.5 


2.4 volts. Ans t 
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id) Using (238), 


(e) Using (237), 


0.4 - 600 500,000 , 

---- 1 -10" a = 0.24 henry. Ana. 


■ 0.24 — * 2.4 volts. A ns. 


In (d), Lab may also be determined from (c) and Eq. (237). 


2.4 = L ae 


Lab = 0.24 henry (check). 

It can lwi shown that if D a b is the mutual inductance of coil B with 
respect to A, then Lux is also the mutual inductance of coil A with respect 
to B . That is, if the rate of change of current in coil B is A^/AJ amp 
per sec, an craf is induced in A , 

c»v = Lka —t volts, (242) 


and for instantaneous values, 


_ t 

ei=L « A ^T 


\Jf the circuit of coil B is closed, then by Lenz’s law any current induced 
in B by a change of current in coil A must be in opposition to the current 
in coil A . That is, if the direction 
(if one current is clockwise , that of 
the other must be counterclockwise . 

The induced current opposes the 
increase in the flux linking it. 

Likewise a current in coil B is 
opposed by any current which it 
induces in coil AA 
The mutual inductance of two 
circuits may be substantially in¬ 
creased by linking the circuits with 
an iron core. Thus, if two coils, * 1 V‘ Effect of iro11 core on mutual 

’ J inductance. 

similar to those shown in I'ig. 237, 

be placed upon an iron core, Fig. 238, the coefficient of coupling k may 
be made very nearly unity; that, is, practically all the flux linking coil A 
also links coil B. 

225. Mutual and Self-inductance. The mutual inductance of two 
circuits having inductances L i and L s is 

L m = k \ZLiE7 



( 244 ) 
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where L m = Lab = Lba and k is the coefficient of coupling. This may 
be shown as follows: 

In Fig. 239 are shown two coils A and B adjacent to each other on 
the same magnetic circuit. There are turns in coil A and N 2 turns 
in coil B. The reluctance of the magnetic circuit 
is 01 cgs units and is assumed to be constant. Let 
the current in A alone be i\ amp. 

The flux in A, 


& A 


Si 


01 = 

The flux in B, 


0.4iriV \i\ 

s 


maxwells. 


a) 


Fla. 239. Self- and 
mutual inductance of 
coils on iron core. 


. 7 0.47rJV\ti 

02 = A*0! = k --- 


maxwells. (II) 


The emf induced in B, due to a rate of change of current di\/dt in .4, is 
e 2 = 10 = k JVjlO - * ~ volts. (Ill) 

Hence, from Eq. (241), 


L m — k — 


(K 


! 10 -8 henrys. 


(245) 


From Eq. (211) (p. 301), 


Li = 


io - 8 = 


io 8 = —lo¬ 
ot 


ii (Ri, 

Likewise, if the current in coil B alone is amp, 

Li = 10-* = —10-" = --* As * 10- 

(Rt2 0t 


henrys. (IV) 


henrys. (V) 


Multiplying (IV) and (V) together and taking the square root, 

y/LZt = IO” 8 henrys. (VI) 


From (245) it follows that 

L m - k \/Tj\L 2 henrys. (246) 

If the coils A and B are connected in series aiding, the total induc¬ 
tance is 

L - L, + L* + 2 L m ( 247 ) 





SELF- AND MUTUAL INDUCTANCE 310 


and, if connected opposing, 

L — L\ -H L /2 — 2 L m . (248) 

Equation (247) may be readily proved. Let the current in the two 
coils in series be i. The total emf induced in the circuit, due to a change 
of current with respect to time di/dt, is the sum of the emfs due to the 
self-inductance of the individual coils and the emf induced in each coil 
due to its mutual inductance with the other. That is, 

c = ( Li it+ u it) + ( Lm Jt + L - Jt) 

= (L i+ L 5 + 2L.)| = l| 


(248) may be proved in a similar manner. 

Example. Two coils A and B having 800 and 1,200 turns are linked with a mag¬ 
netic circuit the reluctance of which is 0.0015 cgs unit. The coefficient of coupling is 
0.8, and the current in the two coils in series is 0.5 amp. Determine: (a) self-induct- 
ance of each coil; (b) mutual inductance of two coils; (r) total inductance with two 
coils in series aiding; (rf) total inductance with two coils in series opposing. 

, , J 0.4*800-0.5 oor ™ » 

(а) <fn « —o" 0015 — “ 335 ’°°° m axwells. 

r mu 800 • 335,000 1n __ r „„ , . 

Li — — ~ 10 -8 = -=-=-- 10 8 - 5.36 henrys. 4ns. 

ti 0.5 

0.4*1,200 - 0.5 c n 

fa »-0 0015— * 502 ’ 000 maxwe “ s - 

. ^*0210 “ 1,200 ■ 502,000 , n . 10 n , . , 

L 2 « —~~r - = —- Kir - 1 — 10 8 = 12.05 henrys. Ana. 

*2 0.5 

(б) Using Eq. (238) (p. 316), 


Lab 


„ 0 1,200 ■ 335,000 

0.8 Q- 5 - 


10~ 8 


6.44 henrys. Am. 


Also, using Eq. (244), 

L m - 0.8 V5.36 • 12.05 = 6.44 henrys (check). 

(c) Using Eq. (247), 

L *- 5.36 + 12.05 + (2 * 6.44) * 30.29 henrys. Ana. 

(d) Using Eq. (248), 

L - 5.36 + 12.05 - (2 ■ 6.44) - 4.53 henrys. Ana. 


226. Stored Energy. If the current in coil A is amp and that in 
coil B is i 2 amp, the total stored energy 1 is 

W = HWi* + MWs* ± Lmi ii* joules. (249) 

1 See Lawrence, R. R. y "Principles of Alternating Currents," 2d ed., p. 187, 
McGraw-Hill Book Company, Inc. 
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The positive sign is used when the mmfs of the two coils are in con¬ 
junction, and the negative sign is used when they are in opposition. 

Example. In the example, Sec. 225, with the current in coil A equal to 8.0 amp and 
the current in coil B equal to 5.0 amp, determine total stored energy when (a) coil 
mmfs aid; (6) coil mmfs oppose. 

(a) W = H * 5.36 - 8 2 + ft ■ 12.05 ■ 5 s + 6.44 -8*5 

= 171.5 + 150.6 + 257.G = 579.7 joules. Ana. 

(b) W - M ■ 5.36 • 8* + H ■ 12.05 ■ 5* - 6.44 -8-5 

= 171.5 + 150.6 — 257.6 = 64.5 joules. Ane. 

227. Measurement of Self- and Mutual Inductance. Self-inductance 
is measured most readily with an impedance bridge 
(see Vol. II, Sec. 85, p. 121). Mutual inductance also is 
measured most conveniently with such a bridge. There 
are several bridge methods of measuring mutual 
inductance. 1 

Two simple methods are as follows: Let inductances 
1j\ and La, Fig. 240, have mutual inductance L m . Using 
an impedance bridge, measure L\ alone, L 2 alone, and then 
measure the inductance L with the two connected in series. 
From Eqs. (247) and (248), 

L = Li + L z ± 2 L m henrys. (I) 

If the inductances are aiding magnetically, 

L m = - + Lit) henrys. (250) 

If opposing, 

L m = h±J^.zJL henrys. (251) 

Also, the total inductance L' may be measured with the inductances 
aiding and then the inductance L" measured with them opposing. Then, 

L' = L\ + Lt + 2 L m henrys. (II) 

L" = L x -f L 2 — 2L w henrys. (Ill) 



Fia. 240. 

Measurement 
of mutual in¬ 
ductance. 


Subtracting (III) from (II), 


L m 


U - L" 


(252) 


228. Inductance and Inertia. Inductance in the electric circuit is 
analogous to inertia in mechanics. Inertia opposes change of velocity 
in a mass. When a mass is at rest, inertia opposes the imparting of 
velocity to it. When a mass is in motion, or has velocity, inertia opposes 
1 See Laws, F. A., “Electrical Measurements,’' McGraw-Hill Book Company, Inc. 
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the bringing of the mass to rest. A flywheel is an excellent example of 
mechanical inertia. It resists acceleration, and its inertia opposes change 
of speed. The flywheel thus tends to stabilize the angular velocity of 
the device with which it is connected, such as a reciprocating steam engine 
or an internal-combustion engine. Moreover, the energy stored in a 
moving body is where M is the mass and v the velocity. With a 

rotating mass the stored energy is where w is the angular velocity 

in radians per second and I the moment of inertia (see p. 311). Inertia 
opposes any attempt to change the stored energy. 

Likewise, inductance in the electric- circuit has no effect so long as the 
current is steady. It does, however, oppose any change in the current. 
It opposes the increase of current in a circuit. Likewise, it opposes the 

Spark- 



Fig. 241. Induction coil. 


decrease of current in a circuit. Hence, inductance frequently can be 
introduced in order to stabilize electric circuits and electrical devices, 
such as rectifiers (see Vol. II, Chap. XV). The energy stored in the 
magnetic field is J^Lt* joules. Inductance opposes any attempt to change 
this energy. 

229. Induction Coil. A very common example of mutual inductance 
occurs in the induction coil, Fig. 241. A primary winding / J , of com¬ 
paratively few turns of coarse wire, is wound on a laminated iron core C. 
This winding is connected to a battery B. The primary current is inter¬ 
rupted by the contact D, against which the iron armature A is held by a 
spring. When the core C is magnetized by the primary current, the 
armature A is draw r n toward the core and away from D, opening the 
circuit, and causing the flux in the core to drop to zero practically. The 
spring then pulls the armature A against the contact D, and the cycle is 
repeated. By this process the flux in the core C is continually being 
established and then destroyed. 

On the same core is placed a secondary winding S, consisting of many 
turns of fine wire. This winding is thoroughly insulated from the pri- 
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mary winding, but as it is wound on the same core as P , the two coils 
have a high value of coefficient of coupling. Because of the change of flux 
in the core, due to the interruptions of the primary current, a high alter¬ 
nating emf is induced in the secondary winding. This induced emf may 
be considered as due to the mutual inductance existing between the pri¬ 
mary and secondar> r windings. That is, from Eq. (241) (p. 316), the 
secondary induced emf e 2 = L FS dii/dt, where Lm is the mutual induc¬ 
tance between the primary and secondary and ii is the primary current. 

The induction coil has many practical applications. A common use 
at present is in obtaining the 90 volts or so for the B battery in auto¬ 
mobile radio sets. By means of an induction coil, the 6 volts supplied 
by the storage battery is converted into an a-c voltage across the second¬ 
ary. This voltage is rectified by a suitable electronic tube to give the 
necessary direct current. A filter, too, may be used to eliminate objec¬ 
tionable frequencies. 



CHAPTER X 

ELECTROSTATICS: CAPACITANCE 

Thus far, only the electric current, or electricity in motion, has been 
considered. However, electricity may also be static, or at rest. 

Electricity, though at rest, has important effects on the mediums sur¬ 
rounding it. For example, the design and the applications of insulation, 
particularly for high voltages, depend on a knowledge of the laws govern¬ 
ing static electric charges. Also, the design and operation of transmission 
lines, the causes of lightning and protection against it involve these same 
laws. It is the purpose of this chapter to consider some of the laws which 
govern the behavior of electricity at rest and to determine its effects on 
the operation of electrical systems. 

230. Dynamic and Static Electricity. 1 In Chap. I, Sec. 1 (p. 2), 
dynamic electricity, or electricity in motion, is discussed with rela¬ 
tion to the movement of electrons from atom to atom of the conducting 
medium. With static electricity, or electricity at rest, the effect of the 
electrons is as if they were at rest although there may have been an initial 
movement of electrons with respect to the atoms. Consider first the con¬ 
ditions in the atom itself. When the total charge (negative) of the elec¬ 
trons in an atom is equal to the net positive charge of the nucleus or 
proton, the atom is said to be in the uncharged, or neutral , state. If, 
however, one or more electrons be removed, the atom is said to be posi¬ 
tively charged. If the removed electrons associate themselves with other 
neutral matter, this matter is said to be negatively charged. 

In the dynamic circuit, the applied potential difference causes the elec¬ 
trons in any given group of atoms to pass on to the next group of atoms, 
thus giving an electric current. Their places are immediately taken, 
however, by electrons coming from the preceding adjacent group of 
atoms, which are being acted on by a similar potential difference. Hence, 
the same number of electrons is always associated with any single atom. 
If, however, the conducting circuit is not closed, electrons are withdrawn 
from the positive terminal of the circuit and transferred to the negative 
terminal. Since the conducting circuit is open, there is no opportunity 
for the electrons displaced at the positive terminal to be replaced by elec¬ 
trons from adjacent atoms. 

If this transfer of electrons is accomplished by a steady source of 
potential, the positive and negative charges appear to be at rest. For 

1 See Vol. II, 4th ed., Chap. XIII. 
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example, if the insulated parallel conducting plates A and B, Fig. 242, 
are connected to the positive and negative terminals of a battery or of 
an influence machine, the positive terminal of the applied potential will 
attract, or withdraw, some of the free electrons from electrode A and the 
negative terminal will repel electrons to electrode B. Hence, the bat¬ 
tery, or source of potential, has withdrawn electrons from electrode A 
and transferred them to electrode B. Thus, plate A has become posi¬ 
tively charged, since negative charges 
have been withdrawn from it, and 
plate B has become negatively 
charged. Under these conditions, 
the charge on the plates is called 
static electricity. 

From the preceding brief discus¬ 
sion, it appears that dynamic; and 
static electricity are identical in their 
ultimate nature. With dynamic electricity, there is ? movement of 
electrons between adjacent atoms of the conductor. With static electric¬ 
ity, free electrons have been displaced from the positive to the negative 
plate and are maintained in this condition by the electric field. This 
displacement has the effect of producing a single negative charge; on the 
negative plate and a single positive charge on the positive, plate. 

The displacement of charges at the positive and negative plates, Fig. 
242, is frequently associated with high voltage, particularly if a source 
such as an influence machine is used. 

The high voltage and small quantity 
sometimes convey the impression that 
static and dynamic electricity are 
different in nature. 

231. Electrostatic Charges. If the 
terminals of an electrostatic induction 
machine be connected to two insulated 
elongated conducting bodies .4 and B , 

Fig. 243, the body connected to the posi¬ 
tive terminal will be charged with positive electricity and that connected to 
the negative terminal will be charged with an equal amount of negative 
electricity. The charge on each body will distribute itself over the entire 
surface, but the density of the charge will be greatest on the adjacent 
ends of the two bodies. This is due to the fact that positive and negative 
charges attract each other. 

If the two wires from the electrostatic machine be disconnected, the 
two charges will not be sensibly affected at first. In time they will leak 
away through the insulating supports. 



Fui. 243. Electrostatic charges on 
insulated conducting bodies. 


<-> 



(-) 

Fid. 242. Transfer of electrons 
capacitor plates. 
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If the two bodies are free to move, they will come together. If they 
are connected by a wire, a spark will be observed at the instant that con¬ 
tact is made, showing that, for an instant, there is current from one body 
to the other. Both of these effects are due to the fact that the positive 
and negative charges attract each other. 

232. Coulomb’s Law and Unit Charge. Between the years 1785 and 
1789, Coulomb 1 conducted a series of experiments with charged spheres 
in air and a torsion balance and proved the following law, known as 
Coulomb's law: The. force acting between two charged bodies in air is pro - 
pactional to the product of the charges 
and inversely proportional to the 
square of the distance between them. 

If </i and q-i arc two point, charges 
or quantities of electricity in air. 

Fig. 244, and r is the distance between the charges, Coulomb's law is 
expressed as follows: 


r.. 


T*t 


Fig. 244. 
charges. 


--r cm ...H 

Force between electrostatic 


F 


e„r 2 


units of force. 


(253) 


The quantity e„ is a constant depending on the system of units used. 
In the cgs electrostatic system the quantity e„, which is called the capaci¬ 
tivity of evacuated space, is taken equal to unity. The capacitivity 
1.0000 of air is so nearly equal to unity that it may be taken as unity 
under most conditions. The unit of force in the cgs system is the dyne. 
If, in (253) q\ = q* = q, q 2 = € V r z ¥ units of charge squared. 

If F is equal to 1 dyne and r is equal to 1 cm, q is defined as a unit 
charge. Hence, a unit cgs electrostatic charge ( esu) is defined as that charge 
which, when placed in a vacuum one cm distant from an equal charge, repels 
it with a force of one dyne. The unit charge is called the statcoidomb and 
also the esu. 

Hence, in (253), if q\ and qi are given in esu and r is in centimeters, 
F is in dynes. It is assumed that the charges are concentrated at points. 


Example. Two small spheres in air, spaced 14 cm between centers, arc charged, 
respectively, with 2 positive and 5 negative esu. Assume that the charges act as if 
concentrated at the centers of the spheres. Determine force in dynes acting between 
spheres. 

From (253), 


F 


2*5 

14* 


22 . 

m 


- 0.0510 dyne. 


Ans. 


233. Systems of Electrostatic Units. A general analysis of the systems 
of units is given on p. 27. In electrostatics there are three systems of 
units in general use, the cgs electrostatic system, the mks unrationalized 
1 See footnote, p. 29. 
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Bystem, and the mks rationalized system. As is already stated, in the 
cgs system the capacitivity of evacuated space t „ is unity, and gi, q 2 in 
(253) are so defined that when r is in cm, F is given in dynes. In the 
two mks systems, units of the practical system such as the coulomb, volt, 
and farad are employed. In the mks unrationalized system the capaci¬ 
tivity of evacuated space, e v = 1.113 ■ and in the rationalized sys¬ 

tem the capacitivity, c v ' = 8.854 ■ 10~ 12 , rather than unity as in the cgs 
system. In both of these mks systems, the unit of force is the newton 
(10 fi dynes) rather than the dyne. The relation of and e/ to the perme¬ 
ability of evacuated space and n* are discussed on p. 349. Because of 
the simple relations among its units, the cgs system for a long time has 
been used in the computation of elect rostatic relations. Relations among 
the units of the several systems are given in Appendix B (p. 581). 

234. Electric or Electrostatic Field. I t is shown in Chap. VI that the 
medium in the neighborhood of a magnet appears to be in a stressed con¬ 
dition and that a force acts on an N pole or an S pole placed in such a 
magnetic field. Likewise, a condition of stress appears to exist in the 
medium in the neighborhood of an electric charge, and force acts on a 
positive or a negative charge placed in the medium. This condition of 
stress makes itself evident if the charges are sufficiently large, and the 
stress may become so great as to cause mechanical rupture of the medium, 
followed by an arc discharge (see Sec. 238, p. 332). That stress exists in 
the neighborhood of electric charges is evident from the fact that pith 
balls, bits of lint, and similar substances are attracted to the terminals of 
influence machines and other high-voltage sources. 

The region in which the stress exists is called the electric , dielectric, or 
electrostatic field . As with the magnetic field,, the stress can be repre¬ 
sented by lines of force. At each point in the field the direction of the 
line is that of the force exerted at that point on a positive electric charge. 
A positive charge, if free, will move along a line of force. Faraday sug¬ 
gested that the electric field be divided into tubes of force, one tube being 
indicated in Fig. 245. One end of each tube must terminate on a positive 
charge and the other end on an equal negative charge. The walls of the 
tube coincide everywhere with the direction of the electric stress. The 
tube may contain any number of lines, and this number is constant 
throughout the length of the tube. That is, no lines cross the walls of 
the tube. The entire electric field is considered as being made up of such 
tubes. The tubes are assumed to be elastic, tending always to contract 
and thus to draw the positive and negative charges toward one another, 
at the same time tending to reduce the dielectric reluctance of the field 
to a minimum. A line drawn along the center of each tube, Fig. 245, 
is a dielectric line. The entire field can be considered as made up of 
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such lines. Although the lines do not occupy the entire region, stress 
must exist in the space between lines, since each line represents a tube of 
force and the tubes of force do occupy the entire field. In the cgs system 
the number of linos per square centimeter taken normal to their direction 
is equal to the field intensity (p. 329). In Fig. 245 the dielectric field 
between two charged bodies is represented by lines. Note that each line 
originates at a positive charge and terminates at a negative charge. That 
is, the lines are not closed. They distribute themselves exactly as the 
flow- or streamlines of an electric current do or as the lines of force in 
the magnetic circuit distribute themselves. 

A dielectric line of force must always be normal to a conducting surface 
where it leaves or enters that surface. If this were not true, there would 



Fig. 245. Electrostatic- field between charged electrodes. 


be a component of electric force tangential to the conductor at its sur¬ 
face, and the resulting potential difference would produce current. There 
can be no current, since the static condition is assumed. Hence, there 
cannot be a component of force tangential to the surface of the conduc¬ 
tor, and every line must therefore be normal to the surface at the point 
where it leaves or enters the conductor. 

It will also be noted, Fig. 245, that the dielectric-flux lines concentrate 
in those places where the radius of curvature is least. In these regions, 
therefore, the electric stress is greatest. In the design of insulation, sharp 
points and small radii of curvature are avoided so far as possible, so that 
the electric stress may not become too highly concentrated. 

Dielectric flux is denoted by the symbol 

To summarize: 

1, Every line originates on a positive charge and terminates on a negative 
charge . 
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2. A unit positive charge , if placed at the surface of the positive electrode, 
will be urged along the lines of force to the negative electrode, ivith a force in 
dynes at each point equal to the number of lines per square centimeter at that 
point, the area being taken normal to the direction of the lines. 

3. The dielectric field tends to conform itself so that the number of lines is 
a maximum . 

If a charge is distributed uniformly over the surface of a sphere, so far 
as the external field is concerned , it acts* as if it were concentrated at the 
center of the sphere. 

Figure 246 shows a positively charged 1 isolated sphere in air. The 
charge must lie wholly on the surface of the sphere. As the individual 
positive charges repel one another, they will separate as far as possible 

from one another and therefore must, 
all take positions on the surface of 
the sphere. 

If the corresponding negative 
charge is sufficiently far removed or if 
it exists on an outer concentric spheri¬ 
cal shell, the positive charge, from 
symmetry, must be uniformly dis¬ 
tributed on the surface of the sphere. 
Again, from symmetry, the dielectric 
lines must all leave radially and 
uniformly from the surface of the 
sphere. If these lines were continued 
inward, they would meet at the 
center of the sphere. Hence, so far as 
points in space outside the sphere are concerned, the charge has the same 
effect as if it were concentrated at the center of the sphere. 

236. Electrostatic Induction. If a positively charged conducting body 
A, Fig. 247(a), be brought near a perfectly insulated conducting body B, 
which initially has no charge, a negative charge b will be found on the 
end of B nearest A. As B did not have any initial charge and is assumed 
to be perfectly insulated, no electricity can have left B and none can 
have reached it, so that the total charge on B must still be zero. There¬ 
fore, a positive charge b' must also appear on B at the end farthest from 
A , and this charge must be equal to charge b. As the charges b and b' 
are equal and of opposite sign, the total charge on B must still be zero. 
It will be noted that the negative charge b is as near as possible to the 
positive inducing charge a, whereas the positive charge b' is as far as 

1 For every positive charge, there must be an equal negative charge. The cor¬ 
responding negative charge may exist on the walls of the room, on the surface of the 
earth, or at bo me remote place. 



Fig. 246. Isolated charged sphere. 
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possible from the positive inducing charge a. This is due to the fact 
that unlike charges attract and like charges repel. 

Charges a and b arc bound charges, and charge ?/ is a free, charge. This 
may be proved by connecting B to ground, Fig. 247(6). The charge b' 
will escape to ground and will seek a position as far as possible from a, 
whereas the two charges a and b will remain. 

Tf a were a negative charge, b would be positive and b' would be 
negative. 

These experiments illustrate the following laws of electrostatics: 

Charges of unlike sign attract each other, and charges of like sign repel 
each other. ■ 

A positive charge will induce a negative charge on a body near it. 

A negative charge will induce a positive charge on a body near it. 

This is similar to magnetic induction, where an N pole induces an 
S pole, etc. (sec Sec. 159, p. 215). 



(al *b) —Earth 


Fia. 247. Electrostatic induction. 

236. Field Intensity. In a dielectric field the force on a unit charge is 
called the field intensity and is denoted by E. * Field intensity has direc¬ 
tion so that E is a vector . In each of the three systems the force on a 
charge q is F = Eg units of force. 

Consider the sphere, Fig. 246. If there are +q unit charges, or esu, 
on the surface of the sphere, then the force on a unit charge or the field 
intensity E at a distance of r cm from the center of the sphere, Fig. 246, 
is found from Coulomb’s law, Eq. (253), by making qi = q and qt = 1. 

Thus 

F = dynes per unit charge. (254) 

[Also sec Eq. (250a), p. 334.] 

In the egs system if the medium has a relative capacitivity of e r = I, 
the field intensity is equal to the number of dielectric lines per square 
centimeter taken normal to their direction, aB is described in Sec. 243 
(p. 339). Hence, under these conditions the field intensity E is equal 
numerically to the flux density , or displacement, D. 

If a nonconducting spherical surface of radius r cm be circumscribed 
about the sphere and concentric with it., the force at each point of the 

* The symbol K is also used to denote field intensity. 
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surface will be g/r 2 dynes so that there will be g/r 2 dielectric lines per 
square centimeter passing through the surface. As the area of the 
spherical surface is 4x-r 2 sq cm, there must be 4irr 2 (g/r 2 ), or 4vg, dielectric 
lines passing through the spherical surface. That is, there must be 4 tt q 
lines leaving the charge g. It follows that 4tt lines leave or enter each unit 
charge. 


Example. If the charge on the sphere, Fig. 246, is 5.0 positive esu, determine: 

(a) total dielectric lines leaving sphere; (6) field intensity at distance of 20 cm from 
center of sphere. 

(a) ^ — 4* • 5.0 =* 02.83 lines. Arm. 

5 0 

(b) E =» — = 0.0125 dyne per unit charge. Ann. 

Example. Two spheres A and B , Fig. 248, with radii of 1 cm and 0.5 cm, are 

spaced 24 cm between centers in air. If 
the first sphere is charged positively and 
the second negatively with 20 esu, deter¬ 
mine: (o) number of dielectric lines leaving 
each sphere; (b) flux density at surface of 
each sphere, due to its own charge; (r) 
intensity at surface of each sphere; (rf.) 
density of dielectric flux at a distance of 
10 cm from center of sphere A on line 
joining centers of two spheres; (e) force 
of attraction between spheres. 

Assume the charges to be concentrated at the centers of the spheres. 

(a) ^ = 4ir20 = 251.3 lines from or to each sphere. Ans. 

(b) Da = = 20 lines per sq cm, Ans. 

n 4 tt20 .. 

D b 4~(o1j) 2 80 mCS pCI " Sq cm ' 

(c) If each sphere were isolated, the field intensity at the surface of eaeh would be 
given by (b) since in air E = D numerically; but if the spheres are not isolated, the 
charge on each sphere exerts a force on a unit charge at the surface of the other. 
This latter force will be a maximum at that point on either sphere which is nearest the 
other, since the force varies inversely as the square of the distance. 

This force at the surface of sphere B due to sphere A , and on the line that joins the 
centers of the spheres, acts toward the center at B, since the positive charge on A 
repels a unit positive charge at B. The force on this same positive unit charge, due; 
to the charge on B, acts toward the center of B since the negative charge on B attracts 
this charge. Hence both forces act in the same direction at this point. Likewise, 
the charges on both spheres A and B act in the same direction at the point nearest B 
on the surface of sphere A . Therefore, the force at the surface of each sphere, and 
hence the field intensity, is a maximum at the points where a line joining their centers 
intersects their surfaces. Hence, 



E* - 20 + -jjj - 20 + 0.038 - 20.038 dynes. Ans. 

20 

E fl « 80 + - 80 + 0.036 - 80.036 dynes. Am. 
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(d) As the density of the dielectric flux at any point in lines per square centimeter, 
in air is equal to the force in dynes exerted on a unit positive charge placed at that 
point, 


D - — 0.20 + 0.102 = 0.302 line per sq cm. Ans. 

(i c ) From Eq. (253), 

F * = 0-6944 dyne. Arts. 

It follows that, with an isolated sphere, in air the density of the dielec¬ 
tric lines of force varies inversely as the square of the distance from the 
center of the sphere. 

When the distance between two spheres, such as those in Fig. 248, is 
small compared with their radii, the centers of the charges can no longer 
be assumed as at the centers of the spheres. 

Owing to proximity effect, that is, the 
mutual attraction of the charges, the centers 
of charge are displaced, each toward the 
other sphere. 

Gams,' Theorem . The fact that 4*- dielectric 
lines leave each unit positive charge has been 
generalized in a theorem by Gauss: 1 The surface 
integral of the normal component of the outioard 
electric intensity, auer any closed surface in an electric 
field, is equal to 4t times the total quantity of electricity 
inside the surface. This is proved as follows: 

In Fig. 249 let S be any surface enclosing a quantity q of electricity. Let du>, a differ¬ 
ential solid angle, represent a tube of force enclosing a small cone of flux and inter¬ 
cepting S by the differential area ds. The distance between q and ds is r cm. In 
the cgs system the field intensity E at ds is equal to g/r * dynes per unit charge. Let 
E * q/r l be the magnitude and direction of the field intensity at ds, and let E* be the 
component of field intensity normal to the surface S at ds. E„ =* E cos 9. Let ds* 
be a differential area perpendicular to E*. ds' *= ds cos 9. The dielectric lines 
included within ds and normal to S 

d$ E» ds E ds cos 0 « ^ ds’. 


Hence, 

^ * qfldta ** 4t q dielectric lines. Q.E.D. 

237. Potential Difference. In See. 236 field intensity is defined as the 
force on a unit charge. Under static conditions, potential difference 

1 See footnote, p. 214. Gauss’ theorem applies definitely to the cgs system and to 
the unrationalised inks Bystem. With the rationalised inks system the surface 
integral is equal to q t the total quantity (see p. 355). 
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between two points is measured by the work done in carrying it positive 
unit charge between the points and is independent of the path. Work is 
the product of force and distance. In Fig. 250 let it be required (n deter¬ 
mine the potential difference between points A and (7, the path over which 
the unit charge is carried being .4b(7. At any point p the field intensity 
is E units of force per unit charge (dynes per esu in the cgs system), the 
direction of the field being shown by the vector E. Lot 0 be the angle 
between ds f a differential length of path, and E. Then tin 1 potential 
difference between .4 and B, which is measured by the 
c work JV, is 

Vac = W = E c-os 0 ds. 

(255) is called the line integral of the field intensity. It 
follows that if the field intensity is uniform over the entire 
length of path and everywhere has the same direction as 
the path, then, 



Fig. 250. Line rr itj /»> —r 

integral of field V “ 

intensity. . _ , _ , 

where d is the length of the path. 

238. Dielectrics. The differences between conductors and insulators 
are discussed briefly on p. 4 tit seq. In conductors the electrons are 
loosely held to their atomic nuclei and so are quite free to pass from 
atom to atom under the influence of potential difference. In insulators 
the electrons arc firmly held to their atomic nuclei, and it requires a rela¬ 
tively high potential difference to cause even a relatively few electrons to 
pass from atom to atom. However, the mechanism of conduction of cur¬ 
rent is the same in insulators and conductors, the differences being one of 
magnitude. Hence, in considering the properties of an insulat ing medium 
relative to the conduction of current, it is called an insulator. However, 
when the behavior of an insulating medium is considered relative to 
dielectric phenomena such as the number and density of dielectric lines, 
losses caused by dielectric stress, and resistance to electric breakdown, 
the medium is called a dielectric. For example, air is not a particularly 
good dielectric so far as flashover is concerned, its dielectric strength being 
only about 75,000 volts to the inch, but it. is one of the best insulators. 

Thin samples of rubber will withstand dielectric stresses as high as 
450,000 volts to the inch, but they will permit a much greater leakage 
current than air will permit. That is, rubber is a better dielectric but a 
poorer insulator than air. 

It is stated in Sec. 234 (p. 326) that the dielectric field resembles both 
the electric circuit and the magnetic field, in that dielectric lines distribute 
themselves as lines of current flow and magnetic lines do. Irrespective of 
the magnitude of the current in a conductor, the conductor is not injured 
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mechanically, provided that it can be kept cool. Neither is a magnetic 
conductor injured, no matter how many magnetic lines exist in it. 
Dielectric mediums, however, have the property of permitting only a 
limited number of dielectric lines per unit area without rupture occurring. 
When the dielectric flux density exceeds this limiting value, rupture 
occurs and may be followed by a dynamic arc, which burns and chars 
the dielectric. At the present time, the mechanism of the breakdown of 
solid and liquid dielectrics is not well understood although several rational 
theories have been advanced. 

The ability of a substance to resist dielectric breakdown is called its 
dielectric strength. This is expressed in volts per unit thickness when the 
substance is placed between flat electrodes having rounded edges. For 
example, the dielectric strength of air is approximately 3,000 volts per 
mm. Rubber and varnished cambric have a much greater dielectric 












■■■ 
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Fto. 251. Effect of solid dielectrics on quantity. 


strength than air, an average value for rubber being 16,000 volts per mm, 
or 400,000 volts per in. Varnished cambric has about twice the dielectric 
strength of rubber. 

The volts per unit thickness impressed across a dielectric is the voltage 
gradient . For example, if 24,000 volts is impressed across 30 mils of insu¬ 
lation, the gradient is 24,000 -s- 30, or 800, volts per mil. With insu¬ 
lating substances, both the insulation properties and the dielectric prop¬ 
erties must, be considered. 

239. Capacitivity, or Dielectric Constant. 1 In Fig. 251(a) are shown 
two parallel metallic plates separated by a distance d. When a potential 
difference E is applied to the plates, a positive charge +?i is found on 
the upper plate and a negative charge — q\ is found on the lower plate, 
If a slab of glass or hard rubber or some other good dielectric be inserted 
between the plates so as to fill completely the intervening space, Fig. 
251(6), the charges +q\ and — qi will be found to have increased to +g* 
and — q 2 with the same value E of applied potential difference. The 
increase in charge must be due to the presence of the glass, rubber, or 
other dielectric which may have been inserted. 

1 The terms specific inductive capacity and permittivity are also used although this 
latter term is now deprecated. 
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The ratio 52/71 = «r* is called the relative capacitivity, or dielectric con¬ 
stant, of the dielectric between the plates. 

In the accompanying table are given the relative capacitivities of some 
of the more common dielectrics. 


Relative Capacitivities 1 


Bakelite. 


Paper.. 

. 2.0 to 2.6 

Ebonite. 

. 2.8 

Paraffin. 

. 2.1 to 2.5 

Fiber. 

. 2.5 to 5 

Porcelain. 

. 5.7 to 6.8 

Glass . 

. 5.4 to 9.6 

Rubber. 

. 2.0 to 3.5 

Mica. 


Water.. 

. 81 

Oil. 

. 2.2 to 4.7 

Wood. 

. 2.5 to 7.7 


1 For more complete data see "Standard Handbook fur Kluctrical Engineers," Bt.h ed.. Sec. 4, Par. 
450 el erg. 


It will be noted that since q z in Fig. 251(b) is e r times q x in Fig. 251(a), 
the total number of dielectric lines in (b) is e r times the number in (a). 
The applied voltage E between the plates anil the distance d between 
plates remain the same, however. From Eq. (255a) (p. 332), in both (a) 
and (b), E — Ed volts, so that the field intensity E under both conditions 
must be the same. Hence, E must be inversely proportional to e r , so that 
with dielectrics having relative capacitivity e r , Coulomb’s law, Eq. (253) 
(p. 325), becomes 


F _ 9 iff2 _ ffiff2 
f* r r 2 "er 2 


dynes, 


(256) 


and Eq. (254) (p. 329) becomes 


F = —~ = ± 

€r€ t ,r 2 er 2 


dynes per unit charge, 


(256a) 


where e = e^v 

240. Capacitance. Two conductors separated by a dielectric consti¬ 
tute a capacitor. When a potential difference is applied between the 
plates of a capacitor, electricity is stored in the capacitor, a positive 
charge being on one plate or set of plates, and an equal negative charge 
being on the other plate or set of plates. This property of a capacitor 
to store electricity is called capacitance. The mechanism by which these 
charges are stored is discussed at the beginning of the chapter and is 
illustrated in Fig. 242 (p. 324). 

The performance of a capacitor when connected in an electric circuit is 
illustrated in Fig. 252, which shows two conducting plates connected to a 

* As with /<„, ji/ and n r (p. 221), e/ are quite different physically from t r . Both 

and e»' are spare constants while e r is a property of the dielectric and depends on 
polarisation and similar effects. 
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battery, the plates being separated by a dielectric. There are also a 
single-pole double-throw (S-P D-T) switch S and a galvanometer G in 
the circuit. If the switch S be closed to the left, the galvanometer will 
deflect momentarily and then come back to zero. This indicates that 
when the switch is closed, a quantity of electricity passes through the 
galvanometer but that the current ceases almost immediately. The cur¬ 
rent flows for a time only sufficient to charge the capacitor. After the 
capacitor has become fully charged, the current ceases because the emf 
of the capacitor is equal and opposite to that of the battery. As this 
capacitor emf opposes the current entering the capacitor, it may be con¬ 
sidered as a counter emf. Any current after the capacitor has become 
fully charged is a leakage current through the insulation. If the switch 
S be opened for a short time and then closed, there will be no deflection 
of the galvanometer unless there has been leakage. 


Battery | + 


Capacitor 


Flo. 252. Charging and discharging a capacitor. 


The changing of a capacitor from a battery is not unlike the filling of a 
tank T from a reservoir R, Fig. 253. When the valve V is first opened, 
water will rush through the pipe connecting R and T and will continue 
to flow at a diminishing rate until the level H of the water in the tank T 
is equal to the level of the water in the reservoir. If the tank does not 
leak, no water flows through the pipe after the water levels have become' 
equal. In the same manner, the capacitor, Fig. 252, takes current until 
its potential difference is equal to that of the battery, after which the 
current ceases. Again, if tank T does not leak, no further flow of water 
occurs when valve V is closed and then opened. 

To prove that electricity has actually been stored in the capacitor, 
Fig. 252, the switch jS may be closed to the right. This short-circuits 
the capacitor through the galvanometer. The galvanometer now deflects 
momentarily in a direction opposite to that on charge, showing that the 
charge now flows out of the positive plate. The capacitor now becomes 
completely discharged, as is shown by there being no longer any deflec¬ 
tion of the galvanometer. Also, if the capacitor is not leaky, the ballistic 
deflection on discharge is the same as that on charge, the quantity of 
electricity being the same in both cases. 

If the voltage of the battery, Fig. 252, be increased, the galvanometer 
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deflection on charge and on discharge will increase also. This is due to 
the fact that the charge given to the capacitor is proportional to the volt¬ 
age across its terminals, just as the amount of water in the tank will be 
proportional to the height H, Fig. 253. The relation between the volt¬ 
age and the charge in a capacitor is expressed by the equation 

Q = CE. (257) 

That is, the charge in a capacitor is equal to the voltage multiplied by a 
constant C. This constant C is the capacitance of the capacitor. The 
practical unit of capacitance is the farad. 1 If C is in farads and E in 
volts, Q is in coulombs or ampere-seconds. 

The farad is too large a unit of capacitance for general use. A capacitor 

having a capacitance of 1 farad 
would be prohibitively large. The 
capacitance of the earth as an 
isolated sphere is less than one- 
thousandth of a farad. The 
microfarad (/xf), equal to one- 
millionth of a farad, is the unit of 
capacitance ordinarily used. 

In radiotelegraph and radiotelephone work, where the capacitances are 
very small, the microfarad is too large a unit, and the micromicrofarad 
(wit = 10“ 12 farad) is used. However, in Eq. (257), and Eqs. (258) and 
(259), if Q is expressed in coulombs and E in volts, C must be expressed in 
farads . 

By transposition, Eq. (257) may be written as follows: 



(258) 


(250) 


1 From Michael Faraday, (1791-1867), an English chemist and physicist who was the 
Bon of a blacksmith and until 1813 was an apprenticed bookbinder. At the instance 
of Sir Humphry Davy, he was appointed assistant in the Laboratory of the Royal Insti¬ 
tution of Great Britain. He was made director in 1825 and in 1833 was appointed 
Fullerian professor of chemistry for life. Although he made important discoveries in 
chemistry, his outstanding work was in the field of electricity. He was the first to 
produce continuous rotation about each other of wires conducting current and mag¬ 
nets (motor action); the first to cause a current in a circuit to be induced by magne¬ 
tism or by a current in another circuit (generator action and mutual induction). He 
discovered the two fundamental laws of electrolysis (See. 110, p. 134), the effect 
of magnetism on polarized light, diamagnetism, and made notable contributions to 
the understanding of electrostatic phenomena, the law of equal and opposite charges 
and the Faraday tubes of force being typical examples. 
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As an illuBtration of the use of the above relations, consider the follow¬ 
ing example: 

Example . A capacitor has a capacitance of 200 *if and is connected across 600-volt 
mains. If the current is maintained constant at 0.1 amp, how long must it continue 
before the capacitor is fully charged? 

The quantity in the capacitor, when fully charged, is Q « 0.000200 ■ 600 — 0.12 
coulomb or amp-sec. 

0.12 = 0.1 i, 

t — 1.2 sec. Ana. 


Elastance , S, is the reciprocal of capacitance; that is, S — 1/C, and the 
unit of elastance is the daraf (farad spelled backward). 

241. Capacitors in Parallel. I^et it be required to determine the 

capacitance C of a number of capaci- _ 

tors in parallel, the capacitors having *7 : zrr^i, 

capacitances C j, Ct, CV This arrange- " jc 2 “"JEJ 

ment of capacitors is shown in Fig. ” _ ' . „ , 

r ° Iio. 254. Capacitors in parallel. 

254. Let, the common voltage across 

the capacitors be E and the total resulting charge Q. Obviously, 


and 


Q i = 


The total'charge 


Therefore, 


Q = CE 


C\E, Qz = CzE f Qn — C^E. 


Q = Qi + Qi 4- Q.i = CE. 
CE = CJE + C*E + C,E. 
CE = (Ci Cz + Cf)E. 


C = Cl + Cz + C 3 . 


(260) 


That is } if capacitors are connected in parallel , the resulting capacitance is 
the sum of the individual capacitances. 

This is analogous to the grouping of conductances in parallel in the 
electric circuit. 

Example. Throe capacitors, having capacitances of 5, 10, 12 |if> are connected in 
parallel across 600-volt mains. Determine: (a) capacitance of single capacitor which 
could replace combination; (6) charge on each capacitor. 

(a) C = 5 + 10 + 12 = 27 a f. Ana. 

(b) Qi = 5 • 600 — 3,000 microcoulombs. 

Qi — 10 ■ 600 — 6,000 microcoulombs. 

Qs « 12 ■ 600 * 7,200 micro coulombs. Ana, 

Total charge *« 16,200 microcoulombs = 27 ■ 600 microcoulombs (check). 

242. Capacitors in Series. In Fig. 255, three capacitors, having 
capacitances C i, (7j, C 3 , are connected in series across the voltage E , 
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It is desired to determine the capacitance of an equivalent single capaci¬ 
tor. Let Ei, Ei, E* be the potential differences across the capacitors C 1 , 
Cj, C s . After the voltage E is applied to the system, there will be +Q 
units of charge oh the positive plate of C 1 , and, by the law of electro¬ 
static induction, — Q units must be induced on the negative plate of C\. 

Now consider the region a, which consists of the negative plate of Ci, 
the positive plate of C and the lead connecting them. This system is 
insulated from all external potentials, since it is assumed that the capaci¬ 
tors have perfect insulation. Before the voltage E is applied to the sys¬ 
tem of capacitors, no charge exists in the region a. After the application 
of the voltage, the net charge in this region must still be zero, since perfect 
insulation is assumed and no charge can enter or leave the region (see 
Sec. 235, p. 328). Therefore, +Q units must come into existance in order 

that the net charge in the region a may 
remain zero [(+Q) + ( — Q) = 0], This 
charge of +Q units will go to the plate of 
C 2 since it is repelled by the + charge on 
Ci just as the charge b', Fig. 247(a) (p. 329), 
takes a position on the end of the conduct¬ 
ing body B as far as possible from the 
positive inducing charge a. The same 
reasoning holds for the region b , between 
C 2 and C 3 . Therefore, each of the three 


, +Q, 


rp 


t, 


Fig. 255. Capacitors in serieB. 


capacitors in series has the same charge Q. (This is analogous to resistors 
in series, each of which must carry the same current if no leakage exists.) 
Consider the voltages E i, E 2 , E a . 


_ Q E» _ 0 ET _ Q 

*1 — yT 7 "i 7=r> "a — 77“ 

Cl 1/2 v/ 3 


volts [from Eq. (259), p. 336J. 


The sum of the three capacitor voltages must equal the line voltage. 
Ei -j- E 2 Ei = E volts. 

E = §\ + + voJts - 


Also, E = Q/C , as by definition the equivalent capacitor C must have 
a charge Q. 

Substituting this value for E y 


Q _ 

c 

1 _ 

c " 


Q_,Q 

Cl ^ C 2 




volts. 


darafs. 


( 261 ) 
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That is, the reciprocal of the equivalent capacitance of a number of capaci¬ 
tors in series is equal to the sum of the reciprocals of the capacitances of the 
individual capacitors. 

In assuming for capacitors connected in series that with direct current 
the potential across each capacitor is inversely proportional to its capaci¬ 
tance, the factor of leakage is neglected. If the capacitors are even 
slightly leaky, however, there will be current through the series of capaci¬ 
tors and eventually the potential distributes itself according to Ohm’s law. 


Ei = IR j, E 2 — IR 2) E a — IRi volts, 


where I is the leakage current and Ri, R 2 , Rz are the resistances of the 
three capacitors. 


Example of Capacitors Connected in Series. Consider that the three capacitors of 
Sec. 241, having capacitances of 5, 10, 12 ni, are connected in series across 600-volt 
mains. Determine: (a) equivalent capacitance of combination; (b) charge on each 
capacitor; (c) potential across each capacitor, assuming no leakage. 

(“) 5 “ | + To + 12 = 03833 megadaraf. 

c -o^- 2 ' 608 ^ An ‘- 

(b) Q *» 2.608 * 600 * 1,565 microcoulombs, on each capacitor. 

(c) Ei - - 313.0 volts. 


„ _ 1,565 ■ 10-« 
“ 10 10 "« 
p _ 1,565 ■ 10^ 

E * "12 To-' 


156.5 volts. 

130.4 volts. A ns. 


Ei + E t + Ez = 599.9 volts (check). 


243. Field Intensity between Parallel Electrodes. Dielectric phe¬ 
nomena in a capacitor, such as the storage of energy and the electrical 
strength of the dielectric, depend on the intensity of the field within the 
dielectric. 

Consider two parallel conducting electrodes each having an area A sq 
cm, with a separation which is small compared with the dimensions of 
their area so that edge effects may be neglected, Fig. 251 (p. 333). Let 
the dielectric be air. Place a charge +?i esu on one electrode and a 
charge —qi esu on the other electrode. These charges will reside entirely 
on the adjacent surfaces. The charge per unit area a = qi/A. Since 
4 t electric lines leave each positive unit charge and terminate on each 
negative unit charge, there will be 4*0- electric lines per square centimeter 
between the electrodes. Hence, from definition, the field intensity E « 
4 x0- dynes per unit charge. 

The relation may also be developed in the same manner as is used to 
determine the force adjacent to a magnetised surface (Sec. 162, p. 218). 
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Since the law relating to the force between unit charges is the eame as 
that relating to unit poles, the force just outside an electrode charged 
with a unit charges per square centimeter is 'lira dynes. The field adja¬ 
cent to the charged electrode is normal to it (Sec. 234) and is uniform. 
Hence, the force must be 2ira dynes per unit charge at any distance from 
the electrode, so long as the field remains uniform. The field intensity 
between the two parallel, oppositely charged electrodes is uniform 
throughout. Each electrode must therefore exert a force of 2mr dynes 
on a unit positive charge in the region between the electrodes, so that 
the total force is 4trtr dynes and the field intensity is 

E = = 4tt(t dynes per unit charge. (262) 

As is stated in Sec. 230 (p. 329), in the cgs electrostatic system E is numeri¬ 
cally equal to D, the electrostatic flux density when the capacitivity e r of 
the dielectric is unity, as it is for air. E corresponds to H , or magnetic- 
field intensity, in magnetism. Also the fact that E is equal to D when 
e r is equal to unity corresponds to // equal to B when n r is equal to unity 
(sec p. 256). 

The force of attraction between the electrodes is readily computed. 
Consider a unit charge on the negative electrode. The positive electrode 
acts on this charge with a force of 2ir<r dynes. The force on each square 
centimeter of the negatively charged electrode is 2ira 2 dynes, and the force 
on the entire negative electrode is 

F = dynes. (263) 


When the relative capacitivity of the dielectric is e r , Fig. 251(5), (262) 
becomes 

E = —-- = —'- dynes per unit charge. (264) 

6,i€r ®r 

[See Sec. 239 and Eqs. (256) and (256a), p. 334.] 

In the same manner, (263) becomes 


2ira s A _ 2ir<r 2 A 

*v*r t r 


dynes. 


(265) 


Substituting a of (264) in (265) and letting area A be 1 sq cm, 


F = 


E 2 !' 

8jt 


[Compare with Eq. (130), p. 219.] 


dynes per sq cm. 


(266) 
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244. Energy Stored in Capacitors. As a charge is stored in a capaci¬ 
tor and a difference of potential exists between the positive and negative 
electrodes, energy must be stored. The existence of this energy is shown, 
for example, by the spark which occurs when a capacitor is discharged. 

The stored energy may be computed by finding the mechanical work 
done in charging the capacitor. In Fig. 256, the equal, parallel, flat con¬ 
ducting electrodes A' and B' are separated from each other by an infini¬ 
tesimal distance. A charge +9 esu is placed on B f ; and a charge —q esu 
is placed on A'. Since these charges are separated by an infinitesimal 
distance, no finite work has been done in separating them. The force 
between the two electrodes is 2ttct 2 A j where v is the density of charge on. 
each electrode in esu per square centimeter and A is the area of each 
electrode in square centimeters (see Sec. R 
243). This force is constant so long as the 
charge is constant and the field between the 
electrodes is uniform. The electrode B' is 
now moved away from A' in a direction per¬ 
pendicular to its plane to a position B, d cm 
from A' and parallel to A '. The work done in separating the charges 
and — q is the product of force and distance. That is, 


B S 

A' 

Fig. 256. 
paritor. 


_£3_ 


cf cm 


Charging plate c&- 


w = 2 tv 2 Ad ergs. 


( 1 ) 


From Sec. 246 (p. 344), the capacitance of such a capacitor, 

statfarads. (II) 


a = — 

4tt d 


Substituting d from (II) in Eq. (I), remembering that q = a A, 

ergs. 


T 

W = w 


cm) 


If mks units are used, the work is given in joules. 

Let the capacitor be further charged by moving another electrode B' 
from A* to B, bringing an additional charge +qi to electrode B. There 
will be two forces to overcome, that due to the separation of charges 
and — </i which is equal to 2tt<ti 2 A or 2v(q\fA) 2 A and that due to the 
intensity of the field produced by charges +q and —q. This last force 
is equal to 4 tto^i or 4v(q/ A)q\. The total work is now 


Substituting, 


w - .21 4. 1 

W “ 2 A ^ A 

c = A. 

L At d 


ergs. 


statfarads, 
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where Q = q 4* qi. The same procedure may be followed witn addi¬ 
tional charges g 2 , qa, etc. 

The work may be readily computed using calculus. In Fig. 256, the work done in 
moving q units through a difference in potential dv (Sec. 237, p. 331) is 


and the total wtirk 
As g — Co, 


dw = q dv ergs, 
w - JJ qdv ergs. 

W.cfJ v dv * )$CV ! ergs. 


(268) 


Since Q — CV, (267) and (268) may also be expressed as 
W « V 2 QV ergs. 

If Q, C , and E are expressed in coulombs, farads, and volts, 


n 2 C 

w = )fcv* 
w = }4QV 


joules. 

joules. 

joules. 


(270) 

(271) 

(272) 


The similarity in form of (271) and the equation for the energy stored 
in the magnetic field should be noted [see Eq. (232), Sec. 221, p. 311]. 
The energy stored in the dielectric field is proportional to the square of 
the voltage , whereas the energy stored in the electromagnetic field is pro¬ 
portional to the square of the current. 

Example. Determine the stored energy in each of the capacitors in series of Sec. 
242 (p. 339) and the total stored energy. Using (270), 


Wy 

w» 


The total energy W 
Using Eq. (271), 

Wy = 


1 

(1,565 

• 10"“)* 

“ 2 

5 ■ 

10-« 

1 

(1,565 

• 10-') J 

2 

10 ■ 

10-“ 

1 

(1,565 

- 10-“)* 

" 2 

12 

10-“. 


* 0.2449 joule. Ana. 

■ 0.1225 joule. Ana. 
0.1020 joule. Ana. 

- HO,565 ■ 10-® ■ 600) - 0.4695 joule. Ana. 

H • 5 ■ 10~“ ■ (313)“ * 0.2449 joule (check). 


Using Eq. (272), 

W x - H ■ 1*565 ■ 10-“ *313 - 0.2449 joule (check). 

Energy per Unit Volume oj Dielectrics. In Eq. (264) (p. 340), cr = Q/A . 
Hence, 


pi 
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From Eq. (255a) (p. 332), 


V = Ed. 

(II) 

Substituting (I) and (II) in (272), 


t /■»¥» E 2 € r Ad 

»- 2 QV - 8* erR8 ’ 

™ E*t r 

Wi = ergs per cu cm. ■ 

(273) 

Substituting E [Eq. (290) (p. 351)] in (273) with e v 

1, (273) becomes 

D 2 

Wi - q— —• ergs per cu cm. 

oir c r 

(273a) 


Equation (273) may also be derived from Eq. (266) (p. 340). Since the 
force per square centimeter is equal to E 2 e r /8x dynes, the work developed 
by this force through a distance of 1 cm is equal to (273). 

245. Calculation of Capacitance. If the geometry is not too compli¬ 
cated, it is possible to calculate the capacitance of a capacitor by either 
analytical or graphical methods. Capacitance may be computed in 
terms of the dimensions of the capacitor. The cgs electrostatic system 1 
will be used first. It is a simple matter to convert to farads by dividing 
by 2 9 ■ 10 11 , the numerical ratio of the units of capacitance of the two 
systems. The method of procedure is to determine the work done in 
carrying a unit charge through the field from one electrode to the other. 
By definition, this gives the potential difference between the electrodes. 
From Eq. (258) (p. 336), the ratio of charge to potential difference gives 
the capacitance. 

The computation of the capacitance of concentric spherical and coaxial 
cylindrical capacitors is in part dependent on the fact that there can be no 
force in a region totally enclosed by a conductor if there is no charge in the 
region . If a force does exist in such a region, there must be lines of force. 
These lines must begin at a positive charge and end at a negative charge. 
Also, there must be a difference of potential between the beginning and 
the end of a line of force. This is impossible under the given conditions, 
since the entire surrounding conductor is at one potential. If it were 
not, there would be current, which is contrary to the assumed static 
conditions. 

246. Capacitance of Parallel-electrode Capacitors. The parallel-elec¬ 
trode capacitor is the simplest type of capacitor and is widely used in 
various forms. Because of its simple geometry, it is easy to calculate 

1 Computation of capacitance in the mks systems is given on pp. 352 and 355, el «eg. 

1 Actually 8.98645 * 10 u . See Appendix B (p. 581). 
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the capacitance if the spacing of the electrodes is small compared with 
their dimensions, making the effect, of edge fringing negligible. 

In the simple two-electrode capacitor, Fig. 257, the area of each elec¬ 
trode is A sq.cm, and the distance between electrodes is d. cm. The 
capacitivity of the dielectric is e r - A positive charge +Q esu is placed 
on the upper electrode, and an equal negative charge — Q esu is placed 
on the lower electrode. The density of charge cr on each electrode is 

Q/A esu per sq cm. 

From Eq. (204) (p. 340), 

E = F = dynes per unit charge. 

t,,€ r 

Fig. 257. Capacitance of piato Since the field is uniform, the force 
capacitor. 

throughout the region between the electrodes 
is constant. From Eq. (255a) (p. 332), I lie work done in carry¬ 
ing a unit positive charge from the negative to the positive electrode is 



W — Ed 


4ttW _ 

. v t 

*v*r 


( 1 ) 


where V is the potential difference between the electrodes. Substituting 
a — Q/A f and since C = Q/V and e c = 1, 

C = statfarads. (274) 


Since the microfarad is 0 * 10 & times as great as the st.atfarad, it is 
necessary to divide (274) by 0 ■ 10 s in order to obtain the capacitance in 
microfarads. Hence, 


C = 


trA 

iird • 9 ■ "iO 6 


/xf. 


(275) 


The total capacitance of a simple parallel-electrode capacitor of this 
type cannot be accurately calculated for the following reason: All the 
electric lines do not lie in the region between the electrodes, as certain 
lines pass from the back of the positive electrode to the back of the nega¬ 
tive electrode, as in Fig. 258(a). This results in the actual capacitance 
being greater than the value as just calculated. This error may be 
avoided by using one more electrode in one group than in the other, 
Fig. 258(b). In this case the area A [Eq. (274)1 includes both sides of all 
electrodes with the exception of the two outside ones. As the charge 
on both outer electrodes is of the same sign and the electrodes have the 
same potential, no electric lines can pass between them. An error may 
occur due to the fringing of the lines near the edges of the electrodes, 
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unless the electrode dimensions are large compared with the distance 
between electrodes. 


Example of Capacitor Design. Ti is do si rod to construct a parallel-electrode capaci¬ 
tor having a total capacitance of 8 pf. The electrodes are of tin foil 6 by 8 in. and 
l inil thick. The dielectric is of paper 7 by 9 in. and 2 mils thick, having a capaci¬ 
tivity 3. Determine: (a) number of sheets of paper and of tin foil; (6) dimensions of 
capacitor. 



(a) Electrostatic leakaqe lines of a Cb) Mul+iplate 

plate capacitor capacitors 

Fm. 258. Parallel-electrode capacitors. 


(a) The area of each electrode is 

ti ■ 8 ■ (2.54) 2 - 309.7 aq cm. 
The distance between electrodes, 

d = 0.002 ■ 2.54 - 0.00508 cm. 
The capacitance between two electrodes [from Eq. (274)], 



These sections lire indicated at d, Fig. 258(5). This means that 496 plates and 
495 sheets of paper are necessary. 

Thickness: 

Tin foil = 496 ■ 0.001 ~ 0.496 in. 

Paper = 495 ■ 0.002 = 0.990 in. 

L486 in. 


Volume of condenser proper = 7 by 9 by 1.49 in. Ans. 

In addition, outside insulation and a protective covering are necessary. 

247. Capacitance of Coaxial Cylindrical Capacitors. Coaxial cylin¬ 
drical capacitors are in common use. Their widest use is exemplified by 
the single-conductor cable, particularly the underground power cable with 
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a lead sheath. It is nut difficult to compute the capacitance of such a 
cable. However, before making this computation, the force exerted by a 
straight, infinitely long charged filament is first determined. 

Force Due to Straight Charged Filament. In Fig. 259, a thin straight filament A in 
air, extending from — infinity to + infinity, is charged with q esu per centimeter 
length. Ijet it be required to determine the force exerted by this linearly distributed 
charge on a unit positive charge at a point h ern from the filament. lot the origin 
0 be the intersection of the perpendicular h and the filament. Consider a differential 



Fig. 25U. Force due to charged filament of infinite length. 

length of filament dx, at x cm from 0. The charge included within the distance 
dx is q dx esu. By Coulomb's law, Eq. (254) (p. 329), it. exerts a force F - y dx/z 2 
dynes at P. Each component of force parallel to the filament such as F 2f due to a 
charge on one side of the origin is balanced by an equal component due to a charge 
similarly situated on the other side of the origin, and the resultant force due to the 
entire charge on the filament will be along the perpendicular h. Hence, the com¬ 
ponent Fi in the direction of h, of the force F needs be alone considered. Force Fi is 
equal to F cos 0 = F {h/y/x* + /£*)- Also, z 2 — x 2 + h 2 . Let. the resultant force be 
F„. Difficulty in evaluating the integral is avoided if the integration limits are taken 
as 0 and *> and the integral multiplied by 2. Hence, 

tvStp 

Dividing numerator and denominator by x and inserting the limits, 

2 q 1 I ® 2g , 

F 0 = ~r — =r J = ~ dynes. 

h Vl + (h 2 /x 2 ) |o h 

If the capacitivity of the dielectric is e,, the force 
Fo — dynes. 

(276) should be compared with Eq. (138) (p. 231), 
which gives the force due to a current in a long, straight 
conducting filament. 

From the symmetry of the charges, the dielectric lines between coaxial 
cylinders, Fig, 260, must be radial and, if continued inward, will intersect 
the common axis. Hence it follows that for points external to the inner 
cylinder the charge on the cylinder acts as if concentrated along the axis, 
and (276) and (277) may be applied. 

Consider the two coaxial cylinders, Fig. 260, in which the radius of the outer cylin¬ 
der is JKs cm and the radius of the inner cylinder is cm. The capacitivity of the 
insulating medium is «r. The charge on the inner cylinder is +q esu per centimeter 



cylindrical capaci¬ 
tor, 


(276) 

(277) 
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length, and that on the outer cylinder is -q esu per centimeter length. The cylinders 
are considered as being infinite in length, although even when the ratio of length to 
radius is only moderately large, the effect is practically that of infinite cylinders. A 
unit charge is placed at a point P in the dielectric, a distance r cm from the axis. From 
(277) the force due to the inner cylinder is 2 q/t T r dynes. There can be no force at P 
due to the charge on the outer cylinder, since P is in a region entirely enclosed by the 
outer conducting cylinder, the open ends at infinity having no effect. Theworkdone 
in carrying a unit charge from the surface of the inner cylinder to the outer cylinder, 
and hence the potential difference, 


W - V = f n 'hdr =. ^log.r*’ 

JRi * r T «, * Ri 


Inserting the limits and remembering that log* R t — log, /?i » logi (R*/Ri), 

V = ™ log* ^ statvolts. 

(r Ml 

Since C„, the capacitance per centimeter length, is equal to qfV , where q is the eBU 
per centimeter, 


C = = - 


*'■ V 2 log* (R 2 /R 1 ) 

n = ___ - _ 

" 2 ■ 2.303 logiu (R 2 /R 1 ) 


jj-t statfarada per cm. 


statfarads per cm. 


By substituting the microfarad for 9 • 10 6 statfarads, and changing centimeters to 
miles, (279) becomes 

y-, 0.0388tr . .. , nDn \ 

c ~ iog.VTSs/w'ij Mf p<!r m,le ’ (280) 

The equation in this form is convenient for use with underground cables. 

Example. A 1,200-fl length of No. 4 AWG single-conductor rubber-insulated 
underground cable has a % 2 -in. wall of insulation. The diameter of the conductor 
is 204.3 mils. The capacitance of the cable is measured and found to be 0.105 jtf. 
Determine capacitivity e r of the rubber. 


r, 0.2043 
Rl * 


0,1022 in. 


% 2 in. = 0.1503 in. 

Rt = 0.1563 + 0.1022 = 0.2585 in. 
The capacitance of a mile length, 


c - (S) 0105 = 0462 * 


Using (280), 


0.462 log,g (0.2585/0,1022) _ 0.462 • 0.4029 m 

~ “6.0388 " ‘ 0.0388” ” An * m 


248. Capacitance of Concentric Spherical Capacitors. In Fig. 261 is shown a 
concentric spherical capacitor. The radius of the inner sphere A is R\ cm, and the 
radius of the outer sphere B is Rt cm. The capacitivity of the dielectric is e,. A 
charge of +q esu is placed on the inner sphere and a charge of — q esu on the outer 
sphere. The potential difference between the spheres is to be determined by carrying 
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a unit charge from sphpre A to sphere B. The foree at any point P in the dielectric, 
r cm from the center, clue to the charge on the inner sphere, is q/t T r x dynes (see Fig. 
246, p. 328). The force at P due to the charge on the outer sphere is zero since point P 
is within the sphere (Sec. 245, p. 343). Therefore, the potential difference between 
spheres A and B is 


= v = [ Ri q dr = - ^ Ri = - (— _LY 

JRx e r r z t T rm «r\A*2 Ri) 


The capacitance 


ffi-A) 


rju 
r ri t - r\ 


statfarads. ( 281 ) 


Fig. 261. Concen¬ 
tric spherical capac¬ 
itor. 


Tt is interesting t« note that if i£ a become.- 
capacitance becomes 

C = * r Ri- 


infinite, the 


That is, the capacitance of an isolated sphere in statfarads is equal to its radius in 
centimeters, if the sphere is in air (e r = 1). The capacitance of the earth as an isolated 
sphere is approximately 720 pf. 


249. Capacitance of Parallel Cylinders. Overhead transmission lines 
usually consist of parallel cylinders. The simplest system is the 2-wire 
one, which may be a d-c 2-wire system or a single-phase 2-wire system 



Fig. 262. Capacitance between parallel cylinders. 

(see Vol. TI, Chap. XIII). With alternating current, if the line is long 
and the voltage is high, the charging current to the line due to the capaci¬ 
tance between conductors has a marked effect on its performance (see 
Vol. II, Chap. XIII). The equation for the capacitance between two 
parallel cylinders is readily computed using Eq. 276 (p. 346). 

In Fig. 262(a), the distance between the centers of the conductors is D 
cm, and the radius of each is r cm. Let the charge on conductor A be +g 
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esu per cm and that on conductor B be — q esu per cm. The potential 
difference between the two conductors is determined by the work per¬ 
formed in carrying a unit positive charge from the surface of conductor 
A to the surface of conductor B. Using Eq. (276), the force at x cm from 
the center of conductor A due to the charge on conductor A is 2 q/x dynes, 
and the force due to the charge on conductor B is 2q/(D — x) dynes.. 
The work performed, and hence the potential difference, is 


lr=F= 2£ f D -'dx + 2g f- 

£ r t« Jr X t r € v J r IJ — X 

Since c r = 1 (air), and t v = l, 

V = 2?[log, -r|?- r - log, (A) - x)l?- r ] 

= 2}(log, (A) — r) - log, r - log, [/) 

= 4 q log, ——- statvolts. 


(I) 


(D — r)] + log, (D — r)) 

(II) 


C 

C 


V 


1 



statfarads per cm. 


0.0194 



gf per mile. 


(283) 


With transmission lines, the capacitance to neutral is more frequently 
used than the capacitance between conductors. In Fig. 262(b) a plane 
xy perpendicular to the plane of the conductors and midway between 
them cuts all the dielectric lines at right angles. Hence, it is an equipo- 
tential surface and, if conducting, would not affect the dielectric field. 
The capacitance C n between each conductor and the plane is thus twice 
the capacitance between conductors. Hence, 

« 0.0388 t .. 

C n =-- - - M f per mile. (284) 

logio 

With overhead lines r is usually negligible compared with D } and the 
omission of r in the numerator of the logarithmic function causes scarcely 
any change in the capacitance. Hence, 

„ 0.0388 - .. 

= iog 1 7I/>7T) per mile. (285) 

UNRATIONALIZED MKS SYSTEM 

In any single system of electrical units the following relations must 
exist: = 1/c 2 , where y v and e v are the permeability and capacitivity 
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of free, or evacuated, space, and c is the velocity of light, equal to 3 • 10 8 m 
per Bee . 1 It is true that in the cgs electromagnetic system = 1 and in 
the cgs electrostatic system e* = 1, but these are two different systems. 
In either system alone, = 1 /c 2 * Thus in the mks unrationalized 
system = 10“ 7 so that 6, - 107 ( 2.9977 ■ 10 8 )* = 1.11279 • 10” 10 . The 
coulomb is equal to 3 - 10“ statcoulombs in magnitude. 

260. Coulomb's Law. Coulomb’s law [Eq. (253), p. 325] thus becomes 

F « newtonsf (286) 

€ V T 

where qi and q 2 are in coulombs , e„ = 1.113 • 10” jn , and r is in meters. 


Example. Two positive point charges, one equal to 5 ■ 10~ 6 coulomb and the other 
equal to 6 ■ 10” 6 coulomb, are 20 cm apart in air (see Fig. 244, p. 325). Determine 
force in newtons acting between these charges. 


F - 


(5 ■ 10 ‘)(6 • 10- # ) 
1.113 - 10-ii . (0.20)* 


6.739 newtons. Ans. 


The magnitude of a coulomb is 3 ■ 10“ times that of a statcoulomb. 
Hence, if the foregoing example is solved in the cgs system, 

F - l(S 'io-)(B -o-)j!(6 'Q- Hj:J03i , m d 

20 2 ’ 

= 6.735 newtons, (check). 

If the dielectric has a relative capacitivity of e r , Eq. (286) becomes 


F = SIS*. newtons, 
e r€ v r 2 


(287) 


[See Eq. (256), p. 334.] 

261. Field Intensity and Flux Density. If, in (287), qi — q and q 2 is 
made equal to unity as is done in the cgs system (p. 329), the force per 
unit charge is obtained. As in the cgs system this is defined as the field 
intensity E and is given in newtons per coulomb , or in volts per meter. Thus, 

E = — 2 volts per m. (288) 

1 Originally, 3 • 10* m per sec was believed to be the velocity of light, but more 
precise measurements give the value as more nearly equal to 2.9977 • 10* m per sec. 
This difference accounts for slight differences in answers obtained by the mks and cgs 
systems. Actually, the magnitude of a coulomb is 2.9977 * 10* times that of a stat¬ 
coulomb. Since the square of the velocity of light is involved, the error ia of the 
magnitude of 0.2 per cent. Also see Appendix B, p. 581. 

* These relations are given in the footnote, Appendix B. 

t See footnote, p. 221. 
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It follows from (288) that the voltage 

V = Ed volts, (289) 

where d is distance in meters and £ is a vector and is assumed to have the 
same direction as d. 

In the cgs system, flux density and field intensity are equal numeri¬ 
cally in evacuated space since e* = 1. However, in the unrationalized 
mks system €„ = 1.11279 ■ 10 -10 , and, from page 340, the relation of field 
intensity to flux density, 

E = — • (290) 


Substituting E of (290) in (288), 


— - q 
*r*V Cr€ v r 2 

or 



electric lines per sq m. 


(291) 


If g is a point charge at the center of a sphere of radius r m, Fig. 246 
(p. 328), the total flux crossing the surface of the sphere 

\// — 47rr 2 Z) electric lines. (292) 

Substituting D of (292) in (291), 

= ± 

4rr 2 r 2 ’ 

or 

$ = 4 vq electric lines, (293) 

which is the same relation as in the cgs system (p. 330). Hence, the 
electric flux is proportional to q and is independent of the capacitivity of 
the medium. Also, 4x electric lines leave or enter each unit charge. 

Example. If the charge on the sphere, Fig. 246 (p. 328), is 5.0 positive esu (see 
example, p. 330), determine: (a) total electric flux leaving sphere; (f>) flux density at 
distance of 20 cm from center of sphere; (c) field intensity at distance in (6). 

(а) g - - 1.687 • 10-' coulomb. 

iff mm 4* - 1.667 ■ 10" 8 * 2.095 • 10 -B electric line. Ant. 

(б) D — ^ - 4.168 ■ 10-" electric line per sq m. An*. 

(c) Applying (288) using 1.113 for e„ 

E “ 1.113 • 10” lB (0.2) 1 " 8744 V ° ltS peT m ’ AnJ “ 

Also D from (290), * being unity, 

D — 1.113 * 10~ 10 (374.4) ■* 4.168 -10 _ “ electric line per sq m (check). 
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Example . In the example, p. 330, determine in inks unrationAlized unite the 
maximum field intensity at the surface of each sphere in volts per meter [see (c)]. 
Since 1 coulomb = 3 - 10 9 esu, q =* 20/(3 - 10 9 ) => 6.G67 -10” 9 coulomb. 

At surface of sphere A, let Ei be field intensity due to charge on A and E 2 be that 
due to charge on if. e r « 1. 


Ei ■ 
E s 


6.067 ■ 10-" 


> 6.00 ■ 10 E volts per m. 


1.118 ■ 10- 10 (1 ■ lO" 9 )* 

Ml3 6 'l0- 7 >V23 ■’lO -1 ) 1 * 0 01111 ' 10 ‘> “ 1 ' 111 volts per m - 


The total field intensity 

E = Ei + E 2 — G.0111 • 10 5 volts per m. Ans. 

At surface of sphere R, let E/ be field intensity due to charge on B and E 2 ' bo that 
due to charge on A . 

e -' - ,,13^:10-,. - 2400 • ,o ‘ v ° its per m - 

E *' - 1 . 118 " = 0 - 0,0! ' I0 ‘< or 1 - 0H0 volts perm - 
The total field intensity, 

E' = E/ + Et = 24.0109 ■ 10 B volts per m. Ans. 


Since 1 statvolt — 300 volts,* s tat volts per centimeter ** 300 100 => 3 ■ 10« volts 
per m. Hence, in the example, p. 330, 

E a = 20.038 atat volts per cm = 300 ■ 10 s - 20.038 = 6.0114 - 10 5 volts per m (check) 


252. Calculation of Capacitances. Capacitances in the unrationalized 
inks system are calculated in the same manner as in the cgs system, 
although the magnitudes of the units are different. 

Parallel-electrode Capacitor. Let the area of each electrode, Fig. 257, be 
A sq m, the distance between the electrodes d m, and the capacitivity of 
the dielectric e r . Let H -q and — q coulombs be the charges on the two 
electrodes. Since 4ir dielectric lines leave each unit positive charge, the 
total flux between the electrodes is 4 icq and the flux density, 


D = dielectric lines per sq m. 

From (290), 

E = — = 

Ml tr*.A 

From (289), 

V = Erf = volts. 

Cr* v A 

r ± _ 6,(1.113 ■ 10~ 10 )i4 _ 8.854 ■ 10-”4 

V 4rd 4wd €r d 

* New value ™ 299.77. See footnote, p. 350. 


farads. (294) 
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Example. A parallel capacitor consists of three plates, two outer ones of the same 
polarity and one between of the opposite polarity, Fig. 258(b) (p. 345). The elec¬ 
trodes are square and have areas of 0.25 sq m. The distance between the plates is 
0.3 cm, and the capacitivity of the dielectric is 4. Determine the capacitance of the 
capacitor. 

From (294) 


C 


n 4(1.113 ■ 10“ 10 )0.25 
4r0.003 


- 5.903 • 10-» farad. 


Ans. 


Field Intensity Due to Straight Charged Filament. Aside from the units 
and capacitivities, the equation for the force on a unit charge, or the field 
intensity, will be identical with Eq. (I) (p. 346). To adapt Eq. (1) to 
mks units, Eq. (288) (p. 350) is used, field intensity E being equal to 
force F on a unit charge. 

F 0 = — —~^-r newtons per coulomb. (295) 

Jo ( r 2 + h Z )M €r6 v h r iv/ 


where q is in coulombs and x } r, and h arc in meters. For air, e r = 1. 

Capacitance of Coaxial Cylindrical Capacitor. The capacitance of a 
coaxial cylindrical capacitor is found by employing (295) as in Eq. (I) 
(p. 347), changing the quantities in Eq. (1) to mks units. 


C 


W = V = f*' 

Jr, 

q j*v __ 

v r 2 
2 l0B< ft 

2 . 410 • ]££*, 

. R>2 

l«gio ^ 




2q 

€r€v 



_ __ ____ 

2 • 2.303 log 10 || 

farads per m. 


volts. 

• 1.113 • IQ" 20 
4.606 logiQ ~ 

tti 


(296) 


Example. Determine the capacitance in the example, p. 347, using the value 4.80 
for the relative capacitivity t,. 

R v = 0.1022 0.0254 * 0.002596 in. 

R z = 0.2585 ■ 0.0254 - 0.0065G6 m. 


From (296), the capacitance per meter, 




4.80(1.113 • lO" 10 ) 

4.606 log,a (0-006566/0.002596) 


5.342 • 10' 10 
4.606 - 074029 


2.878 • 10" 10 farad. 


Capacitance for 1,200 ft, 

c - —\ii ~ 1,200 “ 1053 ‘ 10-7 farad 

- 0.1053 /if.* Ans. (check) 

(1 m. - 3.281 ft.) 

* See footnote, p. 350. 
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Capacitance of Concentric Spherical Capacitors. Equation (281) (p. 348) 
becomes 

C = r~ZTrI farftds - (297) 


Capacitance- of Parallel-cylinder Capacitor. In Sec. 249 (p. 349), the 
work in joules, or the voltage in volts, in (I) becomes 

w = v = M\[ D - T <* + 1 

Sr*. L Jr X J T D — X J 


volts, 


r _ 9 _ f*. 

V A ~'n-r 

4 log, —-— 


4ty , D — r 
= -i log. —- 

Cr€n r 

fr ■ 1.113 ■ 10- ,D 

D - r 


4 * 2.303 logio 


1.208 ■ 10- 11 . . 

- e r -=- farads per m, (298) 


log! 


D — r 


where q is in coulombs and D and r are in meters. 

Equations (283), (284), (285) (p. 349) obviously remain unchanged, 
(298) being comparable with (283). 


RATIONALIZED MKS SYSTEM 

253. Coulomb’s Law. In the mks magnetic system of units, the 
rationalized system was developed so that the mmf is given in ampere- 
turns N1 rather than AnNI, and under these conditions the permeability 
of evacuated space becomes Air * 10~ 7 . It is stated (p. 349) that 
in any unified system of electrical units the permeability and capaci¬ 
tivity of evacuated space have the relation n v * v — 1/c 2 , where c, the 
velocity of light, is 2.9977 ■ 10* m per sec. Hence, in the rationalized 
mks electrostatic system, the capacitivity of evacuated space must be 


4■ 10- 7 • (2.9977 ■ 10 8 ) 2 


8.854 ■ 10-’ 2 . 


In determining magnetic-field intensity in the rationalized mks system, 
it is necessary to multiply by 4 ir (p. 222). Likewise, in order to deter¬ 
mine electrostatic-field intensity, it is necessary to multiply t v ' by 4*\ 
The force between two charges then becomes 


F = t&wp newtons - (299) 

ffi, qt are given in coulombs and r in meters. 
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Iff gi ■ q and qt = unity, the force on a unit charge becomes 


F 


g 

Awt* v 'r 2 


(=E) 


newtons per coulomb, or volts per m. 


(300) 


In the rationalized inks system, one magnetic line leaves or enters each 
unit pole. Likewise one electric line leaves or enters each unit charge. 
Hence, the flux density at a distance r m from a point charge q coulombs, 



coulombs per sq m. 


(301) 


By eliminating q from (300) and (301) 

D = e f € v 'E coulombs per sq m, (302) 

which is similar but not equal to Eq. (290) (p. 351). 

Example. Using the rationalized inks system, the solution of the example, p. 351, 
is 

(a) ^ = g a- 1.067 - 10” 9 coulomb. Ana. 

(b) D = * (0 2 ~ )a ~" ■ 3.315 ■ 10 -9 electric line per sq m. i4na. 

(c) Using (300), 

_ 1.667 ■ 10-» . 14 . 

E ~ 4,(8.854 - I0-»)(0.2)» " 374 5 VoltB pRr m ~ Ant - 

Since 8.854 ■ 10 1 * * (1.113 ■ 10' 1D )/4», 

E- /i ° 374 4 volta 1,61 m * 

4 r (i ; m_ L o_)( 02 ), 

which is the same as (c) (p. 351). 

In (6), using (302), 

D *• 1 * 8.854 • 10" 1 * • 374.5 « 3.315 • 10" • electric line per sq m (check). 


254. Calculation off Capacitances. Parallel-electrode Capacitor . Let 
the area of each electrode, Fig. 257 (p. 344), be A sq m, the distance 
between the electrodes d m, and the capacitivity of the dielectric e T . Let 
+9 and — q coulombs be the charges on the two electrodes. Since one 
line leaves each unit positive charge, 


_ <i 
A 


From (302) and (I), 


£ 


D 


g 

A( W) 


volts per m. 


(I) 
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From Eq. (289) (p. 351), 


F = E d = 


qd 

AM 


volts. 


q _ W4 _ *(8.854 • 10~ 12 M 

1 / ' A A 


farads. 


(303) 


Since e/ = e,/4jr, (303) is identical with Eq. (294) (p. 352). 

Field Intensity Due to Straight Charge4 Filament. In inks rationalized 
units, Eq. (295) (p. 353) will become 


2 qh f ' dx _ 2q 

4T Cr *7 Jo (x 2 + A 2 )** “ 


newtons per coulomb. (304) 


Since e,' = 6^/4*, (304) is equal to Eq. (295). 

Capacitance of Coaxial-cylindrical Capacitor. Using (304), the work 
done in carrying a coulomb from the surface of the inner cylinder to the 
inside surface of the outer cylinder [see Eq. (I), p. 347], 


W = V = j*L 
4tt e* 


_r 

/ JR i 


c-X 


47re*7_ 

2 i -I: 


r 

4*c r • 8.854 : lO- 2 
/l?2 


dr 2q R 2 

~ W ' 0K - Tty V0lt8 ‘ 


4.600 login 

2.410 ■ IQ" 1 'c r 


l«gi 


farads per m. (305) 




which is identical with Eq. (290) (p. 353). 

Capacitance of Concentric Spherical Capacitors . Equation (297) (p. 354) 
becomes 

C = 4*w -n—ljj- farads. (306) 

It a — /i-i 


Capacitance of Parallel Cylinders. In the rationalized system, Eq. (II) 
(p. 349) becomes 

W = V = -7 p-x log. —— volts. 

e r (4xe„ ) 19 r 

r _q_ xW _ xe, • 8.854 • 10- 13 _ 1.208 • 10-" 

V , D-r D-r , " D - r 

log.—-— 2.303 l«g 10 —— logn——- 

r r r 

farads per m, (307) 


which is identical with Eq. (298) (p. 354). 

266. Current to Resistance and Capacitance in Series. If a capacitor 
of C farads capacitance and a resistor of R ohms resistance in series be 
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connected suddenly across a voltage E } Fig. 263, there will be current 
through the resistor which will charge the capacitor. Theoretically, the 
voltage across the capacitor will reach the applied voltage E only 
after infinite time. Actually, however, the time is 
relatively short. The current to the capacitor and 
resistor in series may be determined as a function of 
time. 

The voltage across the capacitor at any instant is 
q/C volts. After the switch S is closed, Fig. 263, the 
voltage E not only must supply the resistance drop 
but also must overcome the counter emf q/C of the capacitor. That is, 

E — iR + jy volts, (I) 

The quantity q = Ji dt. Substituting in (I), 

E = iR + ^ J i dl. (II) 

Differentiating with respect to t , 

+ <™> 

Rearranging terms, and integrating, 

di _ _ dt_ 

7 ” CR 

log, i - tL + K 


(IV) 

(V) 




I 


Fig. 263. Capaci¬ 
tor charged through 
resistor. 


where K is a constant of integration. 

When the time t is zero, the quantity q in the capacitor must he zero, 
since finite energy cannot be stored in zero time. Hence, when t = 0, 
q — 0 and the voltage q/C across the capacitor is zero. Therefore, the 
line voltage E is equal to IJi where / 0 is the initial current. Hence at 
t = 0, i = /o = E/R. Substituting in (V), 


K 


i E 

* l°g» 




log. i - log, ^ = log. ~ 
exponential form, 


t 

CR 


A. 

E/R : 


t 

€ CR 


(VI) 

(VII) 
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and 



t 

CR 


amp. 


(308) 


(308) is an exponential decaying function having an initial value 
E'/R = 7o, when t = 0. Theoretically, the current becomes zero only 
when t = but practically it reaches this value in a relatively short 
time. The function is plotted in Fig. 204 for E = 200 volts, R = 2,000 
ohms, C — 0.00004 farad = 40 nf (see example). 

The time constant of the circuit is 



sec. 


r = CR 
Substituting r for t in (308), 


(309) 


* 0 388 ? 

R 2.718 R 

amp. (310) 

That is, at time t = CR = t, the 
current has dropped to 36.8 per cent 
its initial value. 

After closing the switch, the rate of change of the current from (308) is 


.2 t = 


0.2 03 

1 Time, sec 

Fia. 264. Charge characteristics of capac¬ 
itance and resistance in series. 


di E(_ _l\ 
dt R\ CR )' 


CR _ __ 


E 

CR * 1 


t 

CR 


amp per sec. (311) 


When t = 0, di/dt = — E/CR 2 . If the current continued to decrease 
at this rate, it would reach zero in a time equal to the time constant CR. 
For example, if the uniform rale of change of current — E/CR 2 is multi¬ 
plied by the time CR , the total change of current during this time is 
( — E/CR 2 )CR — — E/R . This is equal numerically to the initial cur¬ 
rent, so that the resulting current is zero (see line ab, Fig. 264). 

The charge of the capacitor is readily determined by integrating (308). 
That is, 

q = / idt = | f = | (-CRt~ + K') (I) 

where K f is a constant of integration. When t = 0, q 0 and K' =* 
(. E/R)CR = EC. 

Substituting in (I), 

q - EC{ 1 :). (312) 

(312) is similar in form to Eq. (225) (p. 307), giving the rise of current 
in an inductive circuit. It is plotted in Fig. 264. 
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Since in an uncharged capacitor the counter emf is zero, the current 
must be infinite at the instant of connection across a constant voltage 
without series resistance. The duration of the current under this con¬ 
dition is zero. However, the inevitable resistance in the circuit and 
capacitor prevent the current becoming infinite, though it does reach 
high values. It is also clear that with any current which is not infinite 
at the instant of switching, the voltage across any uncharged capacitor 
is zero. 

Example . A capacitor of 40 uf capacitance in series with 2,000 ohms is suddenly 
connected across a 200-volt source. Determine: (a) initial current; ( b ) equation of 
current os function of time; (r) equation of charge bjb function of time; (d) time con¬ 
stant; (e) value of current when time is equal to time constant; (/) charge oil capacitor 
when time is 0.04 sec; (jy) energy stored in capacitor in (/). (A) Plot functions (b) 

and (r). 

(a) Since, at the instant of switching, the voltage across the capacitor is zero, the 
impressed voltage is utilized entirely in resistance drop. Hence, 

- 200 a i r\ 4 

U = 2,000 “ 010 arap ' An ‘- 

(b) Substituting in (308), 

_ ± _ _ t_ 

i-O.D <010^2.000. 0 .1* amp. Ana. 

(c) Substituting in (312), 

_ t_ 

9 - 200 - 40 ■ 10-»(1 - e o os ) 

_f_ 

■■ 0.008(1 — e °- 08 ) coulombs. Ana. 

(d) r = CR = 40 ■ 10-* ■ 2,000 = 0.08 sec. Ana. 

(e) i = 0.1 e " 1 = 0.03G8 amp. Ana. 

(J) From (c), 

0.04 

q - 0.008(1 - « ° 08 ) - 0.008(1 - «“») 

- 0.008 (1 - 7 ^=) - 0.00316 coulomb. Ant. 

V V2T718/ 

( 9 ) From Eq. (270) (p. 342), 

1 Q s 1 (0.00315)* 9.92 ■ 10~» 

"’ic = 2 (40 • 10 -«) " 80 ■ 10 -* 

■b 0.124 joule. Ana. 

(A) See Fig. 264. 

256. Discharge of Capacitor. In Fig. 265 a capacitor of C farads 
capacitance has been charged through a resistor of R ohms by closing 
the switch S upward. The switch S is then thrown downward, discon¬ 
necting the line and short-circuiting the resistor and capacitor in series. 
The voltage across the capacitor at the instant of closing the switch 
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downward is E 0 volts. £? 0 may differ from E , owing, for example, to 
leakage or to the fact that the switch S is closed downward before the 
capacitor has become completely charged. The capacitor now becomes a 
diminishing source of emf q/C and is supplying current to the resistor. 

The direction of the current is the reverse of that on 
4 o 3 charge. By Ohm’s law, 


-Ui— 


—iR — ^ volts. 

(i) 

o-Jt -1 —*_ i 

Fhj. 205. Capacitor 
discharged through 
resistor. 

Since q ~ fi dt, 

— tR = j t ( idt volts. 

di) 

Differentiating and 

rearranging, 

di i 

R dt ~ O’ 

di dt 

i ~ CR 

(in) 

Integrating, 

log, i = - 

im + Ka 

(IV) 


where K (t is a constant of integration. 

When l = 0 , i = -h = — E 0 /R , so that K n = log, ( — h). Hence, 

'/- - - m ~ < v 

Expressing in exponential form, and solving for t, 


i = —I n€ 


E o vd 
It* 


4 ..L 

*200v- 

^ 1 ?* 2000 a 
C=40ttf 


(313) is identical in form with (308) Time, sec 

except that the current is negative. o' ; i 0 ! 1 1 1 V 1 1 ij 3 _ i IJJ 4 

When E 0 = E f (313) becomes the nega- -0.0?-- -- 

ti ve of (308). The discharge characters- ^. 0 04 U-XidjI I" 1 1 * 200 * - 
tic for the capacitor and resistor of the k.Qoe 

example, Sec. 255, is shown in Fig. 206. < _ 0j0fl TTlI —\~\ 

267. Ionization of Air; Corona. 0[(J 11 1 1 1 

When solid dielectrics are subjected 
to sufficiently high dielectric stress, 
they rupture and the dynamic arc 

which follows chars and disintegrates the dielectric (Sec.. 238, p. 332). 
Although the exact mechanism of tlie rupture is not understood, undoubt¬ 
edly there first occurs a destruction of the molecular structure of the 
medium in some one spot, due to a separation of the electrons from their 
atomic nuclei, as a result of the high potential gradient. 


FlO. 260. Discharge characteristic 
of capacitor and resistor in series. 
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With gaseous dielectrics such as air, the mechanism of dielectric rupn 
ture is much better understood. This is due in part to the fact that the 
molecular structure of gases is much simpler than that of most other sub¬ 
stances. Also, the gas particles are not destroyed by the rupture, and 
since they are mobile, they can be collected and analyzed even after they 
have been subjected to rupturing stresses, A gas atom consists of a posi¬ 
tive nucleus with one or more minute electric charges or electrons moving 
in orbits about the nucleus. A hydrogen atom has but one electron; a 
helium atom has two electrons. 

In a dielectric field the electrons of a gas, being negative charges, are 
attracted to the positive electrode; the positive nuclei, or ions, are 
attracted to the negative electrode. Hence, the dielectric field tends to 
separate the electrons from their nuclei. The dielectric forces holding 
the electrons to their nuclei are so great, however, that a prohibitively 
high voltage gradient would be necessary to separate them by this effect 
alone. 

There are ahjfrvs some free ions and electrons in any gaseous medium. 
Under the ac1j 0I1 ( ,f ?fr£ electric field the ions and, more particularly, the 
electrons wilj accelerate, -^hilc moving toward the electrodes they will 
coll:dJ. ,tl)r ']i the neutral atoms that happen to be in their paths. These 
cr ,ilisio knock other electrons from their nuclei, thus producing more 
free ions and free electrons. Hence, the process tends to be a cumulative 
one. When the potential gradient becomes sufficiently great (approxi¬ 
mately 30,000 volts per cm 1 for air at 760 mm pressure and at 25°C), 
the velocities acquired by the ions become sufficiently high to produce 
ions by collision more rapidly than the ions are withdrawn from the field. 
The gas is then said to be ionized. Ionized gas conducts current but 
has, notwithstanding, a very high resistance. This conduction of current 
through an ionized gas is a convection phenomenon not unlike the con¬ 
duction of electricity through an electrolyte (Sec. 109, p. 133). Thus the 
dielectric strength of the ionized gas has become practically nil. If a 
source of potential having considerable power behind it is used, rupture 
of the gas occurs and a dynamic arc follows. 

A partial ionization of a gas without complete rupture may be accom¬ 
plished, if an arrangement, somewhat like that shown in Fig. 267 is 
employed. One electrode, the upper in Fig. 267, is sharp and may be 
conveniently a needle, the lower one being a flat plate. With the appli¬ 
cation of voltage, dielectric lines arise between the needle point and the 
plate. Owing to the sharpness of the needle point, with the correspond¬ 
ing very small radius of curvature, the flux density near it is very high. 
The density near the plate is much less because of its larger area. Hence, 
the air in the vicinity of the needle point first becomes ionized, the ionized 

1 This corresponds to 100 cgs electrostatic lines per square centimeter. 
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region extending at first, to line aa. Beyond aa, the dielectric field is not 
sufficiently intense to permit further ionization, and the remainder of the 
air therefore prevents dynamic current. With further increase in 
potential, the ionized zone may extend to bb without complete rupture. 
Ultimately, however, the potential may reach a value which is sufficient 
to rupture the non-ionized region, and a dynamic arc follows. 

Ionized air at the surfaces of conductors appears as small tufts and 
streamers, easily visible in the dark. "Such ionized air is called corona 
because of its resemblance to solar corona. On the positive conductor 
the corona is a continuous glow of bluish color. On the negative con¬ 
ductor it consists of reddish tufts or beads. With alternating current 
corona consists of a more or less continuous glow, reddish blue in color. 

Corona is also accompanied by a hissing sound, 
and the odor of ozone is noticed. In the presence 
of moisture nitrous acid is formed, and this is 
the basis of one of the methods of producing, by 
electrical means, nitrates from th* utrogen of the 
atmosphere. Corona forms (m high- voltage appa¬ 
ratus and on transmission lines (soe Vol. II, 
Chap. XIII). 

MEASUREMENT OF CAPACITANCE 

2Ballistic Method. There are two common 
methods of measuring capacitance, the d-c, or 
ballistic, method and the a-c, or bridge, method. 

The d-c method employs a galvanometer which is used ballistically. 
It can be shown that if the moving coil of the ordinary galvanometer has 
considerable inertia and is properly damped, its maximum throw, due to 
the impulse produced by the sudden passage of a quantity of electricity 
through it, is proportional to the quantity. 

This assumes that the entire charge passes through the coil before the 
coil begins to move (see Sec. 207, p. 284). Let D be the maximum galva¬ 
nometer throw in centimeters. Then, 

Q = KI) (314) 

where Q is the quantity and K is the galvanometer constant. 

To make the measurement, the apparatus is connected as shown in 
Fig. 268. A battery B supplies the current for the apparatus. The 
measurement may be made on either charge or discharge of the capacitor, 
or check measurements may be made using both charge and discharge. 
If the capacitor is at all leaky, the discharge method is preferable. 

When the switch S is closed to the left, the capacitor C\ is charged 
through the galvanometer and the maximum throw of the galvanometer 



Fig. 267. Dielectric 
stress lines between a 
needle point and plate 
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is read. Several check readings should be taken. The galvanometer 
should return immediately to zero. If it shows a steady deflection, a 
leaky capacitor is indicated. In 

a corresDondinc manner the I l“l iT\L) ! I standard 


JFu*. 268. Ballistic method of measuring 
capacitance. 


a corresponding manner the I I l standard 

ballistic throw of the gal van om- ^ ^ ™P actfor 

eter may be read on discharge ~T • 1 

by closing switch S to the right 1 ♦ __ 

after charging. Let D\ be the JFig. 268. Ballistic method of measuring 
deflection of the galvanometer ca P a<: ‘ tance * 

when C\ is connected, Qi the quantity going into the capacitor, and E the 
voltage across the capacitor. Then, by (314), 

Qi = KD\ y 

and 

Qi — CiE, 

where Ci is the unknown capacitance. Therefore, 

CtE = KDi. (I) 

If now the standard capacitor C 2 be substituted for the unknown 
capacitor and another set of readings taken, 


Q 2 = KD 2 , 
C 2 E = KD 2 . 


Dividing (I) by (II), 


Ci = c s 


E{C 2 /D 2 ) is the galvanometer constant. 

It is often desirable to use an Ayrton shunt in such measurements, 
as it gives the apparatus greater range. When such a shunt is used, 
proper correction must be made for its multiplying power. Also, it is 
convenient to install either a single-pole or a double-pole double-throw 
switch so that C 2 may be substituted easily for C i, and vice versa. 

259. Bridge Method. In the bridge method, two capacitors form 
adjacent arms of a Wheatstone bridge, and two resistors form the other 
two arms, Fig. 269(a). An a-c supply is preferable. The secondary of 
an induction coil may be used as the source of power, or a battery with a 
key may be made to charge and discharge the system as in Fig, 269(h), 
A telephone is used as a detector except in (b). Let C x be the unknown 
capacitance and Ct a standard which may or may not be adjustable. 
Ri and R* are two known resistors, one of which should be adjustable 
unless (Vis so. 
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Either C 2 or one of the resistors is adjusted until there is no sound 
in the telephone, showing that the bridge is in balance. Under these 
conditions, 

C I = R J 
C 2 Rx 

(316) 

When a battery is used, a double-contact key K is necessary, Fig. 
269(b). K is pressed and released, and until the bridge is balanced, the 



(d) (b) 

Fig. 269. Bridge methods of niftiHUring rapurilnncc. 

galvanometer will deflect both upon charge of the system when the key 
is pressed, and upon discharge when the key is released. The bridge is 
balanced when the galvanometer does not deflect on either charge or dis¬ 
charge. (316) is then applicable. 

In the above measurements, it is assumed that there is little if any 
leakage through the capacitors. 

260. Location of a Total Disconnection in Cable. In Chap. V, it is 
shown that a grounded fault in a cable can be located by suitable resist- 



Fauff 

Ft o. 270. Locating an open in cable. 


ance measurements, such as the Murray and Varley loop tests. If a 
cable be totally disconnected, and its broken ends remain insulated, these 
loop tests are impossible. The distance to the fault may now be deter-, 
mined by capacitance measurements. The connections are shown in 
Fig. 270. The capacitance C^ of the length x to the fault is first meas¬ 
ured by the ballistic method. If a similar perfect cable, of length l, 
parallels the faulty cable, the two are looped at the far end and a meas¬ 
urement is made of the combined capacitance. This capacitance C» is 
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the sum of the capacitance of the length l of the perfect cable and the 
capacitance of the length l — x of the faulty cable. Hence Ca is the 
capacitance of the length of cable — x** 21 — x. 

Let c be the capacitance per foot, assumed to be the same for each 
cable. 

Ci = stc KDi (I) 


where K is the galvanometer constant and D\ is *'ie deflection corre¬ 
sponding to Ci. 

Likewise, 


Dividing (I) by (II), 


C 2 — (21'— x)c — KD^. 


T 

2T~- x 

X 


_ 01 

~ »v 

_ , 2D\ 

~ Z>i + Di 


(ii) 


(317) 


The capacitance per unit length and the total capacitance do not enter 
into the final equation, so that it is not necessary to use a standard 
capacitor for the calibration of the galvanometer. The capacitances of 
the various lengths are proportional to the galvanometer deflections when 
corrected for the setting of the Ayrton shunt. 

(I) and (II) may also be solved giving s as a function of C i and C 2 . 

•-‘ernr; »“> 


The bridge method can be used to measure C i and Ca, and the distance 
to the fault inay then be calculated. 
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THE GENERATOR 

Definition. An electric generator is a machine which transforms 
mechanical power into electric power. 1 This is accomplished by means 
of an armature carrying conductors on its surface which act in conjunc¬ 
tion with a magnetic field. Electromotive force is induced by the rela¬ 
tive motion of the armature conductors and the magnetic field, and when 
current is*delivered to an external circuit , electric power is supplied by 
the armature. 

In the d-c generator the field is usually stationary, and the armature 
rotates. In most types of a-c generator, the armature is stationary, and 




(a) Maximum flux linking coil (b) No flux linking coil 

Fig. 271. Simple oil rotating in magnetic field. 

the field rotates. Either the armature the field may be driven by 
mechanical power applied to its shaft. 

261. Generated Electromotive Force. It is shown in Chap. IX that if 
the flux linking a coil is varied, an einf c(—JV A+fdl) (10" 5 ) volts is induced 
in the coil. The action of the generator is based on this principle. The 
flux linking the armature coils is varied by the relative motion of armature 
and field. 

In Fig. 271 a coil rotates in a uniform magnetic field produced by an 
N pole and an 8 pole. In Fig. 271 (a) the plane of the coil is perpendicu¬ 
lar to the magnetic field, and the maximum possible flux links the coil. 
Let this flux be 4 maxwells. 

If the coil be rotated counterclockwise a quarter of a rotation, it will lie 
in the position shown in (6), and as the plane of the coil is parallel to 
the direction of the flux, no flux links the coil. Therefore, in a quarter 

1 ABA Definitions of Electrical Terms, 1041 edition, 10.10.050. 












THE OENERA TOR 867 

rotation the flux which links the coil has been decreased by <f> lines. The 
average emf induced in the coil during this period is, therefore, 

B„ = N 110-> volts [Chap. IX, Eq. (207), p. 298] 

where N is the number of turns in the coil and t is the time required for a 
quarter rotation. But t — 1 /4a, where s = rps. Therefore, the average 
induced emf during a quarter revolution is 

— 4JVs0lO~ 8 volts. (319) 

If the flux is given in webers (4>), the emf is 

Ew = AN 8$ volts. (320) 

In the windings of rotating machinery the armature coils overlap one 
another, and the change of flux linking each coil, during the rotation of 
the armature or field, is not clearly defined. Hence, it is usually more 
convenient to consider the emf induced in each coil as the sum of the 
emfs induced in each of two active 
coil sides, the sides of the coil forming 
the end connections having no appreci¬ 
able emfs induced in them. The emf 
induced by a conductor of length l cm 
cutting a flux of density B gauss at a 
velocity of v cm per sec is 

e = Blv 10-* volts, (321) 

provided that B, l, v are mutually 
perpendicular. If not, (321) must be 
multiplied by the sine of the angle between any two of the three quanti¬ 
ties B t l , f. 

If B is in webers per square meter, l in meters, and v in meters per 
second, (321) becomes 

e = Bfo volts. (322) 

Although the relation e = ( — N d$/dt)( 10“*) volts is the more funda¬ 
mental equation for induced emf and is universally applicable, the same 
induced emf will be obtained if (321) and (322) are correctly applied, as is 
shown by the following: 

Consider the conductor oh, Fig. 272, free to slide along two parallel 
metal rails cd and ef spaced ab cm apart. The rails are connected at 
one end by a voltmeter. A uniform magnetic field, of density fi cuss, 
passes perpendicularly through the plane of the rails and conductor. < 

Let the conductor ab move parallel to itself at a uniform velocity v to 
the position a'V. While this movement is taking place, the voltmeter 


Voltmeter 



Fig. 272. Conductor cutting uniform 
magnetic field. 
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will indicate a certain voltage. This voltage may be attributed to either 
of two causes: 

X. As conductor ab moves to position a'b', the flux linking the con¬ 
ducting loop formed by ce, the rails, and ab is increased, because of the 
increasing area of this loop. 

2 . An emf is generated in the conductor ab since it cuts the magnetic 
held. 

The fact that the same emf is obtained by either (1) or (2) is illus¬ 
trated by the use of numerical quantities. Let the flux density, Fig. 272, 
be 100 gauss, the distance ab, 30 cm, and ad' = bh f = 20 cm. The con¬ 
ductor ab moves at a uniform velocity v to position a'b' in 0.1 sec. Deter¬ 
mine the emf across ce. 

The change of flux linking the coil is 

0 = 30 20- 100 = 60,000 maxwells. 

This change occurs in 0.1 sec. 

By Eq. (207) (p. 298), 

E. r = 1 10-“ = 0.000 volt. 

Applying (321), 

20 onn 

v = jj-j = 200 cm per sec. 

E mv = 100 30 ■ 200 - lO" 8 = 0.006 volt. 

The same result is obtained whether the emf is considered as being 
induced by the conductor itself cuttmg the field or as being induced by 
the change in flux linking the coil. 

Similarly, the emf developed by the coil in Fig. 271 may be attributed 
to the emfs generated in the conductors on opposite sides of the coil by 
their cutting of magnetic flux. These conductors are connected in series 
by the end conductors, or connectors, which in themselves generate no 
appreciable emf. The direction of the emfs developed in the coil sides 
are such that these emfs are additive. 

To distinguish between the two different concepts, an emf which is 
considered as being induced by change of flux linkages is called a trans¬ 
former emf , whereas an emf which is considered as being induced by the 
cutting of flux by a conductor is called a speed emf . Frequently, both 
emfs may be induced simultaneously, as in the armature of the single¬ 
phase induction motor (Vol. II, Chap. X). It is stated that Eqs. (321) 
and (322) must be properly applied if the correct value of emf is to be 
obtained. At different times, conditions, supposedly anomalous, are 
cited to show that these equations are not always applicable. For 
example, while a conductor is cutting flux, the flux itself which links the 
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coil may vary owing to a change in magnetic reluctance or to other 
causes. Accordingly, unless the transformer emf due to this change in 
flux linkage is taken into consideration, an incorrect value of induced 
emf is obtained. 

262. Direction of Induced Electromotive Force. Fleming’s Right- 
hand Rule. A definite relation exists among the direction of flux, the 
direction of motion of the conduc¬ 
tor, and the direction of emf 
induced in the conductor. 

A convenient rule for determin¬ 
ing this relation is the Fleming 
right-hand rule. In this rule the 
fingers of the right hand are utilized 
as follows: 

Set the forefinger, the thumb, and 
the middle finger of the right hand 
at right angles to one another, Fig. 

273. If the forefinger points along Pl °- 273 - Fleming right-hand rule. 
the lines of Jinx and the thumb in the direction of mot ion of the conductor , the. 
middle finger will point in the direction of the induced emf. 

This rule is illustrated by Fig. 273. (Also see Fig. 381, p. 482.) 

263. Electromotive Force Generated by Rotation of a Coil. A coil 
of a single turn is shown in Fig. 274 (a). The coil rotates in a counter¬ 
clockwise direction at a uniform speed in a uniform magnetic field. As 


(a) lb) 

Fig. 274. Electromotive force induced In coil rotating at constant speed in uniform mag¬ 
netic field. 

the coil assumes successive positions, the emf induced in it changes. 
When it is in position 1, the emf generated is zero, for in this position 
neither active conductor is cutting magnetic lines but is moving parallel 
to these lines. (When the coil is in this position, the rate of change of 
flux linkages is zero.) When the coil reaches position 2 (shown dotted), 
its conductors are cutting across the lines obliquely and the induced emf 
has a value indicated at 2 in Fig. 274(b). When the coil reaches position 
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3, the conductors are cutting the lines perpendicularly and are cutting 
therefore at the maximum possible rate. Hence, the induced emf is a 
maximum when the coil is in this position. At position 4, the induced 
emf is less, due to a lesser rate of cutting. At position 5, no lines are 
being cut, and, as in 1, there is no induced emf. In position 6, the direc¬ 
tion of the induced emf in the conductors will have reversed, as each 
conductor is under a pole of opposite sign to that for positions 1 to 5. 



Jb external 
circuit 


Pig. 276. Current taken from rotating coil by means of slip rings. 

The induced emf increases to a negative maximum at 7 and then decreases 
until the coil again reaches position I. After this the coil merely repeats 
the cycle. The region corresponding to positions 1 and 5 in which the 
plane of the coil is perpendicular to the direction of the flux and in which 
no emf is induced in the coil by rotation is called the neutral zone. 

Since the induced emf reverses in direction cyclically, it is an alternating 
emf and an emf varying in the manner shown in (b) is a sine wave of emf. 



Fig. 270. Rectifying with split ring or commutator. 


This alternating emf may be impressed on an external circuit by means 
of two slip ring8 } Fig. 275. Each ring is continuous and is insulated 
from the other ring and from the shaft. A metal or a carbon brush rests 
on each ring and conducts the current from the coil to the external circuit 
(see Vol. II, Chap. I). 

If direct current is desired, that is, one whose direction is always the 
same, such rings cannot be used. The coil current must be alternating, 
since the emf which produces it is alternating, as shoivn in Fig. 274(b). 
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The current must be rectified before it enters the external circuit. This 
rectification can be accomplished by using a split ring, Fig. 270(a) . In^ 
stead of two rings, as in Fig. 275, only one ring is used. This is split by 
saw cuts at two points diametrically opposite, and the ends of the coil 
are connected to the sections or segments so produced. 

A consideration of Fig, 270(a) shows that as the direction of the cur¬ 
rent in the coil reverses, the connections to the external circuit are simul¬ 
taneously reversed. Therefore, the direction of current in the external 
circuit is not changed. The brushes pass over the cuts in the ring when 
the coil is perpendicular to the magnetic field, or in the so-called neutral 
zone , and no emf is being induced, as at points 1 and 5 of Fig. 274. These 
neutral points are marked 0-0-0 in Fig. 270(6). 

Comparing Fig. 274(6) with Fig. 276(6), it is seen that the negative 
half of the wave has been reversed 
and made positive, 

An emf with zero value twice in 
each cycle, Fig. 276, could not be used N. 
commercially for d-c service. Also, 
a single-coil machine would have a . 
small output for its size and weight. 

The emf wave of Fig. 276 may be ^ 

made less pulsating by the use of ^ I N 

two coils and four commutator seg- 

ments, Fig. 277(a) This gives an «££.- y^^QT 
open-circuit type of winding, since it force L V V V v v \ KbJ 
is impossible to start at any one com- Fi«. 277. Effort of two coLIb and four 

, , , , , . commutator segment* on emr wave. 

mutator segment and return to this 

segment by following through the entire winding. In this particular 
winding the full emf generated in each coil is not utilized, as one coil 
passes out of contact with the brushes at points a , a, a, Fig. 277 (6), and 
the emf shown by the dotted lines is not. used, 

264. Armature. In Sec. 263 it is shown that in a generator there 
must be conductors which cut a magnetic field and that a commutator 
must, be provided for reversing the induced currents at the proper time 
and for conducting them to the external circuit. These elements are 
supplied by the armature. Also, the armature must be designed so that 
the power output of the generator is sufficiently great in proportion to the 
weight and cost to justify the generator economically. 

The commercial armature must have a core of iron which not only 
carries the copper conductors through the magnetic field but also forms 
part of the magnetic circuit. Without the iron core the magnetic field 
would be so weak that little power output would result. The armature 
co ns ists of a cylindrical core of iron laminations (p. 399) mounted on a 
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shaft so that it may rotate in the magnetic field, which is produced by the 
field winding located on the field poles. The faces of the poles are prac¬ 
tically coaxial with the armature, and the lengths of the air-gaps in 
the magnetic circuit are relatively small, thus making the magnetic 
reluctance relatively small. 

The conductors are placed in slots on the surface of the armature 
(p. 378). This construction is advantageous in that the conductors are 
held firmly in position, and the teeth permit a short air-gap to be used. 
Every effort is made to place as much copper as possible in the slots, 
since the generator output is proportional to the active copper. Also, 
the conductors must be placed and connected so that their emfs are 
additive and the full induced emf is delivered to the brushes. Except 
in the smallest machines, air ducts are provided for ventilating the 
armature. 

In order to reverse the alternating current induced in the conductors, 
and to conduct the resulting rectified current, to the external circuit as 
direct current, a commutator with appropriate brushes is necessary. A 
relatively large number of commutator segments is essential in order 
that the emf ripples, Fig. 277(b), shall not be too pronounced and that 
the voltage between segments may not be so high that flashover occurs. 

It is necessary to study armature construction and the methods of 
winding the armature, if one is to select the type of armature which will 
give the best results under given conditions. Also, an understanding 
of the operation of the generator itself depends on a thorough knowledge 
of the armature assembly. 

266. Gramme-ring Winding. The coils and conductors which con¬ 
stitute the armature winding must be interconnected so that the desired 
induced emf and current output will be produced efficiently and economi¬ 
cally. This may be accomplished by different designs of windings, as 
will be shown later. The design and manner of connecting armature 
windings are better understood if the principles of power generation and 
of commutation are well known. 

The gramme-ring type of armature was used with the early generators, 
and although it has long been obsolete, the simplicity of the winding and 
the fact that there are no crossings of conductors make it advantageous 
in illustrating the principle of the operation of armatures. Also, the 
electrical and magnetic effects in the armature are identical qualitatively 
with those of the modern drum type of winding. 

In Fig. 278(a) is shown a 2-pole type. The armature core consists of 
a hollow cylinder, or ring, made up of iron laminations, with insulated 
wire wound spirally about the ring, with taps taken from the wire at 
regular intervals and connected to commutator segments. Note that the 
winding is continuous, hence is closed , and that the coils between brushes 
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are all connected in series. A connection is brought from each coil to a 
commutator segment as shown. In Fig. 278(a) the coils at A and B 
are shown as being connected instantaneously to the brushes through 
their corresponding commutator segments. By applying Fleming's 
right-hand rule (Sec. 262) the induced emfs are inward under the N pole 
and outward under the S pole so that in the complete winding the emfs 
in the halves of the winding are in opposition. The arrows show the 
direction of the induced emf in different parts .of the winding. 

If the armature and its relation to the pole pieces are symmetrical, 
the emf induced in the upper half of the winding between the points 



CaJTwo poles (b) Four poles 

Fig. 278. Gramme-ring windings and pole pieces. 

A and B and that induced in the lower half between the same two points 
are opposite and equal. The resultant emf around the armature is 
therefore zero. An emf exists, however, between points A and B, and 
since they are connected directly to the brushes, a substantial emf exists 
between the brushes. It is also to be noted that as the armature rotates 
and the points A f B and the commutator segments to which they are 
connected move away from the position of direct connection to the 
brushes, shown in Fig. 278(a), other similar coils and segments take 
their places. Hence, with constant speed and constant flux from the 
pole pieces, the emf between the brushes will remain constant, except 
for the small fluctuations caused by the successive segments coming in 
contact with the brushes and then leaving them (see Fig. 279)- 
Also note that the coils at A and B f which at the instant are connected 
to the brushes and hence are undergoing commutation, are in the region 
between the poles where they are cutting no flux. Accordingly they are 
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in the neutral zone corresponding to positions 1 and 5, Fig. 274, and no 
emf is being induced in them. The coils A and B are, therefore, merely 
acting as connections from the active conductors to the commutator and 
brushes. They are also short-circuited by the brushes, and were any 
substantial emf being induced in them, the current in the coils would be 
large, since their resistance and that off the brushes is low. (See Sec. 299, 
p. 429, for further discussion of commutation.) 

An advantage of the gramme-ring winding is that theoretically the 
same winding is adapted to any number of poles. This is illustrated by 
Fig. 278(6), which shows a 4-pole gramme-ring winding. Note that the 
method of winding and of connecting to the commutator are identical 
with those of (a). The two positive brushes would he connected together, 
and the two negative brushes would be connected together. Usually, 
however, voltage limitations prevent the use of the same winding with 

Resultant 
electromotive 
force 


Fia. 270. Resultant emf due to four series-connected coils between brushes. 

differing numbers of poles. Figure 279 shows the induced emf waves 
which are typical of the gramme-ring winding. 

It is assumed that the emf induced in each coil is a sine wave so that 
the emf in the individual coil is a rectified sine wave identical with that 
of Fig. 270(6). The emf of each coil is plotted separately. Owing to 
the positions of the individual coils, these emfs do not all have their 
zero value at the same time, nor do they reach their maximum value at 
the same time. Since in both Figs. 278(a) and (6) the coils between 
brushes are in series, the emf between brushes is the sum of the emfs 
induced in the individual coils. Hence, except for the brief interval 
when a coil is short-circuited by a brush during the commutation period, 
each coil is Contributing emf at all times. 

The fact that the emf between the negative and the positive brushes 
is the sum of the induced emfs in those coils which are in series between 
the brushes is illustrated in Fig. 279, which is representative of the condi¬ 
tions in Fig. 278(6). A study will show that there are four active coils 
in series between each pair of positive and negative brushes. Hence, 
the resultant emf at any instant is the sum of these individual emfs at 
this instant. Tlie resultant emf should be compared with the resultant 
emf obtained with the open-coil winding, Fig. 277, in which the resultant 
emf does not equal the sum of the individual emfs but consists of the 
tops of the individual waves. It will be noted that a fairly smooth result- 
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ant emf is obtained with four coils, the “ripples” being noticeable but 
small. As the number of coils is increased the ripples become almost 
unnoticeable. A gramme-ring winding is a closed-coil winding, since 
it is possible to start at any one point in the winding and return to the 
same point by passing continuously through the winding. Although 
the gramme-ring winding is shown in Figs. 278(a) and (b) as lying on 
the surface of the armature, in practice the conductors are usually placed 
in slots. As has been stated, the gramme-ring winding is no longer used. 
This is due to the fact that the conductors which lie inside the ring cut 
practically no flux and hence act merely as connectors for the active 
conductors. Because of the small proportion of active conductor, a 
relatively large amount of copper is required for a given output. In 
small machines, there is not sufficient room to carry the inactive con¬ 
ductors back through the armature 
core (see Fig. 300, p. 400). In a 
gramme-ring winding, formed coils 
cannot be used, and this makes the 
winding expensive. 

266. Drum Winding. The objec¬ 
tions to the ring-type winding are 
overcome by the use of the drum 
winding. The conductors of this 
winding all lie in slots in the surface of 
the armature and are connected to 
one another by front and hack con¬ 
nectors or coil ends (ad and be, Fig. 280, are coil ends). The two principal 
advantages of the drum winding are that., with the exception of the end 
connections, all the armature copper is “active,” that is, it cuts flux and 
so is active in generating emf; and with the exception of small units and 
armatures having semiclosed slots, Fig. 309(d) (p. 402), the coils can 
be preformed and insulated before being placed on the armature, thus 
reducing the cost of winding. 

The requirements which a winding should meet are that the winding 
be closed, or continuous, that is, that it be a closed-coil winding in order 
that all the coils shall be “active” except during the brief commutation 
period. Under these conditions the emf between brushes is the sum of 
the emfs induced in all the coils which lie between the brushes, Fig. 279. 
Those parts of the coils such as ad and be, Fig. 280, called “end connec¬ 
tions,” which connect the active lengths of conductors ab and dc in series 
should not be too long in proportion to the total length of coil. The emfs 
induced in the two sides of any coil should be additive so that when one 
side of a coil lies under the center of an N pole, the other side must lie 
at or near the center of an S pole. In order to obtain economy in winding, 
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the coils should be preformed and insula led l>ofore being placed on the 
armature. This necessitates a 2-layer winding, Fig. 283. The coils 
usually are wound on machine-driven forms which give them the proper 
shape, and the turns are then hound together, usually with cotton tape. 
The ends are left bare so that they may be soldered later to the commuta¬ 
tor bars. The coils are then dipped in some insulating compound such 
as asplialtum and are then dried (see Fig. 281). For very high-tempera¬ 
ture operation, other materials, such as mica and paper tape, iiberglas 
tape, and silicone-impregnated insulation are used. 

The slots are lined with insulation, and the conductors are held (irmly 
by fiber or other nonconducting wedges in the larger machines. Fig. 300 
(p. 4Q2), and by binding wires in the smaller machines. These con- 



Fm. 281. Formed armature roils. 


structions are much better mechanically than with the conductors 
on the surface of the armature. On the other hand, as the coils are 
embedded in iron, they have relatively high self-inductance. This 
makes satisfactory commutation more, difficult, and the flux pulsations 
due t.o the armature teeth give pole-face and tooth losses. The poU 
pilch is the periphery of the armature divided by the number of poles and 
accordingly is the distance on the periphery of the armature between 
centers of adjacent poles, Fig. 312 (p. 400). 

In order that the emf induced in the coil he a maximum, other condi¬ 
tions being fixed, the span of the coil should be equal to the pole pitch. 
However, the span may be reduced to as much as eight-tenths the pule 
pitch without any serious reduction in the induced emf. When this 
is done, the winding is called fractional-pitch one. This type of winding 
effects a substantial saving in the copper of the end connections and 
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improves commutation, owing to the lesser mutual inductance between 
coils. 

Usually, one side of every coil lies in the top of one slot, and the other 
side lies in the bottom of some other slot at a distance of approximately 
one pole pitch along the armature. Thus, at least two coil sides occupy 
each slot. Frequently, however, two or more coils are taped together 
to form a multiple coil (Sec. 209) in which the several coil sides occupy 
the toj) of one slot ami the other sides occupy the bottom of some other 
slot at a distance of approximately one pole pitch. This type of Avinding 
is called a 2 -layer one and is now used almost universally. It permits the 
end connections to he easily made as the coil ends can be bent around one 
another in a systematic manner, passing from the bottom to the top 
layer by means of the peculiar twist in the ends of the coils. 



267. Lap Winding. In the simple-lap type of drum winding, the coil 
connection is made from one segment, through the two sides of a coil and 
thence back to the next adjacent segment, from Avhieh similar connection 
is made to the next coil, etc., Fig. 280. A study of Fig. 280 shows that 
the number of commutator segments must be equal to the number of 
armature coils. 

In the study and design of windings, the group of wires which con¬ 
stitutes the side of a single coil, and which is almost always wrapped 
with tape as a unit, is considered as being a winding element. Such 
winding elements are shown at ab and dc in Fig. 280 and at ab in the two 
coils in Fig. 282. Even when there are several conductors in a coil side, 
they will be shown as a single element in the wiring diagram, Fig. 282. 
Obviously there will be twice as many of these elements as there are coils. 
The number of elements that t he coil advances on the back of the armature 
is the back pitch of the winding. Fig. 284, and will be denoted by pt, Fig. 
294(a), (p. 389). This back pitch is determined by the span of the con¬ 
nection be , Fig. 280. The number of elements spanned on the commutator 
end of the armature is called the front pitch and will be designated by y f . 
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This may be greater or less than the back pitch but not equal to it. If 
it be greater, the winding is retrogressive; that is, it advances in a counter¬ 
clockwise direction when viewed from the commutator end. If the 
front pitch be less than the back pitch, the winding is progressive; that 
is, it advances in a clockwise direction when viewed from the commutator 



Fig. 283. Simplex lap winding having hack pitch of 9 and front pitch of 7. 



end. This is illustrated in Figs. 283 and 284. Element 1 is connected 
on the back of the armature to element 10. Therefore, the back pitch 
y b = 0. Element 10 is then connected back to 3 on the front, of the 
armature, the connection oeing made at the commutator segment. 
Therefore, the front pitch yr = 7, This winding is therefore progressive. 

As nearly all windings are now 2-layer ones, only this type of winding 
will be considered. The elements lying in the tops of the slots are given 
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odd numbers and those in the bottoms of the slots even numbers! Fig. 
283. If one side of a coil lies in the bottom of a slot, the other side must 
lie in the top of some other slot. Hence yb and y / must both be odd. 
If yb and y / were both even, all the elements would lie either in the tops 
of the slots or in the bottoms of the slots and it would thus be impossible 
for one side of a coil to lie in the bottom of a slot and the other side of the 
same coil to lie in the top of some other slot. Hence yb and yj must both 
be odd if the winding is to be properly placed on the armature. 

It follows that the front and hack pitches must differ from each other 
by 2. That is, 

y b = y f ± 2. ± (323) 


The average pitcli is 


y 


Vh + Vf 
2 


(324) 


The plus sign in (323) shows that the winding is progressive, that is, 
progresses in a clockwise direction when viewed from the commutator 
end. The minus sign shows a retrogressive winding whose advance is 
in a counterclockwise direction when viewed from the commutator end. 

268. Commutator Pitch. It is noted (p. 377) that the number of 
commutator segments is equal to the number of coils. Therefore, the 
number of commutator segments 


where Z' is the total number of winding elements on the surface of the 
armature and N is the number of coils. 

From Figs. 283 and 284 it is seen that the winding advances one com¬ 
mutator seament for each complete turn. Hence, in such a winding, the 
commutator pitch y c — 1. 

In designing a winding it is necessary that the opposite sides of each 
coil lie under poles of different polarity so that the two emfs induced in 
the coil sides may be additive. Hence, the average pitch should be 
nearly equal to the number of elements per pole. 

The three fundamental conditions to be fulfilled by a lap winding are: 

1. The pitch must be such (hat the opposite sides of a coil lie under unlike 
poles. 

2. The winding must include each element once and only once . 

3. The winding must be reentrant i.e. t must close on itself. 

Example. Assume that the armature of a 4-pole dynamo has 18 slots. Design a 
2-layer lap winding having two elements per slot. 

There are 36 elements. The average pitch should be nearly equal to 36 4 ■ 9. 

The back pitch can be made equal to 9. 

Vi - 9 ; 


y/-7. 
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Starting at 1, the winding will progress as follows: 

1-10 3-12-5-14- 7-1 (V- 9-18-11 20-13 22 -15 -24 17 20-19 

28-21-30 23 32-25-34 27 30 29 2 31 4 33 -0-35 -8-1. 

This is a winding tabic. It is useful in cheeking the winding. By 
inspection it may be determined whether each element is included once, 
and only once, and whether the winding closes at the same element, 
l in this case, at which it began. The winding is shown in Fig. 284 as 
if it were split axially and laid out flat. It, will be noted that the brushes 
rest on segments to which are connected elements, 1 and 19, for example, 
which lie midway between the poles. That is, the brushes are connected 
to conductors in which practically no cmf is being induced. 

269. Multiple Coils. In dynamos of larger ratings it is often necessary 
to place several coil sides or elements in a single slot, usually four, six, or 
eight. More than eight elements per slot is rarely used. The reason for 
placing several elements in a single slot is as follows: 

The commutator segments must not be too few in number. The 
average voltage between adjacent segments cannot safely exceed 15 volts 
or thereabouts, because of danger of flashover, and this voltage should 
preferably be less than this limiting value. Therefore, the number of 
segments is determined by the voltage between brushes, and there must 
be enough segments between positive and negative brushes to make the 
voltage between adjacent segments well below the flashover value. 
Moreover, with too few segments the emf ripple may become objec¬ 
tionable, Fig. 277(b) (p. 371). Hence, in many dynamos with the 
necessary number of commutator segments, if two elements per slot 
were used, one in the top layer and one in the bottom layer, a large 
number of slots would be necessary. This would reduce the size of the 
slots and make the space factor (ratio of the copper cross section to the 
slot cross section) Ioav. Also, the tooth root would be so narrow' that the 
teeth would be mechanically weak. By placing more than tw r o elements 
in' each slot the number of slots is reduced, and larger slots result. This 
also reduces the cost of winding. 

Two, three, or four individual coils are taped together to form a single 
coil, as show n at B in Fig. 281. Such a coil is called a multiple coil and 
may be more specifically designated as a double coil, triple coil, etc. 
Such a single coil may be placed as a unit in the appropriate slots. The 
armature of Fig. 307 (p. 401) show's three coil leads protruding from 
the insulation of each of the multiple-coils, indicating a triple coil. 

The numbering and connections of the elements are in no way different 
from those already described in the case of only two elements per slot. 

The selection of the pitch, where several elements per slot are used, is 
more restricted than with two elements per slot. 
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Ass ume that a 6-polc machine has 72 slots and six elements per slot. 
The total number of elements on the armature surface 

Z - 742 ■ 0 = 432. 

The pitch should be approximately 



Let 

Vb = 71 , 

Vi = 09. 

If this back pitch N used, a coil must reach from element 1 to elepient 
72, Lip. 285. Then the next element 3 , which is taped to element 1, will 



Vl 2S5. .Vt«l.i»rn:l of connecting triple coil. 


reach to element 74, These two coils, therefore, span different distances 
on the armature, since elements 72 and 74 lie in different slots. Hence, 
although the left-hand sides of these two coils and element 5 are taped 
together as a unit, the right-hand dements cannot l>e taped together, since 
they lie in different dots. This can be seen from a study of Fig. 285. 
Under these conditions, if one group of coil sides of two or more coils 
lie in one slot and the other group of coil sides lie in different slots, the 
coil as a whole is called a split roil . 

In practice, it is desirable, if any number of coil sides are to be placed 
together in the top of any slot, that their opposite sides shall all be 
placed together in the bottom of some other slot. This makes it possible 
to tape all these coils together and place them as a unit in both slots. 

Therefore, if in the above case //<, = 73 and y/ = 71, the coil containing 
element 1 will connect from the upper left-hand side of slot. A to the lower 
left-hand side of slot /?, that is, from element 1 to element 74. Element 3 
will connect from the center and top of Lslot A to the center and bottom 
of slot B, and element 5 will connect from the upper right-hand side of 
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slot A to the lower right-hand side of slot B, As all three coils now span 
the same distance on the armature, they will be equal in size, form, etc. 
Moreover, the three single coils can be taped together to form a triple 
coil and placed in the two slots as a unit. Therefore, if the sides of three 
adjacent coils are in the top of a slot, their other sides should lie together 
in the bottom of some other slot. This condition is secured by making 
the back pitch 1 greater than a multiple of the number of coil sides or 
elements per slot. For example, in the illustration just given, is 
equal to 73, that is, 1 greater than 72, and 72 is a multiple of 6. 

Coils taped together and placed in the slots in the foregoing manner 
are called multiple coils. 

270. Paths through Armature. In Fig. 280(a) are shown four battery 
cells in series. Each has an cmf rating of 2 volts, a current rating of 



Ca) Cb) (c) 

Fig. 286. Sorias, series-par ailed, and parallel arrangement of batteries. 


10 amp, and a power rating of 20 watts. When the four cells are con¬ 
nected in series aiding, the emf rating of the battery becomes 8 volts, 
the current rating 10 amp, and the power rating 80 watts. With this 
series connection there is but one current path through the battery. If 
the four cells be arranged in two groups of two in series as in (6), the result 
is two paths for the current through the battery, the emf rating is 4 volts, 
the current rating 20 amp, and the power rating is 4 • 20 = 80 watts. 

If the four cells be arranged in parallel, as in (c), the result is four paths 
for the current, the emf rating is 2 volts, the current rating is 40 amp 
and the power rating remains 80 watts. 

Let Z be the number of equal cells in a battery, e the emf rating per 
cell, i the current rating per cell, and P f the paths through the battery. 

Then, the emf rating of the battery, 

Ze 

E = p olts. (325) 

The current rating 

I = PH amp. (326) 
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The power rating 

P = El = Zei watts. (827) 

It is to be noted that, the power rating is independent of the manner of 
connecting the batteries, so long as all act in conjunction to supply current 
to the external circuit. 

These relations among the cells of a battery also apply to the con¬ 
ductors in an armature. Each conductor is a source of emf, and in the 
normal machine these emfs are all equal. These conductors may be 
connected in different combinations so that there are two, four, or more 



current paths through the armature. In the usual type of winding there 
must be at least two paths through the armature. The emf and current 
rating of the armature as a whole are determined by (325) and (326), 
where e and i are the emf and current ratings of each conductor. More¬ 
over, as with the battery, the power rating of the armature is independent 
of the manner of connecting the conductors, if all act in conjunction to 
supply current to the external circuit. 

To determine the number of parallel paths through an armature, 
start at one of the terminals, as, for example, the negative, and see how 
many different paths through the armature it is possible to follow in 
order to reach the positive terminal. 

The simplest arrangement of conductors occurs in the gramme-ring 
winding. Figure 287(a) shows such a winding for a 4-pole machine. 
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Starting at the — terminal, one path may be followed by going to brush 
a, through the winding at 1 to brush d, and then to the + terminal. 

A second path is obtained by going to brush a f through path 2 to 
brush b, and.then to the + terminal. 

A third path is obtained by going to brush c, through path 3, then 
through brush b to the + terminal. 

A fourth path is obtained by going to brush c , through path 4 to brush 
d f then to the + terminal. 

This makes four separate paths between the — and + terminals, these 
paths being in parallel. 



Assume that there are 10 amp per path and 20 volts between brushes. 
The armature may be considered as equivalent to four batteries con¬ 
nected as in Fig. 287(b), each battery delivering 10 amp at 20 volts. 
Battery 1 corresponds to path 1, battery 2 to path 2, etc. 

It is seen that the four batteries are connected in parallel because their 
four positive terminals are connected together and their four negative 
terminals are connected together. The total current delivered will be 
40 amp at 20 volts. In a similar manner each path in the gramme-ring 
winding will deliver 10 amp, making 20 amp per brush, or 40 amp per 
terminal. The potential difference between brushes will be 20 volts. 

The paths through a drum winding are not so easy to follow as those 
through a ring winding since the end connections cross one another as the 
winding spirals along the armature surface. Figure 288 shows developed 
in circular form the 18-slot drum winding of Fig. 284 (p. 378). For the 
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sake of simplicity two paths are shown in heavy lines, one from brush a 
to brush b, the other from brush c to brush d. These constitute two 
paths. By tracing through the lighter lines, two more paths may be 
found, one between brushes c and b, the other between brushes a and d, 
making four paths in all. 

In all simplex lap windings there are as many paths through the armature 
as there are poles . 

271. Multiplex Windings. Figure 289 shows a 3(>-slot 4-pole winding, 
in which every alternate slot is filled. There arc two coil sides per slot. 



Fig. 289. Duplex doubly reentrant lap winding, one winding only being nhown. 

The back pitch is 17, and element 1 connects to element 18 on the 
back of the armature. Element 18 then connects to 5 on the front of 
the armature, making the front pitch y f = 13. Instead of returning to 
the element differing by 2 from the initial coil side, the return is made to 
an element differing by 4 from the initial coil side. Likewise, from 
element 5, connection is made at the back of the armature to element 22 
and thence back to 9. Elements 3, 4 and 7, 8 are not connected to this 
winding. Furthermore, only alternate commutator segments are 
utilized. It. is seen that this winding closes on itself after going once 
around the armature^ that is, this winding is reentrant and is in itself 
complete in the same manner as any simplex ISrslot winding, Fig. 288. 
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As this winding uses only alternate slots and alternate commutator 
segments, another winding, the duplicate of the first, can be placed in 
the vacant slots, this second winding having the same front and back 
pitch as the first, and being connected to the commutator segments not 
utilized by the first. This second winding will also close on itself and is 
reentrant. 

These two windings are separate, and are insulated from each other 
on the armature but are connected together electrically by the span of 
the carbon brushes on the commutator. This condition is more clearly 
shown in the simple gramme-ring winding of Fig. 290(o), where one 
winding is in solid lines and the other in dotted lines. The two windings 
on the armature of Fig. 289 and on the armature of Fig. 290(a) are in 




Fig. 290. (o) Duplex doubly reentrant gramme-ring winding. (t») Duplex singly reentrant 

gramme-ring winding. 

parallel, so that the number of paths is now twice that of a simplex lap 
winding. As each of the two windings closes on itself, the winding is 
doubly reentrant. With this type of winding it is necessary that the brush 
span at least two commutator segments. 

When there are two such windings in parallel, the winding is duplex. 
Therefore, this is a doubly reentrant duplex winding. Three or more such 
windings can be placed on an armature, making the winding triplex, 
quadruplex, etc., the number of such windings being the multiplicity of 
the winding. 

Let m * the multiplicity of the winding. The number of paths p ' 
in a lap winding iB 

p' = mp (328) 

where p is the number of poles. 
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The relation between back and front pitch is 

Vb « yj ± 2m. (329) 

This should be compared with Eq. (323) (p. 379), where m « 1. 

If the number of slots and hence of coils, Fig. 289, be odd, that is, if 
there are 35 or 37 coils and commutator segments, the winding will not 
close after having gone once around the armature but will return one 
slot, or two elements, to the right or to the left of the element at which it 
started. If there are more than four elements per slot, the winding may 
return to the same slot at which it started, but removed by two elements 
from the element at which it started. Therefore, this winding does not 
close, or become reentrant, after having passed once around the armature 
but must pass around once again before closing. This is illustrated in 



la J Duplex doubly reentrant winding (b) Duplex singly reentrant winding 
Fjo. 291. Duplex windings in diagrammatic form. 


Fig. 290(5). The initial winding shown with the solid line starts at a. 
After passing once around the ring armature it does not close at a, as 
does the winding in Fig. 290(a), but terminates at 5, one element removed 
from a. The second winding, shown dotted, starts at b and after passing 
once around the armature, closes at a. Although the winding passes 
around the armature twice, it closes only once and so is singly reentrant. 
Therefore, this is a singly reentrant duplex winding. The singly reentrant 
and the doubly reentrant windings are the same electrically. Their dif¬ 
ference is best illustrated by the two simple diagrams of Fig. 291. 

From the foregoing it is seen that with duplex lap windings the com¬ 
mutator pitch y c = 2; with triplex windings y e = 3; etc. 

272. Equalizer Connections in Lap Windings. Lap windings may con¬ 
sist of several paths in parallel, the parallel connections being made 
through the brushes. If several batteries are connected in parallel and 
their emfs are not equal, currents circulate among the batteries, even 
when no external load is being supplied. This means a constant loss of 
energy and heating of the batteries. 
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The same condition exists in generator armatures. Because of very 
slight inequalities in the air-gaps, due to wearing of the bearings, lack of 
mechanical alignment, etc., there may be slight differences of emf in the 
different paths through the armature. These differences of emf will 
cause currents to circulate between different points in the armature, and 
these currents must go through the brushes oven when no current is being 
delivered by the generator. To relieve the brushes of this extra current, 
several points in the armature which should be simultaneously at the 
same potential are connected together by heavy copper bars or equalizers. 
These currents then circulate between the different points in the armature 
without going through the brushes. 

The action of the equalizer connections, however, differs from that of 
the brushes. The equalizing currents through the brushes are direct cur- 



Fra. 292. Simplex lap winding with equalizer connections. 


rents, which bring the different paths to equality of voltage by the 111 
drops which these currents produce in the different armature paths. The 
currents through the equalizer connections are alternating currents. 
These alternating currents produce mints which react on the poles of 
the generator in such a manner that they oppose the flux where it has 
increased and act in conjunction with the flux where it has decreased. 
Hence, the circulatory currents tend to bring the induced emfs in every 
path to equality. They accomplish the equalization of voltage without 
the heating which the brush currents would produce. 1 

To make these equalizer connections, the number of coils should be a 
multiple of the number of poles, and the coils per pole should be divisible 
by some small number as 2 or 3. As an example, assume an 8-pole 
generator having 12 slots per pole and 2 coil sides per slot. There will 
be 96 slots and 192 coil sides. The number of coil sides per pole will be 

1 See Moore, A. D., "Theory of the Action of Kqiia’izer Connections in Lap Wind¬ 
ings,” Elec. Jnur. t December, 1926, p 624. 
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24. Let yt = 25 and y f » 23. A portion of the winding is shown m 
Fig. 292. Note that every fourth coil is connected to an equalizer. The 
coils that are connected to the same equalizer occupy the same positions 
relative to the poles. (See the two half coils drawn with heavy lines.) 
This is necessary as such coils at any instant should be generating the 
same emf. Note in Fig. 292 that the 
two segments under the two posi¬ 
tive brushes are connected together 
by an equalizing connection. 

Theoretically, every coil should be 
connected to an equalizer, but as 
this would require an undue number 
of equalizers, it is sufficient, practi¬ 
cally, to connect every third or 
fourth coil. This is the reason why 
the number of coils per pole should 
be divisible by a small number, 
as 2, 3, or 4. Figure 293 shows a 
large d-c armature with the equalizer 
connections at the back of the 

armature. ^ . Fig. 293. Direct-current armature with 

273. Wave Winding. It is shown equaliser connections. {General Elec- 

that with the lap winding an ele- tnc Companv ^ 
ment under one pole is connected directly to an element which occupies 
a nearly corresponding position under the next pole. This second ele¬ 
ment is then connected back again to an element under the original pole, 
but removed two or more elements from the initial one. This is shown 
in Fig. 294(a), where element ab under an N pole is connected to element 




(a) Lap winding 



(b) Wave winding 


Fio. 294. Lap and wave windings. 


cd having a corresponding position under the adjacent S pole. Element 
cd is then connected back to ef, which is adjacent to ah under the original 
N pole. Obviously it would make no difference so far as the direction 
and magnitude of the induced emf in the winding are concerned if the 
connection, instead of returning to the same N pole, advanced forward to 
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the next N pole, as in Fig. 294(6). The winding then passes successively 
every N pole and S pole before it returns to the original pole, as shown at 
a'b ' in Fig. 294(6). The winding after passing once around the armature 
reaches element a'6' lying under the same pole as the initial element a6. 
When a winding advances from pole to pole in this manner* it is a wave 
winding. The number of winding elements spanned by the end connec¬ 
tions on the back of the armature is called the back pitch and is denoted 
by yb in Fig. 294(6). This is similar to the corresponding term in the 
lap winding, Fig. 294(a). The number of elements which the end con¬ 
nections span on the commutator end of the armature is the front pitch 
and is denoted by yj. This should also be compared with Fig. 294(a). 
As in the lap winding, y / and yb must both be odd in order that one side 
of a coil may lie in the top of a slot and the other side in the bottom of a 



Fig. 295. (a) Retrogressive wave winding—34 commutator segments, (b) Progressive 

wave winding—32 commutator segments. 


slot. Unlike the lap winding, y f may equal yi in the wave winding, 
foregoing is illustrated as follows: 

A wave winding has a back pitch of 23 and a front pitch of 19. 
average pitch 


y = 


23 + 19 


= 21. 


The 


The 


Both the front and back pitch may be 21, making the average pitch 21. 
In any event, the average pitch 


y = V* + Vf 


(330) 


may be either even or odd. 

When the winding viewed from the commutator end falls in a slot to 
the left of its starting point as a'6', Figs. 294(6) and 295(a), after passing 
once around the armature, the winding is retrogressive. If, on the other 
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hand, it falls to the right of its starting point, Fig. 295(6), it is progressive. 

The wave windin g is much more restricted in its relation to the ^lim ¬ 
ber of slots andj3oils~than the lap winding, for the following reason : In a 
simplex wave winding, after having gone, once around the armature, the 
winding must fall two elements either to the right or left of the element 
at which it started.' Thud in Fig. 295(a), if there are two elements per 
slot and element ab lies in the bottom of one slot, element a'b' must lie 
in the bottom of the slot next to ab. As there are two elements in each 
slot, elements ab and a'b' must differ from each other by 2. 

Let y be the average pitch. Assume that the winding closes after going 
once around the armature, which, of course, it should not do as this would 
constitute a short circuit. Then, 


where p is the number of poles and Z the number of coil sides or elements. 
But the winding must not close after passing once around; in fact, it must 


Winding J 
element | 


Winding^ 

cfcmerrt\ 


n 


XL 


XL 


Fra. 296. Single-turn coil representing a 3-turn coil for winding diagram. 


not close until every slot is filled. Therefore, after having gone once 
around the armature, the product py cannot equal Z but must be Z ± 2. 
That is, 

py = Z ± 2, 


or 


y = 


Z ±2 
V 


(331) 


The plus sign indicates a progressive winding and the minus sign a retro- • 
gressive winding. 

As an illustration, assume that a 4-pole armature has 03 slots and four 
elements per slot, making 252 winding elements. Let the average pitch 
be 63, the front and back pitch being 63. As in the lap-winding dia¬ 
grams, a single-turn coil will be used to represent a coil having several 
turns, Fig. 296. Starting at element 1, the winding will advance as 
follows: 

1-04-127“190-(253 or 1). 

That is, the winding will close on itself after having gone once around 
the armature, which condition constitutes a short circuit and makes the 
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winding impossible. (The method by which a, winding may be placed in 
these slots will be shown later, p. 393.) Therefore, a simplex wave wind¬ 
ing is impossible in a 4-pole machine if 252 winding elements are to be 
included. 

Let A% be the number of commutator segments, which is also the num¬ 
ber of coils. 

N' = f ; 2 = 2jV e . 

Let 

pi = pairs of poles p = 2pi. 

Substituting in (331) 

2N t ± 2 

y - • 2pi ■; 

AT, = PHI + I. (332) 

If pi and y are odd, the product pi// is odd, as the product of two odd 
numbers is always odd. Adding or subtracting unity makes N r . even. 

Therefore, with a wave winding whose average pitch is odd and having 
6, 10, 14 poles, or 3, 5, 7 pairs of poles, the number of commutator seg¬ 
ments and coils must each be even. If the average pitch is even, the num¬ 
ber of commutator segments and coils must each be odd. 

On the other hand, if pi is evm, corresponding to 4. 8, or 12 poles, the 
product piy is always even, so that A r c must be odd. That is, when the 
pairs of poles are even, the number of commutator segments must be odd. 
The application of (332) is illustrated in Fig. 295. There are li poles and 
the average commutator pitch y is 11. Applying (332), A r c = 311 + 1 
= 34 and N r = 3 • 11 — 1 = 32. The 34 segments are shown in Fig. 
295(a), which gives a retrogressive winding, and the 32 are shown in (b), 
which gives a progressive winding. N r is even in either case. 

274, Commutator Pitch. It is seen from a study of Fig. 295 that the 
commutator pitch in a wave winding is quite different from that in a lap 
winding. In both (a) and {b) the commutator pitch y e — 11 segments. 
The commutator pitch cannot be equal to the total number of segments 
divided by the pairs of poles, for if this were the case the winding would 
close on itself after one passage around the armature. For example, if 
the total number of segments in Figs. 295(a) and (b) be divided by the 
pairs of poles, there results 11?£ and 10?+ The difference between 11, 
the actual commutator pitch, and these quantities represents the creep- 
age of the wave winding. This creepage is necessary in order that the 
winding shall not close on itself after one passage around the armature. 

This gives another limitation of the wave winding and shows why the 
252-element (126-coil) winding just considered is impossible. The num- 
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her of coils must t>c odd in a 4-pole winding. However, if one coil were 
omitted, making 250 elements, the winding would progress as follows: 

1 04-127 -190-“(253 or 3) 

-66-129- 192-5, etc. 

That is, the winding would advance by 2 elements after each passage 
around the armature, which condition makes the winding possible. Tht 
omission of a coil reduces the number of comm ut at or segments and coils 
from 120 to 125, an odd number. II the armature stampings were stand¬ 
ard, having 120 slrds, the winding would be possible by omitting 1 coil. 
This coil would be inserted in the slots just the same as the other coils, 
except that its ends would not be connected to the commutator segments 
but would be taped and thus insulated from the main winding. The coil 
would serve only as a filler and is a “dummy coil.” In this case there 
would be a slight “creeping” of the winding with respect to the commu¬ 
tator, as shown in Fig. 297. This is a forced winding. 



If the coils in a wave winding consist of more than one turn, they will 
have the ends brought out. and connected in the manner shown in Fig, 
281 (p. 376) and in Fig. 296. When coils for a wave winding are formed, 
the ends must be spread as in A , /?, and C , Fig. 281. With the lap winding 
the coil ends are taped in close to each other so that they may be con¬ 
nected to adjacent commutator segments, Fig. 283 (p. 378), (With a 
duplex winding the ends connect, to alternate segments, etc.) 

275. Number of Brushes. Figure 298 shows a wave winding after a 
single passage around the armature. It starts at positive brush a and 
returns to this brush after advancing once around the armature. This is 
a 6-pole winding in a machine having 44 commutator segments. The 
pitch is found from (332): 

44 = 3y -F J. 
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using the plus sign. This is also equal to the number of commutator 
segments by which the winding advances per pair of poles, or each time 
that it is connected to the commutator. Therefore, the segment connec¬ 
tions, starting with 1, are 1- 16 -31 2 17, etc., as in Fig. 298. The wind¬ 
ing ends one segment beyond the starting point for each complete passage 
around the armature, showing that the correct pitch has been chosen. 

There are three positive brush sets a , b, c, and also three negative 
brush sets, the same number that would be used with a lap winding. 
Note that the three positive brush sets, a, b, c, are connected together 
directly by the winding. Moreover, the conductors which connect these 

three brush sets all lie between 
yr the poles in the neutral plane, 

y\ _where they are not cutting mag- 

S'' netic ^ ux anc * are * or in “ 

S // I 35 40 s stant, therefore, dead conductors, 

v. // / Hence, if brush sets b and c were 

\ ^ removed, the current could 

gT d+ ^ 3 ? 5 ^j—| readily go through these dead 

»A z5 'vv' b 'CSS I \ conductors to brush set a and 

SC o !/ thence to the external circuit. In 

i N // N J like manner, two of the negative 

brush sets could be removed With- 
| | ^ ^ out serious disturbance. When 

S possible, it is desirable to utilize 

* ' all six brush sets, since with only 

brushes connected by winding itself. two sets the brush area per set 

must be three times the value 
when all six brush sets are used. This would mean that the commutator 
must be nearly three times as long as before. 

In a wave winding only two brush sets are necessary, regardless of the num¬ 
ber of poles, although it is usually desirable to use the same number of brush 
sets as poles. 

There are cases, however, where it is desirable to use only two brush 
sets. The best example is in railway motors where it would be difficult to 
obtain access to four or six brush sets. By means of a small handhole in 
the motor casing, it is a comparatively simple matter to reach two brush 
sets located on the top of the commutator. 

276. Paths in Wave Winding. In a simplex wave winding there are 
always two parallel paths, regardless of the number of poles. Figure 299 
shows a 4-pole 17-slot simplex wave winding, having two coil sides per 
slot. One of the paths is shown by heavy lines. Approximately half the 
winding is heavy, the other half constituting the other path. (The coils 
short-circuited by the brushes are not included.) A wave winding may 


Fig. 298. Wave winding three punitive 
brushes connected by winding itself. 
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be duplex, triplex, or have any degree of multiplicity, just as the lap wind¬ 
ing may. 

The number of paths through the armature depends only on the degree 
of multiplicity and not on the number of poles. A simplex wave winding 
always has two paths, a duplex winding four paths, etc. 

It is interesting to compare the current and voltage of an ar ma ture for 
the various ways of connection. Consider the armature of a 6-pole 
dynamo. When connected as a simplex lap winding let its emf be 300 
volts and the armature current per terminal be 120 amp. The accom- 



Fig. 299. Seventoeu-alot 4-pole simplex wave winding; back pitch = 9, front pitch * 7; 
one of two parallel paths shown heavy. 

panying table gives the values of current and emf obtainable when the 
winding is changed, the total number of armature conductors remaining 
fixed. 



Paths 

Volts 

Amperes 

Kilowatts 

Simplex lap. 

6 

300 

120 

36 

Duplex lap. 

12 

150 

240 

36 

Triplex lap. 

18 

100 

360 

36 

Simplex wave. 

2 

900 

40 

36 

Duplex wave. 

4 

450 

80 

36 

Triplex wave. 

6 

300 

120 

36 


Note that in this particular machine the triplex wave winding gives the 
same result as the simplex lap winding. The kilowatts capacity is not 
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affected by the connection used. These relations should be kept in mind 
when it is desired to change the voltage and current rating of an arma¬ 
ture, either by reconnecting the winding or by rewinding the armature. 

277. Uses of the Two Types of Winding. A wave winding has the 
advantage that it gives a higher emf with a given number of poles and 
armature conductors. It is used, therefore, in small machines, especiallj r 
those designed for 600-volt circuits. In this case a lap winding would 
result in a very large number of small eohductors. This, in turn, means 
a higher winding cost and less efficient utilization of the space in the slots. 

The wave winding has an additional advantage that the emf in each 
path is induced in series-connected conductors, which pass under all the 

N and S poles successively. Any 
magnetic unbalancing, therefore, 
due to 8u ch causes as air-gap 
variation and difference in pole 
strength., does not produce cir¬ 
culatory currents, because the 
corresponding conductors of every 
armature path move by the same 
poles and the effect of such unbal¬ 
ancing is the same in each path. 
Hence no equalizer connections 
are necessary. 

The use of only two brush sets 
in railway motors has already 
been mentioned. 

When large currents are re¬ 
quired, the lap winding is more 
Fig. 300. RoUod-Bteel yoke with welded feet satisfactory, since it. gives a larger 

and terminal box. {Westinohoune Electric num b e r of paths. As 200 amp 

Corporatwn.) r . ... 

per path is practically the limit, a 
large number of paths must be used where large current output is desired. 
This is particularl y true for large engine-driven multipolar^generators. 

DYNAMO CONSTRUCTION 

276. Frame and Cores. The frame, or yoke, of a dynamo has two 
functions. It is a portion of the magnetic circuit (see Figs. 194 and 195, 
pp. 246 and 247), and it acts as a mechanical support for the machine as a 
whole. In small machines, where weight is of little importance, the yoke 
is often made of cast iron. The feet almost always form a part of the 
casting. Except in dynamos of small size, however, the modern method 
of forming the yoke is to roll a steel slab around a cylindrical mandrel and 
then to weld the slab at the bottom, Figure 300 shows a yoke so fabri- 








cated with the feet and terminal box welded to it. A cutaway view of the 
complete generator is shown in Fig. 301. In large dynamos, the field 
frame, the feet, and the bedplate are fabricated from steel, Figs. 302 and 
303. In such dynamos the yoke, or the field frame, is fabricated in two 
pieces which are bolted together as shown in the figures. This facilitates 
shipment and also permits the armature to be removed by means of an 
overhead crane. 
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279. Field Cores and Shoes. Although in the past cast steel and 
forged steel have been used for the field cores, in modern designs the field 
cores are built up of annealed sheet-steel laminations riveted together 
under hydraulic pressure. The complete field core with windings is held 
by cap screws to the frame, the threads of which extend through the 
frame and tap into the pole cores, Figs. 303 and 306. To minimize the 
distortion of the flux due to armature reaction (Secs. 293, 294, 295), each 
lamination is sometimes made with only a single pole tip, Fig. 304. These 



Fig. 303. Stator framo with brush-holder yoke Tor 12-pole 2,300-kw 600-volt 600-rpm 
d-c generator. {General Electric Company.) 

laminations are then stacked so that a pole tip comes alternately on one 
side and the other. This results in there being but half the normal 
amount of iron in a pole-tip cross section, giving a saturated pole tip, 
which assists commutation. 

An advantage of pole cores built up of laminations is that eddy-current 
losses in the pole faces are minimized (p. 526). When solid pole cores are 
used, it is usually necessary to have laminated pole shoes. 

280. Field Coils. The field coils are usually wound with magnet wire 
(Appendix J, p. 594). If cotton insulation is used, the coils are dried in a 
vacuum and then impregnated with an insulating compound. The outer 
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cotton insulation is often protected by tape or cord. In the larger 
machines, an air space is often left between layers for ventilating purposes. 
Another method is to wind the shunt coil on a metal spool, Fig. 305. Such 
a spool is readily removed from the pole core. The series winding is usu¬ 
ally of bare copper strap, wound edgewise and spaced away from the 
shunt winding to assist ventilation, Fig. 305. 



Fio. 304. Field core lamination, and polo piece assembled. (W ejstinghouse Electric Corpora h 
tum.) 

281. Armature. The armature is made of sheet-steel disks (14 to 25 
mils thick) punched out by a die (also see p. 268). The slots may be cut 
by the die, or they may be punched with a slotting machine. In small 
motors the stampings are keyed directly to the shaft. The laminations 
may be perforated to permit air fco pass through the armature axially and 
out radially for ventilation. 



Fio. 305. Shunt-field coil and odgewisc aeries winding 


In machines of medium size, the stampings are assembled and keyed to 
an armature spider, which is in turn keyed to the shaft, Fig. 306. This 
reduces the amount of sheet steel necessary and at the same time permits 
a free passage of air through the center of the armature. Usually in arma¬ 
tures, spacers are used to form ventilating ducts. In the armatures 
of Figs. 306 and 308 there is a single ventilating duct at the center of the 











Fig. 306. DircuWurrent generator with shield bearings. Longitudinal section. (General 
Electric Company.) 


ing. In Fig. 308 is a front (commutator) view and a back view of a 
completed armature. 

When the armature becomes greater than 38 in., or so, in diameter, it is 
not economical to punch out a complete ring. Such armatures are made 
up of segments similar to those in Fig. 302, each segment lapping the 
joint in the next layer. The segments are either dovetailed to the arma¬ 
ture spider or are clamped between the two end plates by through bolts, 
and the end plates are in turn keyed to the armature spider, Fig. 302*. In 
the fabricated construction of Fig. 302 the spider arms are welded to the 
hub rings, the welds being shown in heavy black. 

The slots may be straight-sided, Fig. 194 (p. 240), in which case the 
conductors are held in the slots by binding wires. In the larger machines 
the conductors are held in the slots by hard-fiber wedges, Fig. 309. The 
slots must be well insulated, as grounds are troublesome and expensive to 
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Fig. 307. Partly wound armature Bh owing method of assembling coils. ( Reliance Electric 
and Engineering Company.) 



Fig. 308. Front and back view of a completed armature. (Reliance Electric and Engineer¬ 


ing Company .) 
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repair. A layer of a hard substance, such as fish paper, fiber, or press- 
board, should be placed next to the laminations, Fig. 307. This layer, in 
turn, should be lined with varnished cambric or muslin. In Fig. 309(a) is 
shown the arrangement of triple coils in a slot, a fiber wedge being used to 
hold them in the slot. In Fig. 309(b) two coil sides of 12 turns each are 
held by a fiber wedge. In Fig. 309(c) is shown the type of slot used by the 
Reliance Electric and Engineering Company, in which a hard-fiber wedge 
and a hard-fiber separator are used. 

The conductors are usually either single cotton-covered (see), double 
cotton-covered (dec), or enamel and cotton. Fiberglas, treated with 
organic varnishes, and silicone are also used for conductor insulation 
where the operating temperature is abnormally high, as in railway motors. 
Also, mica tape is sometimes used where the temperature is high. 


Hard-fiber 

wedge 



M 


Hard-fib*? 
wedge 

Press boafd 
or pa per 

Varnished‘ 
cambric , 

Tape 

DCC Wire ■ 



Hardfibei 
wedge 
Copper wire-' 
Hardfiber~j\ 
separator 

Double-cotton, 
wire covering 



CUSLeatheroid 
slot cel/ 

y Cotton tape, 
half lapped 
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tape, ha If 
lapped 



(O 
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Fill. 309. Types of slot, (a) Open slot containing triple coil, (b) Open slot containing 
two noil sides, 12 turns per coil, (c) Sint, used by Reliance Electric and Engineering Com¬ 
pany. (d) Semiclosed slot and “mush” winding. 


In the normal winding, the turns of the coil are bound together with 
cotton tape, and the coil unit so formed is dipped in impregnating var¬ 
nish and baked. This process may be repeated as many as three or four 
times before the coil is ready to be placed in the slot. Two or more coils 
may be taped together to form multiple coils (p. 380). 

To reduce the flux irregularities due to the tufts of flux from the tooth 
faces which produce pole-face losses (p. 526), a semiclosed slot, Fig. 
309(d), may be used. Because of the restricted slot opening, the indi¬ 
vidual coil sides must be placed in the slot one by one. Hence the coil 
cannot be taped as a unit, and the coil ends must be taped after the coils 
are placed in the slots. Except under special conditions, usually in frac¬ 
tional-horsepower motors, the expense of winding prevents the use of this 
type of slot in d-c machines. 

282. Commutator. The commutator is made of wedge-shaped seg¬ 
ments of hard-drawn or drop-forged copper, insulated from one another 
by thin layers of built-up mica cut from segment plate. The segments 
are held together by clamping flangeB, Fig. 310, which pull the segments 
inward when the flanges are drawn together by either through bolts or 




283. Brushes. The function of the brushes is to carry the current 
from the commutator to the external circuit. They are usually made of 
carbon, although in very low-voltage machines they may be made of cop¬ 
per gauze or patented metal-carbon compounds. The brush holder is 
fastened to the brush stud, Fig. 306, and holds the brush in its proper posi¬ 
tion on the commutator. The brush stud is insulated from the rocker 
arm by means of an insulating bushing and washer, Fig. 306. The brush 
should be free to slide in its holder in order that it may follow any irregu¬ 
larities in the commutator. The brush is made to bear down on the com¬ 
mutator by a spring. The pressure should be from 1 to 2 psi. To 
decrease the electrical resistance, the upper portion of the brush is copper- 
plated, Fig. 88 (p. 136), and this plating is connected to the brush holder 
by a pigtail made of copper ribbon. A brush-holder bracket attached to 
the stator frame is shown in Fig. 302. 






CHAPTER XII 


GENERATOR CHARACTERISTICS 

284. Electromotive Forces in an Armature. The method of determin¬ 
ing the average emf in simple single-coil'and 2-coil generators is discussed 
at the beginning of Chap XI. Also it is shown that the emf induced in a 
single conductor cutting the magnetic field at right angles is e = Blv 10““ 8 
volt [Eq. (321), p. 367], or e = Blv [Eq. (322)]. 

The armature core forms part of the magnetic circuit and carries the 
conductors mechanically through the magnetic field in such a manner that 
emfs arc induced in them. The windings on the armature are arranged 

I N I 



Fig. 311. Electromotive force induced in conductors between brushes. 

so that certain groups of conductors are in series between brushes, care 
being taken in making the connections that no induced emfs are in oppo¬ 
sition. The induced emf between brushes can be determined in terms of 
flux per pole, speed, number of armature conductors, parallel paths, etc. 

In the elementary generators, Figs. 271 and 274 (pp. 366 and 369), the 
emf varies sinusoidally with time because simple coils rotate in a uniform 
magnetic field. In commercial generators these conditions usually do not 
exist. Instead of being uniform the field has a maximum density directly 
under the poles. The density diminishes irregularly between poles, 
becoming zero at some place in the region between poles, Fig. 312. Com¬ 
mercial generators also have closed-coil windings, and a number of con¬ 
ductors in series are distributed over the armature surface. 

Consider Fig. 311, which shows a portion of an armature under an N 
pole and moving from left to right. The flux entering the armature from 
this north pole is also shown. Below, the curve B shows the flux density 

404 
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along the armature. That is, the ordinate at each point gives the flux 
density at that point, expressed preferably in lines per square centimeter. 
The total flux per pole is given by the area under the curve multiplied by 
the effective length of the armature. Midway between poles this flux 
density is zero, and under the pole, where the air-gap is practically uni¬ 
form, the flux density is practically uniform. 

In Fig. 311 are also shown 12 conductors (1,2, . . . , 12) on the surface 
of an armature included in one pole pitch and which, at the instant shown, 
lie under an N pole. They may represent the conductors of a ring wind¬ 
ing, Figs. 278(a) and ( b ) (p. 373), or one layer of a lap or of a wave wind¬ 
ing, Figs. 288 and 299, (pp. 384 and 395). A study of Fig. 278 shows 
that if they represent the conductors of a ring winding, they are all con¬ 
nected in series between a positive and a negative brush. If they represent 
a single layer of a simplex lap or of a wave winding, the other coil side of 
each conductor, which is in series with it, lies at this instant in the same, 
or in nearly the same, position relative to an S pole. 

It follows that if the sum of the emfs in the conductors of this group 
can be determined, it will be equal to the sum of the emfs induced in the 
conductors of similar groups which, at this same instant, lie under the 
other poles. The emf between brushes will then be equal to the sum of 
the emfs induced in all the conductors on the armature, divided by the 
number of parallel paths, as will be shown later. 

The emf induced in a single conductor at any instant is given by Eq. 
(321) (p. 307): 

c = Blv 10~ 8 volts. 

If the speed is constant, the induced emf in any single conductor is pro¬ 
portional to the flux density B in which that conductor finds itself. For 
example, conductor 2 finds itself in a field whose density is given by ordi¬ 
nate b. The emf induced in this conductor will be given by the ordinate 
2', which is equal to ordinate b multiplied by a constant of proportion¬ 
ality. Likewise, the emf induced in conductor 3 is given by ordinate 3', 
which is equal to ordinate c multiplied by the same constant of propor¬ 
tionality. Conductor 1 lies in the interpolar space, where the flux den¬ 
sity, given by ordinate a, is low, and the emf is given by ordinate 1\ 
From similar reasoning it is seen that the total emf induced in this group 
of conductors is given by the sum of all the ordinates 1 # to 12'. It is also 
seen that if a smooth curve be drawn through points 1' to 12', it is identi¬ 
cal in shape with the curve B, being equal to B multiplied by the constant 
of proportionality. The sum of all the ordinates 1/ to 12' is equal to the 
total emf induced in this group of conductors. This total emf is also 
equal to the average value of these ordinates multiplied by the number of 
ordinates, 12 in this case. 
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The emf ordinates, Fig. 311, give the emfs in the various conductors 
which at the instant shown happen to be lying between the two brushes 
bb. Since the conductors are all moving, these ordinates likewise give the 
emf induced in any single conductor as it takes successive positions 1,2, 
etc., between brushes bb. Hence it follows that the total emf induced in 
this group of conductors is given by the average emf per conductor multi¬ 
plied by the number of conductors. Further, it follows that the curve 
giving the variation with time of the emf in a single conductor, as it cuts a 
flux at constant speed, is of the same shape as the flux-density curve. 

In Fig. 312 are shown two N poles and one S pole of a generator. For 
simplicity, the armature surface is shown as if it were rolled out flat. The 
flux-density curve is given below. The positive ordinates of the flux- 
distribution curve are JV-pole flux entering the armature, and the negative 
ordinates are flux leaving the armature and entering an S pole. The total 
flux leaving an N pole is given by the area under one of the positive parts 


N S N 

-tJlttiuui — /riff//nim|innnw ^ Jinn mm 

|<~ Pole pitch—* 


iUJHiiiimninwh 


j / B Bmewc\ Pole pitch ~*| f 

^—* —w —rr- 1 


OF 


Fig. 312. Flux distribution of d-c generator at no load. 


of the flux-distribution curve multiplied by the axial length of the pole. 
Similarly, the total flux leaving the armature and entering an S pole is 
given by the area of one of the negative parts of the flux-distribution curve 
multiplied by the axial length of the pole. The maximum flux density is 
given by the ordinate B„.*. 

Each positive part and each negative part of the curve may be replaced 
by a rectangle having the same area, as shown by the dotted line, Fig. 312. 
The height of this rectangle will be B maxwells per sq cm, which is equal to 
the average value of the flux density over an entire pole pitch. Let it be 
required to determine the average emf induced in a single conductor as it 
passes through the flux of successive poles. 

Let the total flux leaving an N pole or entering an S pole be 0 maxwells. 
Let l be the active length of the conductor in centimeters, 8 the speed of 
the armature in rps , and P the number of poles. 

When the conductor passes through the distance ab , or one pole pitch, 
the average induced emf, by Eq. (321) (p. 367) and from the foregoing, is 


E„ - BlulQ-* volts, 
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where B is the average flux density per pole pitch, l the active length of the 
conductor in centimeters, and v the velocity of the conductor in centi¬ 
meters per second. 

ab 

v = — cm per sec, 
t 

where t is the time required for the conductor to travel the distance ab, 
equal to the pole pitch. 

E„ = 10 -8 = j 10-" volts, 


since Bl(ab) gives the total flux cut by the conductor between the points 
a and b and is therefore equal to 0, the flux per pole in maxwells. 

The time 



sec. 


Therefore, the average emf per conductor is 


10~* = 0sfTO“ 8 volts. 

If there are Z such conductors and P r paths through the armature, 
there must be Z/P' such conductors in series [see Eq. (325), p. 382]. 
Hence the total induced emf between brushes is 


E = 


4>sPZ 


volts. 


P'10 B 

If the speed S is given in rpm, (333) becomes 

4>SPZ 


E = 


volts. 


GOP'IO 8 

If the flux per pole $ is given in webers, (334) becomes 

volts. 


_ *SPZ 
E 60 P' 


(333) 


(334) 

(335) 


Example. A 900-rpm 6-pole generator has a simplex lap winding. There are 300 
conductors on the armature. 

The poles are 10 in. square, and the average flux density is 50,000 maxwells per 
sq in. Determine the emf induced between brushes. 


<t> ■* 10 - 10 ■ 50,000 « 5,000,000 maxwells. 
* = hu ?60 * rps. 


P - 6. 

P* — 6 (see Sec. 270, p. 382). 


E - 


5,000,000 - 15 - 6 - 800 
6 - 10 “ 


« 225 volts. An*. 
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In the inks systems the flux * is equal to O.O-) welier. Using (335), 

* _ «y»:.gL£:«9 _ 22 . volts 4nfc 

285. Saturation Curve. Equation (334) may be written as follows: 

E = ((k)Ko») volts - (33C) 

The quantity within the parentheses it constant for a given machine 
and may be denoted by K. 

Therefore, 

E = K<t>S. (337) 


The induced emf in a dynamo is directly proportional to the flux per pole 
and to the speed. If the speed be kepi; constant, the induced emf is 
directly proportional to the flux per pole 0. 




Fig. 313. Saturation curve 


I*’ig. 314. Saturation curves for two different 


The flux is produced by the field ampere-turns, and as the turns on 
the field remain constant, the flux is a function of the field current. Jt is 
not directly proportional to the field current, because of the varying per¬ 
meability of the magnetic circuit. 

Figure 313 shows the relation between the field ampere-turns and the 
flux per pole, or the saturation curve . The flux does not start at zero, 
ordinarily, but at some value slightly greater, owing to the residual mag¬ 
netism in the magnetic circuit. For low values of field ampere-turns the 
saturation curve is practically a straight line since most of the reluctance 
of the magnetic circuit- is in the air-gap. At the point q the iron begins 
to become saturated, and the curve falls away from the straight line. 

The number of field ampere-turns for the air-gap and for the iron can 
be approximately determined for any point on the curve. 

Let it be required to determine the ampere-turns for the gap and for 
the iron at the point c. From the origin, draw ob tangent to the satu- 
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ration curve, and also draw the horizontal line ac. The line ob is the 
magnetization curve of the air-gap, if the reluctance of the iron at low 
saturation be neglected. Therefore, the ampererturns required by the gap 
are equal to ab< and those required by the iron are equal to be. 

From (337) the induced emf is proportional to the flux, if the speed is 
maintained constant.. Therefore, if the induced emf be plotted with field 
current as abscissas, a curve similar to that of Fig. 313 is obtained. This 
is shown in Fig. 314, and the ordinates differ from those of Fig. 313 only 
by a constant quantity KS. Two curves are shown in Fig. 314, one 
plotted for 1,200 rpm and the other for 900 rpm. The curves are similar, 
any ordinate of the lower curve being 900/J ,200 of the value of the corre- 



(01) (b) 

Fia. 315. Hysteresis loops. 


spending ordinate of the upper curve. Thus, at ordinate ac, equal to 
120 volts, 

ab _ 900 _ 90 volts 
ac “ 1,206 ~ 120 volts' 

Also at ordinate aV, equal to 90 volts, 

a'b' _ 900 _ 67,5 volts 
a'? ~ 1/200 ~ 90 vo j ts" 

If the saturation curve of a generator for one speed has been deter¬ 
mined, saturation-curves for other speeds may be readily found by the 
proportionality method just indicated. 

286. Hysteresis. The saturation curve oab , Fig. 315(a), is determined 
for increasing values of the field current. If when point b is reached the 
field current be decreased, the curve will not retrace its path along the 
curve bao. For any given field current, the corresponding induced emf 
will now be greater than it was for increasing field currents. This is 
shown by the curve bed. This effect is due to hysteresis in the iron (see 
Sec. 193, p. 263). 

Figure 315(5) shows the effects obtained when the curve is carried up 
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along the path oab, back to c, and at c the held current is again increased, 
the curve ultimately coming back to oab at the point a. 

It is evident that for any given value of field current there may be 
more than one value of flux. The value of flux for any given field cur¬ 
rent depends on whether the field current was increased until it reached 
the value in question or whether it was decreased. This characteristic of 
the magnetic circuit should be kept in mind, for the operating charac¬ 
teristics of both generators and motors are affected to a considerable 
degree by hysteresis in their magnetic circuits. 

287. Experimental Determination of Saturation Curve. The satura¬ 
tion curve of a dynamo has important effects on the operating charac¬ 
teristics for both generator and motor. For example, Figs. 313, 314, 315 
show that saturation definitely limits the voltage at which a dynamo can 
operate. Hence, a knowledge of the saturation curve iB necessary for the 

understanding of the performance 
of dynamos. 

To determine the saturation 
curve experimentally, connect the 
field, in series with an ammeter 
and rheostat, across a d-c power 
source, Fig. 316. A voltmeter 
should be connected across the 
armature terminals. The am¬ 
meter measures the field current, 
plotted as abscissa; the voltmeter measures induced armature emf, 
plotted as ordinate. As the voltage drop within the armature due to the 
voltmeter current is negligible, the terminal volts and the induced emf 
are identical under these conditions. During the experiment the speed 
should be determined each time that the other readings are taken (see 
p. 520). If the speed cannot be maintained constant, corrections can be 
made for any variation, using the method of Sec. 285 (p. 408). 

When the saturation curve of a shunt generator is determined, it may 
be difficult to obtain a sufficiently high resistance to reduce the field cur¬ 
rent to its lower values. A voltage divider, Fig. 317(a), allows field cur¬ 
rents as low as zero to be obtained without using excessive resistance. 
Such a connection is easily made with the well-known three-point type of 
field rheostat, Fig. 317(b). 

In determining the saturation curve experimentally, the field current 
should be varied continuously in one direction , either up or down, Fig. 
315(a). Otherwise, minor hysteresis loops will be introduced, Fig. 
315(b). 

The field current in this experiment should be obtained from a source 
other than the generator itself, for two reasons. If the generator excites 



Fia. 316. Connections for obtaining satura¬ 
tion curve. 
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its own field, the induced emf and field current are interdependent. 
Hence, any adjustment of field current causes: a change in induced emf,. 
which in turn changes the field current. This makes it difficult to adjust 
the field current to a definite value. Also, a voltage drop exists in the 
armature due to field current. The voltmeter does not indicate, there¬ 
fore, the true induced emf, although the error is slight. 



(a) (b) 

Fig. 317. Voltagn dividers for controlling field current. 


288. Field-resistance Line. By Ohm’s law, the current in a simple 
circuit of constant resistance is proportional to the voltage. If the volt¬ 
age be plotted as a function of current, Fig. 318, a straight line results, 
passing through the origin. For example, if the resistance of a field cir¬ 
cuit be 50 ohms, the current will be 
2 amp when the voltage is 100 volts; 

1.5 amp when the voltage is 75 
volts; and 1 amp when the voltage 
is 50 volts. This relation is shown 
in curve II, Fig. 318. Curve I 
shows the resistance line for 80 
ohms field resistance. It will be 
noted that at 80 volts the current 
is 1.0 amp, at 40 volts it is 0.5 
amp, etc. Curve III shows the 
same relation for a field resistance 
of 40 ohms. 

It will be noted that the higher 
the resistance the greater the slope 
of the resistance line. In fact the 
slope of the line is equal to the 
field resistance in ohms, since the tangent of the angle which the line 
makes with the axis of abscissas is E/I. 

289. Types of Generators. There are three general types of d-c gener¬ 
ator, the shunt, the compound, and the series. In the shunt type the 
field circuit is connected across the armature terminals, usually in series 
with a rheostat, Fig. 319. The shunt field, therefore, must have a com- 
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paratively high resistance in order that it may not take too great a pro¬ 
portion of the generator current. The compound generator is similar to 
the shunt but has an additional field winding connected in series with 
either the armature or the load, Fig. 356 (p. 452). The series generator 
is excited entirely by a winding of comparatively few turns connected in 
series with the armature and load (see p. 461). 

290. Shunt Generator. Figure 320 shows the saturation curve, E, of a 
shunt generator and its shunt-field resistance line, //, both drawn on the 
same plot. The shunt field being connected across the armature termi¬ 
nals, the ordinates of the field-resistance line must represent the terminal 
voltage of the generator. The resistance of the field, represented by the 
field-resistance line in Fig. 320 is 24 ohms, bo that at 120 volts the field 
takes 5 amp, at 60 volts 2.5 amp, etc. 



Fig. 319. Sh uni-generator connections. 


When starting a generator from rest, the induced emf is zero. The 
generator may come up to voltage in the following manner: As the gener¬ 
ator comes up to speed, there is a small emf oa , Fig. 320, about 4 volts, 
induced iii the armature due to residual magnetism in the magnetic cir¬ 
cuit- These 4 volts also exist across the field, because the field is con¬ 
nected across the armature terminals. The value of field current due to 
these 4 volts can be obtained by drawing a horizontal line from a until it 
meets the field-resistance line at b. The field current in this particular 
case is ob', or about 0.2 amp. By consulting the saturation curve, it is 
seen that for this field current the induced emf b'c is about 8 volts. The 
8 volts produces about 0.33 amp in the field, as is seen by projecting 
across to the field resistance line at d. This field current od! produces 
an emf d'e, which in turn produces a higher value of field current. Thus 
it is seen that each value of field current produces an emf in excess of 
the previous value, and this increased emf in turn increases the field cur¬ 
rent, or the action is cumulative. The emf continues to build up until 
point / is reached, where the field-resistance line crosses the saturation 
curve. The generator cannot build up beyond this point for the follow¬ 
ing reasons: 

Consider a point k above / on the field-resistance line. This point 
represents a field current og' of about 5.3 amp. To produce this field 
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current requires a voltage g'k of about 128 volts. But this field current 
of 5.3 amp produces an induced emf y'g of only 122 volts. If 128 volts 
is required to produce the field current of 5.3 amp and the generator can 
produce only 122 volts at this field current, it is obvious that the gener¬ 
ator cannot build up to the point /c. 

The generator will not build up in the large discrete increments shown 
by the dotted line, Fig. 320. The flux cannot change instantly so that 
the. indication of a voltmeter connected across the generator terminals 
will increase gradually and smoothly. 



0 b'd'0.5 1.0 1.5 2.0 :\5 3.0 3.5 0 4.5 5.0 g'5.5 

Field current 

Fin. 320. Method of shunt generate building up. 


The building up of the generator, Fig. 320, may also be considered from 
the point of view of analytic geometry. The einf E of the saturation 
curve is a function of held current. That, is, 

E = /(/,) volts. (I) 

Neglecting the small voltage drop in the armature due to the field 
current, 

I, = £ amp, (H) 


where R f is the resistance of the field circuit. 
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If (I) and (II) are solved simultaneously, the values of voltage and field 
current to which the generator builds up are obtained. However, it is 
difficult to express (1) as an analytic function. The solution of two 
simultaneous equations can be obtained, however, by the intersection of 
their graphs. This gives the point /. 

It is evident that saturation of the iron prevents a generator from 
building up indefinitely. 

291. Critical Field Resistance. If the resistance of the field circuit, 
Fig. 320, be increased to 60 ohms, the field-resistance line will be repre¬ 
sented by oa, Fig. 321. This line crosses the saturation curve at point a', 



Field current. 

Fiq. 321. Critical field resistance. 

corresponding to about 6 volts. Therefore, with this value of field resist¬ 
ance, the generator will not build up beyond a'. If the field-circuit resist¬ 
ance be slowly decreased until the field-resistance line reaches oh, tangent 
to the saturation curve, the generator will begin to build up continuously 
without further decrease in the resistance of the field circuit. It will stop 
building up at the point The value of the field resistance, correspond¬ 
ing to ob , which makes the field-resistance line tangent to the saturation 
curve is called the critical field resistance. In this particular case, the 
critical field resistance is 120 -s- 3.25, or 36.9 ohms. If the field resist¬ 
ance exceeds the critical value, the generator cannot build up. 

292. Failure to Build Up. If a generator fails to build up, the cause 
may be one or more of the four following: 
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1. The shunt field may be connected in such a way that the initial 
current through it on starting is in such a direction as to “buck " or 
reduce the residual magnetism, instead of increasing it. Under these 
conditions, the generator cannot build up. To test for this, open the 
field circuit. If the voltage rises when the field is opened, the field cur¬ 
rent is bucking the residual magnetism and the field should be reversed. 
If opening and closing the field circuit produce no effect on the voltmeter, 
it may be assumed that the field circuit is open. 

2. The field resistance may be greater than the critical field resistance. 
In this case, the procedure is to reduce the field resistance until the gener¬ 
ator builds up. 

3. Imperfect brush contact may cause high resistance from commu¬ 
tator to brush. Since the field is the only loud across the armature, poor 
brush contact is equivalent to high resistance in the field circuit. The 
effect is the same as that shown by the resistance line oa, Fig. 321, and 
the generator cannot build up to any substantial voltage. Low current 
density causes high brush-contact resistance (Sec. 301, p. 434). High 
contact resistance may be determined by exerting slight pressure on the 
individual brushes. 

4. There may be no residual magnetism in the generator, owing to 
jarring or to too long a period of idleness. If the armature circuit is not 
open and the voltmeter is known to be all right, the absence of residual 
magnetism will be indicated by the voltmeter not reading. To remedy 
the difficulty, it may be necessary to connect the field terminals tempo¬ 
rarily across a separate power supply in order to build up the residual 
magnetism. This is called flashing the field. If the generator has a 
series field, a convenient method is to connect a low-voltage source, such 
as a storage battery or even a dry cell, across the series field. This may 
produce enough magnetism to cause the generator to begin to build up. 
One or two trials may be necessary in order to secure the proper polarity, 

293. Armature Reaction. Figure 322(a) shows the flux from the field 
poles through the armature of a bipolar generator when there is no cur¬ 
rent in the armature conductors. This flux is produced entirely bv the 
ampere-turns of the field. Moreover, it is distributed symmetrically with 
respect to the polar axis, that is, the center line of the N and the S poles. 
The neutral plane, which is a plane perpendicular to the direction of the 
flux, coincides with the geometrical neutral of the system. At the right. 
in Fig. 322(a) is shown a vector F which represents in magnitude and 
direction the mmf producing this flux. At right angles to this vector F is 
the neutral plane. 

In Fig. 322(b) there is no current in the field coils, but the armature 
conductors are shown as carrying current. This current is in the same 
direction in the armature conductors as it would be were the generator 
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under load. The direction of current is the same in all the conductors 
that lie under one pole. The direction of the current is into the paper 
on the left side of the armature. . (This current direction may be checked 
by Fleming's right-hand rule, Sec. 202, p. 309.) The mmfa of these con- 



Brush axis 


Fa 


(b)-Curren+ in armature only 


Trailing pole f,p^ __ New neutral plane 



Cc)-Current in both armature and field 
Fig. 322. Effect of armature reaction on field of generator. 


ductors combine to send flux downward through the armature, as shown 
in the diagram, this direction being determined by the corkscrew rule. 
The direction of current in the conductors on the right-hand side of the 
armature is shown as being out of the paper. Their mmfs also combine 
to send flux downward through the armature. That is, the mmfs of the 
ampere-conductors on both sides of the armature combine in such a 
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maimer as to send flux downward through the armature. The direction 
of this flux is perpendicular to the polar axis. To the right of the figure, 
the armature mmf is 1 " represented in magnitude and direction by the 
vector F a . 

Figure 322(c) shows the result obtained when the field current and the 
armature current are acting simultaneously, which occurs when the gener¬ 
ator is under load. The armature mmf crowds the symmetrical field flux 
shown in (a) into the upper pole tip in the N pole and into the lower pole 
tip in the S pole. As the generator armature is shown rotating in a 
clockwise direction, it will be noted that the flux is crowded into the 
trailing pole tip in each case. On the other hand, the flux is weakened 
in the two leading pole tips. 

, Brush axis 

Demagnetizing component 
of the armature mmf 

F# r— 


/ Cross-magnetizing 

/ / component of the 

armature mmf 

Fig. 323. Relation of nrmalure flux to brush axis. 

The effect of the armature current is to displace the field in the direc¬ 
tion of rotation of the generator. It should he kept in mind that the flux is 
not pulled around by the mechanical rotation of the armature. 

To the right of Fig. 322(c) the effect of armature reaction is shown by 
vectors. The field mmf vector F and the armature mmf vector F A com¬ 
bine at right angles to form the resultant-field mmf vector F Q . The 
direction of F 0 is downward and to the right, which corresponds to the 
general direction of the resultant flux in the drawing. The neutral plane 
must be at right angles to Fq, provided that the direction of the resultant 
flux is the same as that of the resultant mmf. 

As the neutral plane is perpendicular to the resultant field, it will -be 
noted that it too has been advanced. It is shown in Chap. XI that the 
brushes should be set so that they short-circuit the coil undergoing com¬ 
mutation as it passes through the neutral plane. When the generator 
delivers current, the brushes should be set a little ahead of this neutral 
plane, as will be shown later. If the brushes are advanced to correspond 
to the advance of the neutral plane all the conductors to the left of, but 
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conductors 


Fig. S24. Demagnetizing and cross-magnetising components of armature reaction. 

from one another (see Fig. 331), a coefficient must be applied to each in 
order to make F A equal to the vector sum of Fd and Fc .* 

It will be noted that Fd acts in direct opposition to F } the main field, 
Fig. 325. Therefore, it tends to reduce the total flux and so is called the 
demagnetizing component of armature reaction. F c acts at right angles 
to Fj producing distortion, and is called the cross-magnetizing component 
of armature reaction. 

The exact conductors which produce these two effects are shown in 
Fig. 324. In (a) the brushes are shown as advanced by an angle 0 to 
1 If the mmfs are distributed sinusoidally along the armature, they may be repre¬ 
sented correctly by vectors and combined accordingly. For example, see Vol. II, 
4th ed., Fig. 178, p. 188. 
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correspond to the advance of the neutral plane. All the conductors 
within the angle 2/3, at?both the top and bottom of the armature, carry 
current in such a direction as to send a flux through the armature from 
right to left. This may be checked by the corkscrew rule. These con¬ 
ductors thus act in direct opposition to the main field and are called the 
demagnetizing armature conductors . Their mmf is represented by the 
component F D , Fig. 323. 

Figure 324(b) shows the flux produced by the conductors not included 
within twice the angle of brush advance. The direction of this flux is 
downward and perpendicular to the polar axis. These conductors cross- 
magnetize the field. The mmf producing this flux is represented by the 
component F C} Fig. 323. 

It should be remembered that the number of demagnetizing and cross- 
magnetizing ampere-turns is equal to one-half the number of the corre¬ 
sponding ampere-conductor8. 


Example. A 4-pole generator has 288 surface conductors. The armature is lap- 
wound, and the armature current is 120 amp. The brushes are advanced 15 space 
degrees. Determine demagnetizing and cross-magnetizing armature ampere-turns. 

Twice the angle of brush lead is 30 space degrees. There are four brushes, so that 
the total number of degrees covered by the demagnetizing conductors is 120°. There¬ 
fore one-third the conductors on the armature, or 96 conductors, are demagnetizing 
conductors. 

As the armature is lap-wound, there are four paths through it. The current per 
path — 120 -r 4 = 30 amp. 

Demagnetizing amperc-conductvrs = 30-96 = 2,880. 

Demagnetizing am.ptre.-lurns = 2,880 -5- 2 = 1,440. .4ns. 

The number of cross-magnetizing conductors must be two-thirds of the conductors 
on the armature. Therefore, the number of 
cmss-magnetizing ampere-turns is 


Brush etxr 


192 - 30 


• 2,880. Ans. 



F= Field 
*7 mmf 


Fiu. 325. Resultant of armature 
and field inmfs. 


Figure 325 gives the mmf diagram. F is 
the field mmf, and Fa is the armature mmf 
acting along the brush axis after the brushes 
have been advanced. F 0 is the resultant 
of the two, being less than F owing to the 
demagnetizing component of F 4 . Fa can be resolved into two compo¬ 
nents at right angles to each other: Fi>, the demagnetizing component of 
the armature mmf; and Fc, the cross-magnetizing component of the arma¬ 
ture mmf. Owing to the fact that F v and Fu are produced by distributed 
windings and F is produced by the field coils, the space distributions of 
all thiee mmfs are quite different, Figs. 326 and 331. Hence, quantita¬ 
tively, Fa is only equal to the vector sum of Fd and Fc when each 
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mmf has been multiplied by a coefficient which corrects for space 
distribution. 1 

294. Mmf of Distributed Windings. Armature reaction occurs in 
multipolar dynamos in the same manner as in bipolar dynamos, which 
has just been described. To the eye, however, the mmf and flux dis¬ 
tributions may appear different. The analysis of the reactions in a 
multipolar dynamo is based on the mmfs and fluxes produced by a dis¬ 
tributed winding. 

With the usual electromagnet, the exciting coils all act on the same 
magnetic circuit. To be sure, there are local leakage paths associated 
with single coils and parts of single coils, but a large proportion of the 


b,—,b' , 

dr-H-icT 


b b’ 
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(a) 

(b) 

(c) 


Jnf 



(d) 

Fig. 326. Magnetomotive force of distributed winding. 

total flux links all the coils (see Fig. 193, p. 240). Under these conditions 
the mmf may be considered as concentrated . However, with the usual 
armature (and the cylindrical-type rotor used with synchronous gener¬ 
ators, Vol. IT, 4th ed. f Fig. 160, p. 175) the mmf is distributed over the 
armature surface and its effects must be determined accordingly. 

In Fig. 326(a) consider two coil sides a,a' on the surface of the arma¬ 
ture. (For simplicity the slots are omitted.) Let there be n conductors 
in every coil side, and let the current per conductor be I amp. Also, for 
the moment, neglect the width of each coil side, that is, assume that the 
ampere-conductors act as if they were concentrated at the center of the 
coil side. With the given direction of current, inward in a and outward 
in o', the mmf which they produce will be downward into the armature. 

1 See footnote, p. 418. 
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Since flux entering the surface of the armature, Fig. 312 (p. 406), has 
been shown by positive ordinates, the mmf produced by coil aa! will be 
given by the rectangle a\bb f ai. Now add two more coil sides c,c', as in 
(6), each having a mmf equal to that of a and a'. Their mmf will be 
given by the rectangle cidd'c/, and the resultant mmf produced by the 
four coil sides caa'c' is given by the area cidfob'd'c/. In (c) two more 
similar coil sides ee f are added, their mmf is given by the rectangle r jJPc/, 
and the resultant mmf is given by the area eifdbb'd'f'ei. The total height 
of the rectangle is 3 nl amp-turns. 

In (d) are shown the ampere-conductors on the surface of an armature 
extending over three pole pitches ac, ce, eg , the armature surface being 
shown as a plane. By continuing the process of (a), (6), (c), noting that 
the direction of the flux produced by the ampere-conductors in the belt 
bd is downward and is represented by positive ordinates, the mmf dis¬ 
tribution is represented by the stepped broken lines. However, since 
on the usual armature there is a large number of ampere-conductors, 
closely spaced, the current is actually distributed over the entire coil 
side and is not concentrated at its center, so that the corners of the mmf 
wave of the coil are more or less rounded. Also, the resultant flux 
fringes at the edges of the tooth faces. These two effects make the 
actual distribution of mmf and flux along the armature surface quite 
smooth and the mmf distribution can be represented by smooth lines 
such as hi, ij, jk. Note that these lines cross the zero axis at the mid¬ 
points, such as b, d, f, of the conductor belts in which the current in all 
the conductors is in the same direction. Also note that the maximum 
positive and negative values occur at the points in the conductor belts 
where the direction of the current reverses, as at a, c, e, g. This same 
effect is noted in (a), (6), (c). It follows that, aside from the small 
irregularities due to the conductors being placed in slots, the armature 
mmf increases uniformly from zero at the center of a unidirectional 
current belt to a maximum at the point where the current direction 
reverses. 

The maximum values of the mmfs, such as ah, ci, ej, gk, in ampere- 
turns are equal to the number of ampere-conductors in half a pole pitch. 
Let A be the ampere-conductors per peripheral inch, Z the total number 
of conductors on the surface of the armature, I the current in each con¬ 
ductor, and D the diameter of the armature in inches. 

ZI 

A = amp-conductors per in. (338) 

Then the values of ah, ci, ej, gk, with the proper signs, are equal to 
A(Xi*/2), where X/* is the pole pitch in inches. 
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The slope of the armature-mmf lines, such as that of hi , is equal to 
A amp-conductors per in. With the convention used, the slope is positive 
when the direction of the current in the conductor belts is inward and 
negative when the direction is outward. 

295. Armature Reaction in Multipolar Machines. In Fig. 327 the 
armature and the field poles of a multipolar generator are shown, the 
armature being shown as a flat surface, for convenience. 

In (a) are shown the alternate N and S poles, together with the mag¬ 
netic flux entering and leaving the armature. There is no current in the 
armature conductors. In ( b ) the flux-density curve, giving the flux 
distribution, is shown. Note that it is symmetrical about the polar 
axis, is substantially constant under the pole face and drops off gradually 
at the edges, owing to fringing. It falls to zero and reverses in the 
interpolar spaces. The neutral plane is the region where the flux is 
zero and under no-load conditions is midway between the poles. 

Figure 328(a) shows the armature conductors carrying current, the 
field current being zero. 

Below in (b), shown dotted, is the armature mmf distribution, which is 
drawn in accordance with that of Fig. 326(d). The mmf is zero under the 
centers of the pole faces and is maximum at the brush axes, the brushes 
being at the centers of the interpolar spaces. The flux produced by the 
armature mmf acting alone is shown in (a) and corresponds to the 
armature flux of Fig. 322(b). The armature conductors between the 
lines qr and st may be considered as constituting a pancake coil, the cur¬ 
rent being into the paper in the conductors on the left and out of the 
paper in the conductors on the right. Midway between qr and st, at 
oo 1 , the mmf is maximum, as the mmfs of all the conductors on both 
sides are acting in conjunction at this point. This point of maximum 
mmf coincides with the maximum i of the mmf curve in (b). 

The mmf directly under the pole centers is zero, since for every ampere¬ 
conductor on one side of the pole axis there is a symmetrically spaced 
ampere-conductor on the other side carrying an equal current in the 
same direction. The net mmf at the pole center, due to all such ampere¬ 
conductors, thus is zero. These points of zero mmf in (a) coincide with 
points b, d, f of zero mmf shown by the dotted mmf curve in (b). Com¬ 
parison should also be made with Fig. 326(d). 

If the reluctance of the air-gap were uniform, the flux density pro¬ 
duced by the armature mmf would be represented by a curve identical 
in shape with the mmf curve. Owing to the high reluctance of the inter¬ 
polar space, the flux-density curve has not the same shape as the minf 
curve but droops in the interpolar space, Fig. 328(b). 

The resultant flux density at each point is found by adding the two 
flux-density curves of Figs. 327 and 328, as is done in Fig. 329. This 
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(b) 

Fiu. 327. Field flux density in a multipolar generator. 


—.Brush axes--- 



h J 


Fio. 328. Flux density due to armature reart ion in multipolar generator. 


No toad 



Fig. 329. Resultant flux density found by combining field flux density (Fig. 327) and 
armature flux density (Fig. 32R). 
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assumes constant permeability in the iron. Note that the flux peaks on the 
trailing pole tip, Fig. 329, just as in the bipolar generator. The neutral 
plane has advanced by an angle (3 in the direction of rotation. In order 
to keep the brushes in the neutral plane, they must be advanced as the 
neutral plane advances. It should also be.noted that with current in the 
armature conductors, the width of the neutral zone is practically zero. 
This makes satisfactory commutation more difficult to obtain, Sec. 302 

(p. 437). Figure 330 shows the 
crowding of flux in the trailing pole 
tips in a 4-pole generator. 

296. Cross- and Demagnetizing 
Ampere-turns in Multipolar Genera¬ 
tors. From Fig. 32!) it is seen that 
under load the neutral plane advances 
by the angle 0. As in the bipolar gen¬ 
erator, the brushes must be advanced 
by an amount at least equal to this 
angle if good commutation is to be 
obtained. In order to compensate 
for the emf of self-induction, the 
brushes are advanced actually beyond this angle (see Sec. 300, p. 432). 
As in the bipolar generator, the advance of the brushes converts some 
of the cross-magnetizing ampere-turns into demagnetizing ampere-turns. 

Consider Fig. 331, which shows the armature of Figs. 327 and 328 
with the brushes advanced by an angle (3 beyond the no-load neutral 
plane. The conductors abed , lying in the intcrpolar space, are included 
within an angle 2/3. Conductors b'a' to the left and dV/V to the right 
are also localcd in intcrpolar space. Since the current in conductors ab 
is inward and the current in conductors a'b' is outward, they may be 
shown, for purposes of analysis, as being connected to form turns shown 
by the solid lines. Likewise, conductors cd and dd', and ef and c'f, may 
be connected to form turns as indicated. The turns ao! and bb r link 
the magnetic circuit of the N pole, and their combined mmf F D acts 
upward. Thus the ampere-turns of these two coils are in direct opposi¬ 
tion to the ampere-turns of the N pole. The turns cd and dd f link the 
magnetic circuit of the S pole, and their combined mmf Fd acts down¬ 
ward. Thus the ampere-turns of these two coils are directly opposing 
the ampere-turns of the S pole. Similarly, the mmf of turns ed and //' 
acts in opposition to a second N pole. Thus, as in the bipolar generator, 
Fig. 324, the conductors included within an angle 20, twice the angle of 
brush advance, are demagnetizing ampere-conductors. 

Beneath, in Fig. 331, the value of the demagnetizing armature mmf 
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is plotted as a function of distance along the armature and is shown by ; thf 
solid line. 

In Fig. 331, the armature conductors not included within twice the 
brush angle 0 are connected with dotted lines to form turns. Except 
for the omission of the demagnetizing ampere-conductors included within 
the angles 20, the positions ?ind currents of these conductors are identical 
with those on the armature of Fig. 328. Their mmf graph, shown beneath 
in Fig. 331 by the dashed line, is similar to that of Fig. 328, with the effect 
of the demagnetizing ampere-conductors omitted. The mmf is zero at 
the centers of the pole faces and is a maximum across the intcrpolar 
spaces. Accordingly, the mmf acts transversely to the direction of the 



Fiu. 331. Cross- unci <icmaKneLisi.iig ampere-turns in multipolnr generator. 


flux in the armature core, and the am per e-turns must he cross-magrietizing 
as in Fig. 328, where the brushes are in the no-load neutral plane. At 
each interpolar space, the cross-magnetizing mmf is denoted by F c . 

Thus the rules used with bipolar generators for separating demag¬ 
netizing and cross-magnetizing ampere-conductors apply to multipolar 
generators. 

If the cross-magnetizing and demagnetizing mmf graphs, Fig. 331, arc 
combined, the resulting armature mmf graph is identical with that in 
Fig. 328, except that the graph as a whole has moved to the right by 
the angle 0, with the movement of the brushes. The peaks of the graph 
still coincide with the brush positions. For simplicity, only a small por¬ 
tion of the resultant armature mmf is shown in Fig. 328. 

297. Demagnetizing Effect of Cross-magnetizing Ampere-turns. 
Even w'ith the brushes in the no-load neutral, Fig. 328(a), some demag- 
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letization by the armature takes place owing to the effects of saturation 
produced by the cross-magnetizing ampere-turns. In Fig. 332, flux den¬ 
sity B in the air-gap is plotted as a function of the Held ampere-turns 
per pole N/I/. With current in the armature conductors, Figs. 328(a) 
and (b), the mmf at the right-hand side of the left-hand pole N ' is 
increased by an amount rs, and at the left-hand side it is decreased by an 
equal amount rV. The effect on the flux distribution is shown in Fig. 
329 and also in Fig. 332. With no armature current, and hence at no 
load, the magnetic circuit is operating at a field mmf OF, Fig. 332, pro¬ 
ducing a uniform flux density FI) over the pole face. With current in 
the armature the mmf rs, Figs. 328(b) and 332, is added to OF and rV is 

subtracted. The flux density at the 
extreme right-hand side of the pole 
is increased by an amount /c, Fig. 
332, and at; the left-hand side, neglect¬ 
ing any small hysteresis effect, the 
mmf is decreased by an amount eb. 
The total increase in flux is propor¬ 
tional to area A h and the total 
decrease is proportional to area A z . 
Because of saturation, the area Ai is 
less than area A 2 and hence there is a 
net loss of flux. In order to obtain 
the same flux and hence the same 
induced emf as at no load the field 
mmf must be increased from OF to 
0F\ or by an amount g. The mmf OF' 
must be so chosen that it is at the center of a new area u'b'c'tf', which is 
equal in area to rectangle aefd, which is a measure of the no-load flux. 

298. Compensating Armature Reaction. If the armature mmf be¬ 
comes too large in comparison with the field mmf, a tendency toward 
instability in both generators and motors (sec Sec. 329, p. 490) results. 
For example, if the armature mmf rV acting on the left-hand side of 
the pole N', Figs. 327 and 328(a) and (b), becomes greater than that part 
of the Held mmf which is utilized in the gap and the teeth, the polarity 
of the left-hand side of the pole, as well as that of the other poles, will 
become reversed, which tends to produce instability. Moreover, the 
increased distortion of the field makes commutation more difficult, tends 
to produce instability in the speeds of motors, and is conducive to com¬ 
mutator flashovers. Hence it is desirable to maintain the mmf per field 
pole reasonably strong as compared with the armature mmf. 

A study of Figs. 322(b) and 328(a) shows that the flux produced by 
the armature mmf crosses the air-gap twice. Hence, by increasing the 
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length of the air-gap, reluctance to the armature flux is increased, and 
the armature flux for a given armature mmf decreases. The reluctance 
to the main flux is also increased, and in order to maintain the field flux 
at its original value, it is necessary to increase the field ampere-turns. 
Hence, the main flux is brought back to normal, but the armature- 
reaction flux is reduced. It is to be noted that the ratio of field to 
armature ampere-turns has been increased. Thus the ratio of field ampere- 
turns to armature ampere-turns is the basic criterion of armature reaction . 
Dynamos with a long air-gap, and thus a high ratio of field to armature 
ampere-turns, are said to have a “stiff field.” The increased field ampere- 
turns increase the field copper and the field loss. By the use of commu¬ 
tating poles (See. 302, p. 437), however, modem dynamos operate satis¬ 
factorily with relatively short air-gaps. 

A practical method, when laminated pole cores are used, is to use a 
stamping having but one pole tip, Fig. 304 (p. 399). These are alter¬ 
nately reversed when the core is built up. This leaves spaces between 
the pole-tip laminations, and the pole tips have but one-half the cross 
section of iron along their lengths. Therefore, the pole tip becomes highly 
saturated and its permeability greatly reduced. This tends to prevent 
the flux from crowding into the trailing tip. Actually, the magnetic cir¬ 
cuit for the armature flux becomes highly saturated, whereas that for the 
main flux is scarcely affected. 

Commutating poles (Sec. 302) are used to neutralize theaeffects of 
armature reaction and produce the correct commutating flux in the 
neutral zone only . With commutating poles it is possible to reduce the 
air-gap, and hence the ratio of field to armature ampere-turns, and yet 
obtain satisfactory commutation. This results in a saving in field turns 
and in a reduction in field copper loss. The greater armature reaction, 
however, produces a greater distortion of the flux under the poles, Fig. 
329, with corresponding disadvantages. With large machines such as 
the generators and motors used in rolling mills, and which are subjected 
continuously to sudden overloads, high armature reaction tends to 
produce instability and flashover. Hence, it is frequently desirable to 
neutralize the armature mmf over the entire pole arc. 

Since the mmfs which produce the armature flux are in a different 
location from those which produce the main flux, it is possible, without 
affecting the main field, to neutralize the armature mmfs by opposing 
mmfs. 

In order to be effective, these compensating mmfs at every point should 
be equal in magnitude and opposite in direction to those of the armature. 
This is accomplished by a compensating winding placed in slots in the 
pole faces, Fig. 333. The direction of current in the pole-face conductors 
is opposite to the direction of current in the armature conductors lying 
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directly across the air-gap. The pole-face ampere-conductors are also 
made equal to the armature ampere-conductors on the opposite side of 
the air-gap so that the armature mmf under each pole face is practically 
compensated. The commutating poles. Fig. 333, compensate only the 
armature mmf which acts in the commutating zone, Figs. 344 and 346 
(pp. 438 and 439). The foregoing method of compensation is also used 



Fie. 333. Pole-face winding to compensate armature reaction. 


in the a-c scries motor, in which armature reaction is particularly objec¬ 
tionable (see Vol. II, 4th edition, Fig. 297, p. 301). 

Example . The diameter of the armature of a 500-kw 250-volt 6-pole, generator is 
30 in., its length 13 in., and there are 108 slots. The winding is simplex lap with a 
single turn per coil and two roil sides per sin I. The ratio of pole are to pole pitch is 
0.65. The length of air-gap is 0.25 in., hut taking into account the slot openings and 
teeth it may be considered as having an effective length of 0.30 in. With 25 per cent 
overload, determine: (a) minimum ampere-turn? per pole for teeth and gap necessary 
to prevent reversal of flux at pole lip: (5) average flux density in air-gap under these 
conditions. Neglect, shunt-field current in computing armature current. 

(a) Hated current = 500,000/250 = 2,000 amp. 

25% overload, current = 2,500 amp. 

{Since there are six parallel paths in armature, 

Current per coil side = 2,500/6 = 416.7 amp. 

Current, per slot = 833.4 amp. 

Slot pitch = = 0.8727 in. 

1UB 


From Eq. (338) (p. 421), 

833.4 

A o g 7 '*f 7 = 954.0 amp per peripheral in. 

Pole pitch = = 15.71 in. 

n 

Pole arc = 15.71 ■ 0.65 = 10.21 in. 

Mmf at pole tip (p. 421), 

054.0 ■ 10.21/2 <= 4,875 amp-turns. Ana. 
(This is equal to rY, Fig. 328(6), p. 423.] 
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(fc) Using Eq. (172) (p. 259), 

4,875 = G.313H'-0.3 

H* =* 51,900 maxwells per sq in. Ans. 

Although A is given in amp-conductora per peripheral inch, the answer is given in 
ampere-turns , since for each ampereconductor, such as a, between planes qr iiitcl oo', 
Fig. 328(a), there is a similar ainpeic-eoiuluctor a' between planes at and oo' with 
current in the reverse direction. These two conductors us well us other pairs, such 
as b and 6', form complete turns and, with their currents, become ampere-turns. 

Note that when the load on the generator is greater than 125 per cent rated load, 
the flux does reverse at the leading pole tips. The advantages of the compensating 
winding, Fig. 333, then become apparent. 

299. Commutation. It has boon shown that the emf induced in any 
single coil of a d-c generator is alternat ing. In order that the current to 



Fio. 334. Current In coil undergoing commutation --ideal conditions. 


the external circuit may always be in the same direction, a commutator 
is necessary. During the brief interval when a coil is short-circuited by 
a brush the current must be reversed from its full positive value to its 
full negative value, or vice versa. Figure 334 shows the change cf cur- ‘ 
rent in an armature coil as it approaches and recedes from a brush. It is 
assumed that ideal commutation is being realized. That is, the current, 
as it leaves the commutator, is distributed uniformly over the brush. 
Accordingly, in each coil, the current change or reversal from maximum 
positive to maximum negative value is uniform. This is called straight- 
line commutation. The load is such that the current in each path of the 
armature is 20 amp, and 40 amp leaves the armature by this one brush 
When in positions 1, 2, 3, each coil, and therefore any one particular 
coil in its successive positions, carries 20 amp. As the brush covers four 
commutator segments, and the current distribution is uniform,. 10 amp 
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must go into the brush from each segment. Therefore, in moving from 
3 to 4, the coil must lose the 10 amp from segment 3 into the brush. 
Hence, in position 4 the coil carries only 10 amp. 

Before reaching position 5, the coil gives up another 10 amp so that 
the current is zero when the coil reaches position 5. When the coil 
reaches position 6, the direction of the current is reversed, owing to the 
fact that the current enters the brush from the right-hand armature path. 
The current reaches 20 amp in position 7 and remains 20 amp in positions 
8, 9, 10. 

Therefore, commutation consists of two parts: 

1. Reversing the current in any coil from its full positive value to an 
equal negative value, or vice versa. This reversal must take place in the 
very short time interval required for a segment to pass under the brush, 
or the time that a coil is short-circuited by the brush. 

2. The current supplied by the paths meeting at the brush must be 
conducted to the external circuit. 

Part 1 is illustrated by Fig. 334(6). The current in the coil is +20 amp 
until the brush is reached, when it reverses at a uniform rate until it 
reaches a value of —20 amp at the end 6 of the commutation time t. 
The current then has the magnitude and direction of the current which is 
entering the brush from the right-hand side of the armature. Hence, 
each coil as it leaves the commutating zone comes in series with the coils 
at the right of the brush without any current transient. This mode of 
current reversal is ideal commutation , which usually is only approximated 
in practice. 

Part 2 is illustrated by Fig. 334(a), which shows a current of 20 amp 
coming from the left-hand side of the armature, uniting with an equal 
current coming from the right-hand side, the total current of 40 amp 
being conducted to the external circuit by the positive brush. 

Ideal commutation, Fig. 334(6), is only approximated in practice. 
There are two causes preventing its complete realization. 

It will be noted that when the coil is in positions 4, 5, 6, it is short- 
circuited by the brush. If any emf is induced in the coil while in these 
positions, the current will be large, since the resistance of the short- 
circuited path is very low\ This resistance consists merely of the resist¬ 
ance of the coil plus the contact resistance of the brush, the contact resist¬ 
ance constituting the greater portion of the total resistance. Figure 335 
shows assumed currents of 15 and 5 amp in coils 4 and 5, due to emfs 
induced in 4 and 5 while they are short-circuited by the brush. 

If the local short-circuit currents of Fig. 335 be superposed on those of 
Fig. 334(a), the current distributes itself over the brush in the manner 
shown in Fig. 336. There are 45 amp entering by one section of the 
brush and 5 amp leaving by another section. Therefore, the brush must 
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carry 50 amp instead of 40 amp, and in one segment there are 20 amp, 
or twice the current existing under the ideal conditions of Fig. 334. This 
will tend to produce undue heating and undue sparking under the heel of 
the brush. 

Figure 336(b) shows the manner in which the current in the coil varies 
under these new conditions. Instead of dropping uniformly from 20 amp, 



Fig. 335. Short-circuit currents through brush. 

it first rises to 25 amp before starting to reverse. It will be noted that 
the time for reversing from +20 amp to —20 amp has been reduced from 
time t to time t\, making commutation more difficult. The conditions of 
Fig. 336 occur when the brush is too far back of the neutral plane and 
emfs are induced in the coils as they undergo commutation. 



Fig. 336. Change of current in coil when brushes are too far back of neutral plane. 

If the brushes are placed too far ahead of the neutral plane, short- 
circuit currents flow under the toe of the brush, resulting in the current 
distribution and commutation curve of Fig. 337(5). This condition pro¬ 
duces undue sparking under the toe of the brush. 

If the brushes are too wide, both the heel and the toe of the brush will 
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short-circuit coils in which emfs are induced, resulting in the commuta¬ 
tion curve of Fig. 338. Moving the brushes either backward or forward 
does not improve matters in this case. The remedy is a narrower brush. 

The curves of Figs. 334(6), 330(6), 337(6), and 338 are called commuta- 
1x6% curves. 



Vui. 337. Commutation with brushes too far ahead. 


300 . Electromotive Force of Self-induction. Figure 339(a) shows an 
armature coil just as it is entering the commutation zone. The slot con¬ 
ductors are emlxxlded in iron giving a good magnetic circuit, and there¬ 
fore considerable flux links the coil, due to the current in the coil. Most 

of this flux encircles, or links, the coil 
sides in the slots, passing through 
the armature iron, the teeth, and 
across the slot opening. Since most 
of the reluctance of the path is in air, 
the flux is practically proportional to 
the current in the coil. When the 
coil is just entering the commutating 
zone, the Bendirection of the flux is upward through the coil, Fig. 
3o9(ay.' ( |ini ? p.tl>e r flux i$.practically proportional to the current in the 
coilj uie.^alujBs^of .flux, as*tbe coil passes through the commutating zone, 
foflbw the law oTthe current, Figs. 334(6), 336(6), 337(6), 338. 

^Le| ^. be, ,t Ije jnagpit ueje of the total flux linking the coil. In Fig. 
W9 W the coil is stown just after it has left the commutating zone. The 
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mutating sone, Fig. 329. Unde^thfUfc 

rotation is in opposition to the emf of self-induction. By choosing a 
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correct position for the brushes, the emf induced by the cutting of the 
field can be made theoretically to neutralize the emf of self-induction, 
making the net emf in the coil zero and thus eliminating sparking. Actu¬ 
ally, owing to the slope of the flux-density curve in the fringe of the pole 
(see B i, Fig. 344, p. 438), it is impossible to find a brush position for 
which perfect neutralization of the emf of self-induction is obtained. 
Some sparking always takes place. 

The effect of moving the brushes may be considered also from another 
point of view. The self-inductance of the coil undergoing commutation 
acts as electrical inertia, tending to prevent the reversal of the current. 
The direction of the emf induced by the cutting of the pole flux in advance 
of the neutral plane is the same as the direction which the reversed cur¬ 
rent is about to assume. Hence, by moving the brushes ahead, the emf 
induced in the coil by the cutting of the pole flux helps the current to 
reverse. 

Thus in a generator under load it is necessary that the brushes be kept 
in advance of the neutral plane in order to obtain satisfactory com¬ 
mutation. 

Practically all modern generators and motors have commutating poles, 
and this movement of the brushes with change of load therefore is 
unnecessary. However, there is still in operation a large number of 
generators and motors with no commutating poles. The function of 
the commutating pole is best understood when the effects of armature 
reaction and brush position on commutation are known. 

301. Sparking at Commutator. The emfs induced in a coil due to the 
shifting of the neutral plane and to its own self-inductance are compara¬ 
tively low in value, being of the order of magnitude from a few tenths of a 
volt to 4 or 5 volts possibly. But they are acting in a circuit having 
very low resistance. The resistance of a single coil is low so that most 
of the circuit resistance is in the brush contact. If the brush-contact 
resistance is too low, the short-circuit current may reach such values as to 
produce severe sparking at the brushes. On the other hand, a brush with 
low contact resistance is desirable from the standpoint of conducting the 
current to the external circuit with minimum contact loss. 

Copper brushes have a very low contact resistance, but when they are 
used the short-circuit currents are excessive. Therefore, their applica¬ 
tion is limited to low-voltage high-current dynamos. Copper gauze, 
rolled and pressed into a rectangular cross section, is often used. Another 
disadvantage of using copper brushes is that they “cut” the commutator 
mechanically. These disadvantages have been overcome in considerable 
measure by brushes of a graphite-copper composition which have low 
resistance and do not abrade the commutator. 
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Carbon brushes have a much higher contact resistance than copper 
and thus limit the short-circuit currents, giving much more satisfactory 
commutation. In addition, they are more or less graphitic in compo¬ 
sition and lubricate the commutator to a degree. Unusually hard car¬ 
bon brushes may cut the commutator. Different grades of carbon afte 
required for different operating conditions. 

The passage of the current from the commutator to the brush is more 
of an arc phenomenon than one of pure conduction. A careful examina¬ 
tion will show myriads of minute arcs existing between the brush surface 
and the commutator. The voltage drop between the commutator and 
the brush, instead of being proportional to the current (as it would be 
with linear conduction), is substantially constant and is equal to about 
I volt per brush. Bits of copper may be 
found in the positive brush because of the 
arcing. The character of an arc stream 
depends on the material of the electrodes. 

When copper is positive and carbon is 
negative, the characteristics of the arc 
stream are different from those when 
carbon is positive and copper is negative. 

For this reason the voltage drop across the 
negative brush is greater than that across the 
positive brush, owing to the commutator 
copper being positive in one case and nega¬ 
tive in the other. The resistance of the ar¬ 
mature circuit, including brushes , diminishes 
with increasing current. 

These relations are illustrated in Fig. 341, 1 which shows the variation 
of contact resistance for positive and negative brushes when operating on 
copper rings. All these facts substantiate the arcing theory. 

Another proof of the theory is (( high mica.” After a machine has been 
in operation for a considerable time, it often happens that the mica insu¬ 
lation between the commutator segments protrudes above the surface of 
the commutator, resulting in high mica, Fig. 342(a). It was supposed at 
one time that this was due to mica being harder than copper, which 
resulted in the wearing away of the copper more readily than the mica. 
The fallacy of this supposition is evident. Even though mica is harder 
than copper, the two must always wear down evenly, for the brush cannot 
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characteristics of carbon brushes. 


1 From Hmaiai.ien , Victpb P. v “The Effect of Various Operating Conditions upon 
Electrical Brush Wear and Contact Drop,' 1 Iowa Eng . Expt. Sta . Bull . 122, Iowa 
State College. The negative-brush characteristic was taken from Fig. 60 and the 
positive-brush characteristic was plotted from the data of Fig. 59 in the paper. 
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The brushes should be fitted very carefully to the commutator surface 
by grinding with sandpaper, or “sanding in, ” in the manner shown in 
Fig. 343. Carbon on the surface of the commutator should be removed 
with an oily cloth. Do not use waste. A slightly roughened commutator 
may be partially smoothed with fine sandpaper. Do not use emery , as the 
particles of emery are conducting and may short-circuit the commutator 
bars. If the commutator is grooved by the brushes or is otherwise in 
poor condition, it should be turned down in a lathe. 



Fig. 343. Proper method of fitting brushes. 


Other difficulties, such as loose mica and loose segments, are more 
serious in character. It is often possible to rectify these last difficulties 
by tightening up the commutator clamp bolts. 

302. Co mm utating Poles (Interpoles). Figure 344 shows the geomet¬ 
rical neutral or no-load neutral plane and the neutral plane of a generator 
when under load. It is to be noted that this figure is taken from l*ig. 329 
(p. 423). If the brushes remain in the no-load neutral plane, there will be 
severe spark in g under load conditions, because of the flux density due 
to armature reaction and existing in the neutral zone. The brushes will 
not commutate properly even if advanced to the load neutral plane. This 
is due to the fact that the emf of self-induction exists in the coils under- 
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going short circuit, even if the emf due to the cutting of the pole flux is 
zero. The brushes must be advanced bo that the short-circuited coils are 
cutting the flux density Bi of the next pole, as in Fig. 344, in order that a 
speed emf may be induced which will balance the emf of self-induction. 
It will be noted that this position is in the fringe of the next pole flux. As 
a very slight movement of the brushes in either direction brings a very 
marked change in the flux density, it is difficult to obtain good commuta¬ 
tion under these conditions. In fact it may be impossible to obtain satis¬ 
factory commutation because of the steepness of the flux-distribution 
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Fig. 344. Brush advance to proper com mutating plane. 


curve. When the best position of the brushes is obtained, the trailing tip 
of each brush may be in too strong a field and the leading tip in too weak 
a field. 

If a flux density having the same value as B» } but, opposite to it in direc¬ 
tion, can be produced in the geometrical neutral, it is clear that the flux 
density in the neutral plane can be brought to zero notwithstanding arma¬ 
ture reaction. If a flux density of a value B 2 4- B\ is produced, satisfac¬ 
tory commutation is obtained without moving the brushes. It is the 

function of commutating poles to 
produce the required flux density in 
the neutral zone. 

Commutating poles are narrow 
poles located between the main poles. 
They produce flux in the commutat- 
_ . .. , . ing zone which is of such magnitude 

Fig. 345. Flux density produced “ ° 

commutating pole alone. that reasonably good commutation 

is obtained. For example, in Fig. 345 
the commutating pole must first produce a flux density equal to Bi so as to 
neutralize in the neutral zone the increase of flux density due to armature 
reaction. It, must also produce an additional flux density Bi in order to 
counteract the emf of self-induction in the coil undergoing commutation. 
This commutating-pole flux density is shown in Fig. 345. The pole pro¬ 
ducing it at this point must be an S pole. Figure 346 shows the resultant 
flux obtained by combining Figs. 344 and 345. 

As the armature reaction and the emf of self-induction in the coils 
undergoing commutation are both proportional to the armature current, 
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the flux density necessary to compensate for them, produced by the com¬ 
mutating poles, must also be proportional to the armature current. 
Therefore, the commutating poles are wound with a few turns of compara¬ 
tively heavy wire and are connected in series with the armature, as in Fig. 
347. The air-gap between the commutating poles and the armature is 
large, so that at all loads the 
commutating-pole flux is nearly 
proportional to the armature 
current. 

It should be noted that the 
sequence of poles in the direction 
of rotation in a generator is NaSn , 
where the capitals refer to the *’ ,G ; ? 46 - of main flux .ad cow- 

\ mutatmg-pole flux with lond. 

main poles and the small letters 

refer to the commutating poles. Figure 348 shows a commutating pole 
with its winding. 

In Fig. 349 the frame and poles of a dynamo are shown. The arrange¬ 
ment and connections of both main and commutating poles are clearly 
indicated (also see Fig. 303, p. 398). 

It is possible to use only two commutating poles in a 4-pole dynamo. 
This comes from the fact that, with the usual windings, when one side of a 




Fig. 347. Connection!! of shunt field and commutating poles. 

coil is under an N pole, the other side is under an S pole. Hence, by using 
a single commutating pole for each pair of main poles, this single pole 
having twice the magnetic strength of each of the two commutating poles 
which it replaces, the correct emf for commutation is induced in the coil. 
With a wave winding, a single commutating pole would suffice, irrespec¬ 
tive of the number of poles, if it could be made of sufficient magnetic 
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strength (see Fig. 298, p. 394). In practice, however, the number of 
commutating poles is usually made equal to the number of main poles. 

Commutating poles are so designed 
that they produce a flux density of 
greater magnitude than is necessary. 
Formerly, the method of obtaining 
the correct density was to shunt the 
entire commutating-pole circuit by a 
low resistance, the resistance l>eing 
adjusted until the best condition of 
commutation was obtained. Modern 
practice is to dispense with such 
shunt resistance and to adjust the 
effect of the commutating poles by 
the use of shims between the com¬ 
mutating poles and the yoke. 
Commutating poles increase the leakage flux between the main poles. 
For this reason the main-pole arc, normally 0.70 the pole pitch, is reduced 



Fia. 348. Commutating pole and 
winding. (Reliance Electric and Engi- 
« ccring Compa ny .) 



Fia. 340. Frame and poles* of dynamo, showing Arrangement of commutating poles. 
(Reliance Electric and Engineering Company.) 


to 0.65 the pole pitch or less, Figs. 347 and 349. Also, the commutating 
poles must be made very narrow, and at moderate values of overload they 
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usually become saturated. It is for this reason that the air-gaps are made 
relatively large so that the commutating-pole flux will tend to remain pro¬ 
portional to the armature current. 

The distinction between the action of commutating poles and of com¬ 
pensating win dings, Fig. 333 (p. 428), should be kept in mind, lloth are 
connected in series with the armature and with both the mmfs act to 
neutralize armature reaction, the commutating poles, however, supplying 
additional mmf so as to counteract the emf of self-induction in the coils 
undergoing commutation. Also, the commutating poles act only 
locally in the commutating zone and thus have negligible effect on the 
armature reaction which occurs over the remainder of the armature 
periphery. 

The number of ampere-turns on the commutating poles which are 
necessary to neutralize the armature reaction mmf im in the neutral zone, 
Fig. 328(6) (p. 423), are equal to A\„, where A is the armature ampere¬ 
conductors per peripheral inch (p. 421) and is the pole pitch. 

Exam-pie. With the generator and its load in the example, p. 428, determine 
ampere-turns on eaeli commutating pole which are necessary to neutralize armature 
mmf in neutral zone. 

A = 054.Uamp-condiict.ors per peripheral in.; pole pitch « 15.71 in. 

Required ampere-turns, 

(A7j e = 954.9 • .15.72 = 7,500 amp-turns. Ana. 

In addition there must be sufficient ampere-turns on the? commutating 
pole to produce a flux density B 2 , Figs. 345, 34(1. The speed emf induced 
in the armature by the flux corresponding to B 2 neutralizes the emf of 
self-induction. 

303. Shui^t-generator Characteristics. Tf a shunt generator, after 
building up to voltage, be loaded, the terminal voltage will; dwpL Tbjgj 
drop in voltage will increase with d&pftfo 4»d^Jrp-inAe(rijriid 
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To test a generator to determine the relation of terminal volts to load 
current, it is connected as in Fig. 319 (p. 412). The generator is self- 
excited, and a voltmeter is connected across its terminals to measure the 
terminal volts. An ammeter is connected in the line to measure the load 
current. In performing this test, it is often desirable to connect an 
ammeter in the field circuit so that the value of field current, as load is 
applied, may be determined. 

In starting the test, rated load should first be applied and the field cur¬ 
rent adjusted until rated voltage is obtained. It is desirable to run the 
generator under these conditions for 20 min or longer in order to give the 
field opportunity to approach its ultimate operating temperature (see 
Fig. 423, p. 543). The load should then be removed and the no-load volt- 



400 S00 600 700 600 900 1000 

Amperes 

Fig. 350. Load characteristic of shunt generator. 


age read on the voltmeter. The field rheostat should remain unchanged. 
The load should then be gradually applied, and at frequent intervals, the 
load current /, the terminal voltage V, and the field current If recorded. 
The speed of the generator should be maintained constant throughout. 
If the readings be plotted as in Fig. 350, the shunt characteristic is 
obtained. If the load be carried far enough, the terminal voltage will 
begin to decrease rapidly, as shown at point d and beyond, Fig. 350. This 
is called the breakdown point and the generator is said to “unbuild.” 
Further application of load results in a very rapid decrease of voltage, 
and beyond a certain point any attempt at increase of load results in a 
decrease of current rather than an increase, as at point e in Fig. 350. The 
load may even be carried to short circuit as at /, and yet the current will 
actually decrease as this short-circuit condition is approached. At short 
circuit the field is short-circuited, and any current is due merely to the 
residual magnetism of the generator. 
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If the external resistance now be increased, the voltage will rise slowly 
and will ultimately reach a value not far below that at which it started. 
Fig. 350. The fact that the voltage follows a different curve when the 
short circuit is removed is due primarily to hysteresis. When the load is 
being applied, the voltage is dropping and the iron is on the part of the 
cycle represented by c, Fig 315(a) (p. 409). When the voltage starts to 
increase, the return curve is along the path a, Fig. 315(a). On path a 
there is less flux for a given field current than on path c, and consequently 
less emf is induced in the armature. This fact, together with a lesser 
field current resulting from the lower terminal voltage, accounts for the 
return curve fgH lying below hbb'de, Fig. 350. 

In practice, generators are operated only on the portion hbb ' of the 
characteristic, Fig. 350. This figure shows the load characteristic of a 
100-kw shunt generator, carried to short circuit and return. The rated 
current is 100,000 240 = 417 amp. The generator field rheostat is set 

so that the terminal voltage is 240 volts when the generator is delivering 
417 amp. 

There are three reasons for the drop in voltage of a shunt generator 
under load. 

1. The terminal voltage is less than the induced emf by the resistance 
drop in the armature. That is, the terminal voltage 

V = E - I a R a volts, (339) 

where E is the induced emf, 7 a the armature current, and R a the armature 
resistance. 

Example. The emf induced in the armature of a shunt generator is 600 volts. The 
armature resistance is 0.1 ohm. Determine terminal voltage when armature current 
is 200 amp. 

Applying (339), 

V - 600 - (200 • 0.1) - 000 - 20 - 580 volts. Ana. 

2. Armature reaction weakens the field and so reduces the induced emf. 

3. The drop in terminal voltage due to 1 and 2 results in a decreased 
field current. This in turn results in a decreased induced emf. 

The effect of each of these three factors is Bhown in Fig. 350, 

It might appear that the voltage of the generator would drop to zero, 
practically, of its own accord when the load is first applied, because the 
foregoing cycle is cumulative. That is, a lesser terminal voltage results 
in a weaker field, a weaker field results in a lesser induced emf, and there* 
fore a lower terminal voltage, which still further reduces the field, etc. 
The cycle would result in the terminal volts reaching zero, if the iron 
were not saturated in some degree. If a 10 per cent drop in terminal 
voltage resulted in a 10 per cent drop in flux, the generator would be 
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unable to supply any substantial load. However, at or near rated volt¬ 
age, a 10 per cent drop in terminal voltage and thus in field current results 
probably in a 2 or 3 per cent drop in flux, due to saturation and hysteresis, 
as in Fig. 315(a) (p. 409). Therefore, a generator when operating at 
high saturation maintains its voltage better than when operating at low 
saturation. 

This is illustrated in Fig. 351, which shows two saturation curves for a 
230-volt generator, one at 900 rpm and the other at 1,200 rpm. If the 
no-load voltage of the generator in each case is 230 volts, the generator 
will be operating at point (a) on the 1,200-rpm curve, at point (fa) on the 
900-rpm curve. As point (fa) corresponds to a much higher saturation of 
the armature and field iron than (a), the generator will maintain its volt¬ 
age better at 900 rpm than at 1,200 rpm, as shown by the characteristics 
in Fig. 351. (The effect of saturation is further discussed in Sec. 300.) 



Three constant-power curves, for 100 kw, 120 kw, and 140 kw, are 
shown in Fig. 350. Since power P = VI , each curve is a rectangular 
hyperbola (xy — k). Note that the maximum power which the gener¬ 
ator can deliver is about 130 kw at point d. For values of current greater 
than at point d the power decreases. The generator is then unstable since 
attempt to take greater power by decreasing the load resistance results in 
the generator delivering less power. 

304. Generator Regulation. The ability of a generator to maintain 
its voltage under load is a measure of its suitability for constant-potential 
service. The regulation shows quantitatively the change in terminal volt¬ 
age from rated load to no load. 

Regulation is defined in the American Standard C50 1 as foUoiy^j*^^^ 

2 . 130 . The regulation of a direct-current generator asrfche inriwAtage 

when the load is reduced from rated load to aertipetxpTds&^ in jMbk)ent>lQ^«shBd»i 
load voltage. For separately, tfxritel Qfcp&riipp 

constant during thejfflh (W* 

nf j0 ^ tn0 v; 
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Regulation may also be stated by giving numerical values of the voltage at 
no load and rated load. In some cases it is advisable to state regulation for 
intermediate loads by either of the above methods. 

The regulation of direct-current generators refers to changes in voltage cor¬ 
responding to gradual changes in load and does not relate to the comparatively 
large momentary fluctuations in voltage that frequently accompany instantane¬ 
ous changes in load. 

2 . 132 . (a) Method of Applying Load. In making regulation tests, unless other¬ 
wise specified, the load shall be increased to the rated load and the regulation 
observed with decreasing load. 

(b) Speed. Generators shall be tested at rated speed, allowing for the change 
in speed inherent in the prime mover. 

(c) Excitation. The regulation shall be determined under such conditions 
as to maintain the field adjustment constant at a value which gives a rated-load 
voltage at ratcd-load current. These conditions are as follows: In the case of 
separately excited fields, constant excitation; in the case of self-excited machines, 
constant setting of field rheostats. 

It is further specified that the generator shall have reached its final temperature 
and that the temperature shall be maintained as nearly constant as possible 
during the test. 

As an example, the regulation of the generator whose characteristic 
is shown in Fig. 350 (p. 442) is 

270 - 240 


305. Total Characteristic. The shunt characteristic is the relation 
between load current and terminal volts. The total characteristic is the 
relation between armature current and induced volts. 

The armature current differs from the load current by the field current. 
The armature current 

I a = I + If (340) 

where I is the load current and Ij the shunt-field current. 

The induced volts 

E = V + I a Ra (341) 

where V is the terminal voltage and R a the armature resistance, including 
brush and brush-contact resistance. The total characteristic is the curve 
showing the relation of I a and E. It may be found graphically from the 
shunt characteristic as follows: 

Let gr } Fig. 352, be the shunt characteristic. Draw the field-resistance 
line oa, as is done in Figs. 320 and 321 (pp. 413 and 414). The line will 
have the appearance of being nearly vertical, owing to the fact that the 
abscissas are plotted to armature-current scale. The horizontal distances 
from the OY axis to line Oa give the value of field current for each value 
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of terminal voltage. By adding these distances horizontally to the shunt 
Characteristic, the total current is given by the resulting characteristic qe. 
For example, at point c on the shunt characteristic, the distance c'd! is 
added horizontally at cd } giving point d on the characteristic qe. 

The armature-resistance-drop line Ob is then plotted, assuming that 
the brush-contact resistance is constant. The voltage drop in the arma¬ 
ture is then proportional to the current. It is necessary merely to deter¬ 
mine the drop e'f at some value of 
current Oe '. That is, the voltage drop 

e'f' = (Oe')R a . 

Draw the line Of'b. The vertical 
distances from the OX axis, Oe' to 
Of' t give the armature drop for each 
value of current. Adding these drops 
to the characteristic qe , as ef = e'f is 
Fro. 352. Total characteristic of added at the point 6, the total 
“hunt generator. characteristic qf is obtained. 

The total induced emf multiplied by the total, or armature, current 
gives the total power developed by the armature. All of this power is 
not available, however, for two reasons. 

1. Some of this power is lost in the armature itself, appearing as I a 2 R a 
loss in the armature copper and in the brushes. 

2. Some of the armature output is consumed in heating the shunt held. 



Example. A 20-kw 220-volt shunt generator has an armature resistance of 0.07 ohm 
and a shunt-field resistance of 200 ohms. Determine power developed in armature 
when it delivers its rated output. 

Rated current 


Field current 


20,000 

220 " 


90.0 amp 


, 220 
l ’ “ 200 


1.1 amp. 


Armature current 


Induced volts 


7. - 90.9 + 1.1 - 


E - 220 + (92.0 ■ 0.07) 
Power developed in armature, 


92.0 amp. 

- 226.4 volts. 


P - 226.4'92.0 - 20,830 watts - 20.83 kw. Ane. 


The same result may be obtained by adding power losses as follows: 
Field loss 


Pf 


(220)* 

200 


242 watts. 
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Armature loss 

P. - (92.0)* • 0.07 - 592 watts. 

Power developed in armature, 

P - 20,000 + 242 + 592 - 20,834 watts - 20.83 kw (check). 


Current in the armature of a generator develops a motor torque, or 
countertorque (p. 483), which tends to drive the armature in the reverse 
direction. The prime mover, such as a motor, steam turbine, or water 
wheel, must overcome this countertorque. Thus this countertorque is 
the reaction in the generator which causes the prime mover to develop 
the energy necessary to drive the generator (also see Sec. 325, p. 482). 

306. Relation of Shunt Characteristic to Saturation Curve. It is 
pointed out in Sec. 303 (p. 443) that the shunt characteristic depends on 



the degree of saturation of the magnetic circuit and hence on that part 
of the saturation curve at which the generator iB operating. A method 
for determining the shunt characteristic directly from the saturation 
curve and the field-resistance line is as follows: 

a. Armature Reaction Negligible . Assume first that the armature reac¬ 
tion is so small as to be negligible. This condition often occurs with 
generators having commutating poles in which the brushes remain in the 
geometrical neutral. Figure 353 shows the saturation curve of a shunt 
generator taken at some definite speed. The dotted line is taken with 
increasing values and the solid line with decreasing values of field current. 
The field-resistance line is Oa, and the generator will build up along the 
dotted line to point a , neglecting the small drop in the armature due to 
the field current. Hence, (neglecting field current) a ' on the right-hand 
plot will be the generator terminal voltage when the armature current is 
zero. With the application of load, two effects cause the terminal voltage 
to drop, the resistance drop IJt a in the armature and the decreased field 
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current due to the lessened terminal voltage. The armature reaction is 
assumed to be negligible. 

When the generator has reached a condition of stability, two conditions 
must be fulfilled. The induced emf must lie on the descending portion of 
the saturation curve adb h as at some point b; the corresponding terminal 
voltage must lie on the field-resistance line at point c, since the field-circuit 
terminals are connected directly to the armature terminals. Moreover, 
points b and c must have the same abscissa, for the held current which 
gives the induced emf b is also produced by the terminal voltage corre¬ 
sponding to c. Furthermore, the distance be must be equal to I a R ay since 
the difference between the induced emf and the terminal voltage is equal 
to the armature-resistance drop. That is, the induced emf E at b is equal 
to the terminal voltage V at c plus the I a R a drop [see Eq. (341)]. Hence, 
c gives one value of terminal voltage. The corresponding armature cur¬ 
rent I a is found by dividing be by R a \ that is, I a = be + R a . This value 
of armature current is laid off at O'f along the axis of abscissas in the right- 
hand graph. The ordinate c is projected horizontally to meet at c' the 
ordinate erected at f. The point c ' is a point on the characteristic. Since 
b gives the induced emf for this value of armature current, b' is a point on 
the total characteristic. If the usual shunt characteristic is desired, the 
load current may be found by subtracting the field current from T a , either 
graphically by the method given in Fig. 352 or by subtracting numerically 
the value of field current corresponding to point c, Fig. 353, on the field- 
resistance line. 

A study of Fig. 353 shows that ordinarily there is a second place, as at 
biCi, where be may be fitted vertically between the saturation curve and 
the field-resistance line. Hence, there must be two values of terminal 
voltage corresponding to the same value of armature current. The load 
current will be slightly different in the two cases, since the values of field 
current are not the same. Point Ci, on the lower portion of the character¬ 
istic, gives the second value of terminal voltage corresponding to the 
given value of armature current. 

The maximum value of armature current may be found by drawing a 
tangent to the saturation curve at d parallel to the field-resistance line. 
The corresponding value of armature current /is found by dividing the 
vertical distance de by the armature resistance. This gives point e ' on 
the characteristic. 

With constant armature resistance, the distances be, de } etc., are propor¬ 
tional to the armature current. Hence, the abscissas for the character¬ 
istic may be found also by drawing a number of vertical lines between the 
saturation curve and the field-resistance line, determining the armature 
current for each of these lines by scaling. That part of the load curve JgH, 
Fig. 350, which begins at short circuit may be similarly determined. For 
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examplej in Fig. 353, b &2 equal to be is fitted between the dotted ascendr 
ing saturation curve and the field-resistance line Oa, giving point c{ on 
the load curve. Also, WcJ equal to 6*04 gives point C 2 r/ for the same value 
of current but for the lower value of voltage. 

As is pointed out in Sec. 301 (p. 434), the armature resistance is not con¬ 
stant but is a function of the armature current. An error results in 
assuming the armature resistance to be constant. Also, the ordinates of 
the saturation curve depend so much on the previous magnetic history of 
the iron that the curve does not ordinarily repeat itself accurately. A 
small percentage change in cither the saturation curve or the field-resist¬ 
ance line makes a much larger percentage change in their difference. 
Therefore, as would be expected, characteristics obtained by this method 
may not be exactly the same as those obtained by test, but they are suffi- 



Fio. 354. Relation of shunt characteristic to saturation curve—armature reaction included. 

ciently close to give a near approximation to the actual performance of the 
generator. 

It is shown in Fig. 351 (p. 444) that if the speed be increased with the 
same no-load voltage, the load voltage is less for each value of armature 
current. The reason for this is shown by Fig. 353. If the speed be 
increased and the no-load voltage be maintained constant by increasing 
the field resistance, the distances be, de will be decreased. Hence, for any 
gjlfpn terminal voltage, the armature current will be decreased, resulting 
ift; 9 r more drooping characteristic. 

[}$> Armature Reaction Not Negligible. In Fig. 354 let abfbi be the 
depending saturation curve with field ampere-turns as abscissas and oa 
tbPifield-resistance line with field ampere-turns as abscissas rather than 
fiqfct current. Consider a terminal voltage dd". Point d must be on the 
fi$ld-fe$istance line since the field is connected across the armature tcr- 
If there were no demagnetizing action of the armature, the 
corresponding to the field ampere-turos Od" would lie on the 
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saturation curve vertically over d f as b lies over c in Fig. 353. Under 
load, the armature reduces the total ampere-turns of the magnetic circuit 
by an amount d"c!\ where d"c" is equal to the armature demagnetizing 
ampere-turns (see Secs. 293, 296, 297, pp. 415, 424, 425). Hence, the net 
ampere-turns acting on the held are given by 0c". The corresponding 
induced emf must be c"6. 

The condition that the terminal voltage must be equal to the induced 
emf minus the I a R u drop must be fulfilled. Hence, be must be equal to 
the IoR a drop in the armature, where cd is equal and parallel to c"d". 
Therefore, triangle bed must have such a position that point b lies on the 
saturation curve, point d lies on the field-resistance line, and cd is parallel 
to the axis of abscissas. To determine the two sides of triangle bed , side 
be, or the I a R a drop, may be calculated as in a (p. 448), using the desired 
value of armature current. The armature demagnetizing ampere-turns 
per pole cd may also be calculated (see Secs. 293, 296, 297). Knowing 
be and cd, the right triangle bed is determined. It is then merely neces¬ 
sary to fit this triangle between the saturation curve and the field-resist¬ 
ance line, so that cd is parallel to the axis of abscissas, point b lies on the 
saturation curve, and point d on the field-resistance line. The ordinate 
d"d is the value of terminal voltage corresponding to the value of the 
chosen armature current. If the usual shunt characteristic is desired, it 
may be found readily by the method outlined in a. The pointB c' and d\ 
on the characteristic are then found by projecting horizontally to meet 
the ordinate I a , as before. 

If the saturation curve is plotted with field current as abscissas, rather 
than with field ampere-turns, it is merely necessary to divide the arma¬ 
ture demagnetizing ampere-turns by Nj , where Nj is the number of shunt- 
field turns per pole, in order to use the given scale of abscissas. 

Other values of armature current may be found as follows: If the armar 
ture resistance be assumed constant, both the sides be and cd of triangle 
bed are proportional to the armature current. Hence, the triangles for 
all values of armature current are similar, and when fitted properly 
between the saturation curve and the field-resistance line, their corre¬ 
sponding sides are parallel. Therefore, the hypotenuses are parallel to 
one another. That is, fg is parallel to bd, etc. To determine the arma¬ 
ture current for the terminal voltage corresponding to g, draw fg parallel 
to bd, intersecting the saturation curve at /. The armature current will 
be equal to fg to the same scale as bd. Triangle feg is drawn to corre¬ 
spond to the maximum value of armature current, the tangent drawn to 
the saturation curve at / being parallel to the field-resistance line. Point 
g' on the characteristic is found by projecting horizontally to meet the 
ordinate corresponding to the value of armature current determined from 
fg. If it be desired to obtain that part of the characteristic which gives 
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the return from short circuit, such as c*"c 2 ',Fig. 353, the dotted satura¬ 
tion curve for increasing values of field current is used, Fig. 354, and the 
procedure described in a followed. 

This method is subject to the same errors as those of a, that is, the 
armature resistance changes with the current and there are some vari¬ 
ations in the saturation curve. Oh account of saturation, particularly 
of the pole tips and armature teeth, the effects of armature reaction can¬ 
not be determined with high precision/ However, a moderately close 
approximation to the performance of the generator can be obtained with 
the two methods. 

307. Compound Generator. The drop in terminal voltage with load, 
which is characteristic of the shunt generator, makes this type of gener¬ 
ator undesirable where constancy of voltage is essential. This applies 



Fia. 355. Connections of compound generator (short-shunt). 

particularly to lighting circuits, where a very slight change of voltage 
makes a material change in the candlepower of incandescent lamps. A 
generator may be made to produce a substantially constant voltage, or 
even a rise in voltage as the load increases, by placing on the field core a 
few turns which are connected in series with either the load or the arma¬ 
ture. These turns are connected so as to aid the shunt turns when the 
generator delivers current, Fig. 355. As the load increases, the current 
through the series turns also increases and, therefore, the flux increases. 
The effect of this increased flux is to increase the induced emf. By 
adjustment of the series ampere-turns, this increase in induced emf may 
be made to balance the combined drop in voltage due to armature reac¬ 
tion and to armature resistance. Since the terminal voltage usually 
remains either substantially constant or increases with load, the field 
current does not decrease as the load increases. Therefore, of the 
three causes for the drop in terminal voltage with the shunt generator— 
namely, armature reaction, armature-resistance drop /,/?«, and decrease 
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in field current, Fig. 350,—the series-field ampere-turns compensate for 
the effects of the first two, and the last does not occur. In fact, with 
the overcompounded generator (below), there is an actual increase in 
shunt-field current with load. 

The shunt field may be connected directly across the armature termi¬ 
nals, Fig. 356(a), in which case the generator is short-shunt. If the shunt 

_L=i 


Shunt 

fiwlct 


(a) Short shunt (b) Long shunt 

Fig. 356. Compound-generator connections. 

field be connected across the generator terminals outside the series field, 
Fig. 350(5), the generator is long-shunt. With the short-shunt connec¬ 
tion, the series field is excited by the load current, and with the long- 
shunt connection, it is excited by the armature current. Hence, in the 
Bhort-shunt connection the shunt-field current is slightly greater and 
the series-field current slightly less than in the long-shunt connection. 
Accordingly, the load characteristic is practically the same with either 

connection. 

If the effect of the series turns 
is to produce the same voltage 
at rated load as at no load, the 
machine is flat-compounded, Fig. 
357. It is seldom possible to main¬ 
tain a constant voltage for all 
values of current from no load to 
rated load. The tendency is first 
for the voltage to rise and then to 
drop, reaching the same voltage at 
rated load as at no load. The shape 
of the characteristic is due to the saturation of the iron, so that the series 
ampere-turns do not increase the fiux at full load proportionately as 
much as they do at light load (see Sec. 308). When the rated-load volt¬ 
age is greater than the no-load voltage, the machine is overcompounded. 
When the rated-load voltage is less than the no-load voltage, the machine 
is under compounded. Generators are seldom undercompounded. 



Fig. 367. Compound-generator character¬ 
istics. 
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Flat-compounded generators are used principally in isolated plants, 
such as hotels and office buildings. The size of the conductors in the dis¬ 
tribution system of such plants is determined almost entirely by under¬ 
writers' requirements as to safe current-carrying capacity. Wires con¬ 
forming to these requirements are usually of such size that only a very 
small voltage drop takes place between the generator and the various 
loads. 

Overcompounded generators are used where the load is located at a 
considerable distance from the generator. As the load increases, the 
voltage at the load tends to decrease, owing to the voltage drop in the 
feeder. If, however, the generator voltage rises just enough to balance 
this feeder drop, the voltage at the load remains constant. ^ 

Example. Consider the conditions shown in Fig. 358(a). A certain load is 4,000 ft 
distant from the generator. The load is supplied over a 500,000-cir-mil feeder. 
The no-load voltage of the generator is 500 volts. It is desired to maintain the load 

548 
500 


> 

0 100 200 300 

Amperes 

TaT cb) 

Flo. 358. Over compounded generator maintaining constant voltage at end of feeder. 

voltage at a substantially constant value of 500 volts from no load to the maximum 
demand of 300 amp. Determine characteristic of generator. 

If the feeder operated at “normal" density, the current would be 500 amp, or 0.001 
amp per cir mil (Sec. 46, p. 51) and the drop would be 0.01 volt per ft, making a 
total drop of 80 volts. 

The actual drop is 

(300 -5- 500)80 - 48 volts. 

The generator terminal voltage should rise from a no-load value of 500 volts to 
548 volts when 300 amp is being delivered to the load, Fig. 358(6). 

Compound generators are usually wound so as to be somewhat over¬ 
compounded. The degree of compounding can then be regulated by 
shunting more or less current from the series field. To do this a low- 
resistance shunt, called a diverter , is used, Fig. 359. 

Compound generators which supply 3-wire distribution systems usually 
have two series-field windings, one connected to each side of the armature. 
There are two separate series windings on each pole, one winding being 
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c onne cted to the positive terminal and the other to the negative terminal 
of the generator, Fig. 430 (p. 549). 

In a compo un d generator, the induced emf in the armature is 

E = V + IJI.+ IaR* (342) 


where V is the terminal voltage, I a the series-field current, /«the armature 
current, and R a and R a the resistance of the series field and armature. If 
a diverter is used, R «is the equivalent parallel resistance of the series field 

and diverter, and /, is the com¬ 
bined current in the series field 
and diverter. In a long-shunt 
generator, /. = I a . 


D/vmr+tr 0.03 ft 



Example. In a compound generator, 
connected short-shunt, the terminal 
voltage is 230 volts when the generator 
delivers 160 amp, Fig. 369. The shunt- 
field current is 2.5 amp, armature resis¬ 
tance 0.032 ohm, series-field resistance 
0.015 ohm, and diverter resistance 0.030 ohm. Determine: (a) induced emf in 
armature; (b) total power generated in armature; (e) distribution of this power. 

The combined series-field and diverter current is 150 amp. 

(a) Series-field current 

0.030 

» 100 amp. 


I. - 150 


0.015 + 0.030 


Diverter current 


l A - 150 


0.015 


0.015 + 0.030 


50 amp. 


Combined equivalent resistance of series field and diverter, 

W - 0.010 ohm. 


R• 


0.015 T 0.030’ 


Voltage drop in series field and diverter, 
E' - 150 ■ 0.010 - 1.50 volts. 


Armature current 

/« ^ 152.5 amp. 

Induced emf 

E - 230 + 1.6 + 152.5 • 0.032 - 236.4 volts. Ana. 
(b) Total power generated, 

P. - 236.4 152.5 - 36,050 watts - 36.05 kw. Aw. 
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(c) Armature loos 

PJ - 152.5* 0.032 - 744 watts. Ana. 

Series-field loss 

P. - 100* ■ 0.015 - 150 watts. Ana. 

Diverter loss 

Pd * 60* ■ 0.030 — 75 watts. Ana. 

Shunt-field loss 

Pa - (230 + 1.5)2.5 - 579 watts. Ana. 

Power delivered 

P * 230 ■ 150 - 34,500 watts. 

Total = 36,048 watts (check). 

308. Relation of Compound Characteristic to Saturation Curve. The 
characteristic of the compound generator may be determined from the 



Fio. 360. Relation of compound characteristic to saturation curve. 

saturation curve and field-resistance line just as with the shunt generator. 
In Fig. 360(a) is shown the saturation curve of a compound generator, 
plotted with shunt-field ampere-turns per pole as abscissas, and 0a, the 
field-resistance line, with field ampere-turns as abscissas rather than 
field current. Assume that the generator is long-shunt, so that the arma¬ 
ture and series-held currents are the same. At no load, the voltage drop 
in the armature and series field, due to the shunt-field current, may be 
neglected. Moreover, this small drop is offset at no load by the series 
ampere-turns due to the shunt-field current in the series field. Thus at 
no load the terminal voltage is the emf at the intersection of the field- 
resistance line with the saturation curve at a and is shown as O'a' in (6). 

Consider a value of terminal voltage bb". Since 66" represents terminal 
voltage, point & must lie on the field-resistance line. The corresponding 
shunt-field ampere-turns are given by 06". Let 6c equal the series-field 
ampere-turns per .pole, where I a is both the series-field and the 
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armature current, the generator being connected long shunt. JV. is the 
number of series turns per pole. The total ampere-turns per pole must be 
the sum of the shunt ampere-turns Ob" and the series ampere-turns b"c", 
giving total ampere-turns Oc ". Were it not for the demagnetizing 
ampere-turns, the induced emf would be found on the saturation curve at 
the point of intersection with ordinate c"c. The armature demagnetizing 
ampere-turns are given by cd or c”d n . These must be subtracted from 
the total ampere-turns Oc" in order to obtain the net field ampere-turns 
per pole Od". Hence, the induced emf is equal to d"e. 

As before, the terminal voltage bb" must be equal to the induced emf 
minus the I a (R a + R») drop, where R ■ is the resistance of the series field. 
Hence, ed is equal to I a (Ra + R„). 

At no load the shunt-field ampere-turns are equal to On", Fig. 360(a), 
and under the given conditions of load they have increased to Ob", an 





Fig. 361. Compound characteristic and saturation curve. 


increase of a"b" amp-turns. Hence, with overcompounding there is an 
actual increase in shunt-field current- with load. 

To plot the characteristic, the value of I a is assumed. The triangle bee 
is then determined; be = IJV.; cd = I a Ni> -s- P'; ed = l a (R a + R .). 
( Nd = armature demagnetizing turns per pole; P' — parallel paths in 
armature.) The triangle bee is so placed that be is parallel to the axis of 
abscissas, point e lies on the saturation curve, and point b lies on the field- 
resistance line. The line be is extended to the right to meet the ordinate 
erected at I a , giving c' as a point on the characteristic. If it is desired to 
plot the load current as abscissa, the field current may be subtracted, 
either graphically or numerically, its value (ob" -£- N ) being determined 
from the saturation curve (see p. 448). 

The method of determining some other point Ci on the characteristic is 
indicated in Fig. 361, which shows the upper portion of the saturation 
curve of Fig. 360(a) to larger scale. Assume that point ci corresponds to 
an armature current = J^/ a . The triangle bieici, similar to bee, is 
drawn, each side being one-half the length of the corresponding side of 
triangle bee . Triangle biCiei is placed so that side b\d\Ci is parallel to the 
axis of abscissas, ci lies on the saturation curve, and bi lies on the field- 
resistance line. The point c/ on the characteristic is found as before by 
extending the line b\d\C\ to meet the ordinate at IJ. 
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If the load current is being increased, oae, Fig. 360(a), and aeie, Fig. 
361, must he the saturation curve taken with increasing values of field 
current; if the load current is being decreased, oae, Fig. 360(a), and ee x a, 
Fig. 361, must be the saturation curve taken with decreasing values of 
field current. 

If the saturation curve at aeie, Fig. 361, has curvature, the characters 
istic a'ci'c ' will not be a straight line [see Figs. 357 and 358 (6), pp. 452 and 
453]. If I a is the rated armature current of the generator and the 
generator is fiat-compounded, points a and 5 coincide (Figs. 360 and 361). 

In Figs. 360 and 361 the abscissas are ampere-turns. If the abscissas 
are shunt-field current, it is merely necessary to multiply the series-field 
ampere-turns and the armature ampere-turns by N./N,h to adapt them to 
the scale of shunt-field current. (N ah = shunt-field turns per pole.) 



309. Effect of Speed. Figure 3G2(a) shows the saturation curve of a 
230-volt compound generator connected long-shunt taken at 1,000 rpm. 
The shunt-field rheostat is adjusted so that the generator builds up to a 
no-load voltage of 230 volts, and the corresponding number of shunt-field 
ampere-turns is given by Oa '. When load is applied to the generator, in 
accordance with Sec. 308, Figs. 360 and 361, the mmf of the field is 
increased by the series-field ampere-turns an amount I a N § , or be, Fig. 
362(a). Also, if the generator is overcompounded, the shunt-field 
ampere-turns are increased by the amount a'b'. From Sec. 308, the ter¬ 
minal voltage c r c for any given value of armature current I a is obtained by 
placing the triangle bee so that b is on the field-resistance line and e is on 
the saturation curve. Now let the same generator he speeded up to 1,200 
rpm, and let the no-load terminal voltage still be 230 volts, Fig. 362(5). 
For the same value of armature current /», the triangle bee remains 
unchanged. When it is now fitted to the field-resistance line and satura¬ 
tion curve, the terminal voltage becomes c"c, which is considerably 
greater than e'e in (a^. Accordingly, the load characteristic for 1,200 
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rpm lies above the one for 1,000 rpm, Fig. 362(c). (Armature current 
rather than load current is plotted.) The greater increase in terminal 
voltage at the higher speed is obviously due to the lesser saturation of the 
iron at the higher speed. Note that the effect of speed on the compound 
characteristic is just the reverse of the effect of speed on the shunt charac¬ 
teristic, Fig. 351 (p. 444). This is due to the fact that in each case satura^ 
tion tends to prevent change of flux. 

310. Determination of Series Turns; Armature Characteristic. It is 
often desired to determine experimentally the number of series turns 
necessary to be placed on the poles of a shunt generator in order to make 
it either flat-compounded or to give it any desired degree of compounding. 

To make the determination, adjust the no-load voltage to the desired 
value, and let the corresponding value of shunt-field current be h. Load 
the generator to its rated load, and by means of the field rheostat bring 
the terminal volts to the desired value. Let the corresponding value of 
shunt-field current be h. The necessary increase of field ampere-turns is 


(/. - h)N. k 

where N atl = shunt-field turns. Either turns per pole or total turns may 
be used. 

Let I be the rated-load current of the generator and N, the necessary 
series turns for the desired degree of compounding. Then, if the gener¬ 
ator is flat-compounded, 

N m 1 = ( I 2 — Ii)N'h amp-turns. 

N. = j 7l) N.„ turns. (345, 


If the generator is overcompounded, the increase in voltage with load 
produces an increase in the shunt-field current (p. 456) and hence a part of 
the increase in ampere-turns required to produce the overcompounding is 
supplied by the shunt field. Let Z 3 be the increase in shunt-field current 
due to overcompounding. This is equal to a"6", Fig. 360(a) (p. 455) v 
divided by N&. Hence, 


or 


(/i - h)N ah - N t I + N^i amp-turns, 


_ (/« “ 7i ~ Iz)N. k 
/ 


turns. 


(344) 


Eq. (344) also applies to undercompounded generators if the sign of J» 
is reversed, since it now represents a decrease in field current. 

Since, in (343) and (344) I is the rated-load current, the equation 
applies to the ahortshunt connection, for with this connection the series 
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field is directly in series with the load. If it were desired to use {343} axid 
(344) with the long^hunt connection, the experiment should be conducted 
with the ammeter in the armature circuit. The armature current 7„ 
should then be substituted for the load current /. Little difference would 
be noticed in the two cases since the shunt-field current rarely exceeds 
3 per cent of the armature current and the differences due to hysteresis 



Fig. 363. Connections for obtaining armature characteristic. 


in the magnetic circuit of the generator would probably exceed any effect 
due to the particular shunt-field connection. 

The number of series turns for flat compounding may be obtained also 
by means of the armature characteristic. The load is applied to the 
armature in the usual way. It is preferable to excite the field separately, 
as shown in Fig. 363. Load is applied, and the terminal voltage is main¬ 
tained constant by means of the shunt-field rheostat. Corresponding 
values of field current and armature 
current are noted. When the two 
are plotted, Fig. 364, the resulting 
•mrve is the armature characteristic. 

Owing to saturation the rate of in¬ 
crease of field current is greater for the 
higher values of armature current. 

The shunt-field ampere-turns neces¬ 
sary to maintain constant voltage 
across the armature terminals are 
given by N § h(bc). If Oa is the rated- 
load current and the generator is connected short-shunt, the number of 
series turns for flat compounding, with reference to the voltage at the 
armature terminals, is 

turns. (345) 



Armature current \ 


Fig. 364. Armature characteristic. 


N. 


v — 

N,h 0a 


Because of the drop in the series field the voltage at the generator termi¬ 
nals is slightly less than the value given by (345) for flat compounding. 
If the series-field resistance be known, the field current ac, Fig. 364, may 
be changed to a value ae' (not shown in Fig. 364) which at rated load 
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gives a voltage equal to the no-load voltage plus the series-field drop. 
The series turns for flat compounding then take the value 

N, = N.k turns. (346) 


If commutating poles are used, their voltage drop, like that in the arma¬ 
ture, is included in the voltage adjustments during the experiments. In 
both (345) and (346), the very small drop in the armature, due to the 
shunt-field current, is neglected. 

If the generator is connected long-shunt, the value Oa represents the 
Value of armature current at rated load, (345) and (346) may then be used. 


R JJX H HL 
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(b) Brushes ahead 
Fia. 365. Compounding effect of commutating poles. 


311. Compounding Effect of Commutating Poles. Flux enters and 
leaves the armature through the commutating poles (Figs. 345 and 346, 
pp. 438 and 439), and the magnitude of this flux is nearly proportional to 
the armature current. If the flux from each commutating pole divides 
equally on the two sides of the conductor connected to the commutator 
segment directly under the center of the brush, there is negligible com¬ 
pounding effect of the commutating poles. Practically, it is not always 
possible to place the brushes in this ideal position. 

It also happens frequently that when the brushes are adjusted to give 
what appears to be the best commutation conditions, their positions may 
be such that a coil side to which the brush is connected at the instant is 
At one side of the commutating-pole flux, Figs. 365(a) and (5), rather than 










GENERATOR CHARACTERISTICS 


m 


at the center of this flux. For example, in (a) the brushes are bade of 
the center of the commutating-pole flux. Consequently the portion abe 
of this flux adds to the 5-pole flux between brushes, and the portion a'6V 
adds to the A^pole flux. The small area abd subtracts from an N -pole 
flux, and the small area a'b'd' subtracts from an 5-pole flux. The net 
effect, however, is to increase the flux between brushes, and the commu¬ 
tating poles tend to overcompound the generator. 

If, on the other hand, the brushes are moved ahead of the center of the 
commutating-pole flux, as in (b), the flux corresponding to the area abc 
will subtract from an JV-pole flux and the flux corresponding to the area 
a'&V will subtract from an 5-pole flux. The small flux areas bed mid 
b'c'd' add to 5-pole and JV-pole flux, respectively. Thus, the net effect 
of the commutating poles in this 
case is to compound the generator 
differentially. This is usually 
undesirable, and some care should 
be taken, therefore, in determin¬ 
ing the brush position. Thus the 
commutating poles may have 
the effect of a series winding on 
the operating characteristics of a 
generator. These compounding 
effects may become distinctly 
detrimental in the operation of a 
motor. 

312. Series Generator. In the 
series generator the field winding 
is connected in series with the armature and the external circuit. It con¬ 
sists necessarily of comparatively few turns of wire having sufficiently 
large cross section to carry the rated current of the generator. 

The series generator in most instances is used for constant-current work, 
in distinction to the shunt generator, which maintains constant potential. 
Figure 366 shows the saturation curve of a series generator and also its 
external characteristic. The saturation curve differs in no way from that 
of the shunt generator. Also, at low saturation the external character¬ 
istic is similar in shape to the saturation curve. The voltage at each 
point on the characteristic is less than that shown by the saturation 
curve, by the amount due to the drop through the armature and field 
IJfia + R .) and the drop due to armature reaction. The curve reaches 
a maximum beyond which armature reaction becomes so great as to 
cause the curve to drop sharply, and the terminal voltage drops rapidly 
to aero. Series generators are designed to have a very high value of 
armature reaction. 
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The generator builds up as follows: If the senes field is connected in 
such a manner that the current due to residual magnetism aids this 
magnetism, the generator will build up, provided that the external resist¬ 
ance equals or is less than that indicated by the external-resistance line 
Oa. The line Oa is called the critical external-resistance line. As the 
external resistance decreases, the external-resistance line swings down to 
the right, as is discussed for the shunt generator in Sec. 288 (p. 411). 
The line Ob is such a line. It would be practically impossible to operate 
with an external resistance corresponding to the line Oa, or to any line 
cutting the curve to the left of d, as a small increase in external resist' 
ance would swing the resistance line away from the curve, resulting in 
the dropping of the load. The generator is designed to operate along the 
portion be of the characteristic, which corresponds to substantially con¬ 
stant current. The current is not affected by a considerable change in 
external resistance. This may be seen by swinging the external-resistance 
line Ob over a considerable arc. To obtain close regulation, the scries 
field is shunted by a rheostat, whose resistance is controlled by a solenoid 
connected in series with the line. In this way the current delivered by 
the generator may be held very nearly constant. 

In early days series generators were used to supply arc lamps in series 
for street lighting. The Brush arc generator and the Thomson-Houston 
generator were common examples of such machines. Both of these have 
open-circuit armatures (see Sec. 263. p. 371). As the voltage on the com¬ 
mutator is 2,000 to 3,000 volts, the commutators have wide gaps between 
segments. Such generators have long since become obsolete. 

Until 1937, the Thury system 1 was used in Europe to transmit power 
at high voltage with direct current. The voltage, which was as high as 
50,000 volts, was obtained by connecting several series generators in series 
and transmitting at constant current. The voltage increased with the 
load. Each generat or had two commutators, one at each end of the arma¬ 
ture. The potential ran as high as 5,000 volts per commutator. Regu¬ 
lation was obtained by shunting the fields. The power was utilized by 
series motors connected in series with the line at the desired points. 

313. Series Booster. Series generators are occasionally used as 
boosters on d-c feeders. When the voltage drop on a particular feeder 
becomes excessive, it may be more economical to install a booster and 
utilize it at peak load than to invest in more copper. The booster is a 
series generator operating on the straight portion of the saturation curve, 
the terminal voltage being proportional to the current. Likewise, the 
voltage drop in the feeder is proportional to the current in the feeder. 
If the generator be connected in series with the feeder, Fig. 367(a), and 

‘See "Standard Handbook for Electrical Engineers,” 8th ed. t Sec. 13, p. 1171, 
McGraw-Hill Book Company, Inc. 
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adjusted properly, its terminal volts may be made always equal to the 
drop in the feeder, Fig. 367(6), and the voltage at the load may be main¬ 
tained constant. The booster is direct-connected to a shunt motor 
which takes its power from the bus bars. If the driving power should 
in any way be removed, the series generator will reverse and operate as a 
motor. The speed of a series motor without load is practically unlimited, 
and it will run away and tear itself to pieces. Therefore, such a booster 


Mofat Booster 




<b) 

Fio. 367. Herios booster. 


should never be belt-driven and should have some device to prevent its 
running away. 

314. Effect of Variable Speed on Characteristics. When a generator 
is being tested to determine its characteristic or its regulation, it is 
assumed that the generator speed is maintained at a constant value, the 
rated speed of the generator. Any drop in voltage resulting from a drop 
in speed of the prime mover or driving motor is not chargeable to the 
generator. In practice, a drop in speed with load in the case of the prime 
mover is often unavoidable, and the regulation of the generator is made 
to include the voltage drop due to this decreased speed. In writing 
specifications, the regulation of the generator when driven by its prints 
mover should be specified. Speed correction applied to the characteristics 
of generators is quite involved, because of the many factors which enter. 
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AUTOMATIC VOLTAGE REGULATORS 

It is pointed out that the voltage of a generator varies with the load, 
speed, etc. By means of an automatic regulator, the voltage of a gener¬ 
ator can be maintained constant even under rapid fluctuations of load. 
In addition, compensation may be made for line drop. These automatic 
regulators usually operate through the field of the generator or the field 
of an exciter to vary the field current with changes in line voltage. 

For a long time the Tirrill regulator was almost the only type used. 
Regulation was effected by the cutting in and out of resistance in the 
field circuit, usually in the field of the exciter, by contacts. When the 
voltage became too low, the contacts closed, short-circuiting a portion 
of the field rheostat; when the voltage became too high, the contacts 
opened, inserting resistance in the field circuit. At each operation, the 
regulator overcorrected so that the contact points vibrated continuously 
and the time lag of the field current produced an essentially steady volt¬ 
age. ThiB type of regulator has in large measure been replaced by the 
direct-acting rheostatic type because of the lesser likelihood of contacts 
sticking and also because of lesser maintenance. 

316. Direct-acting Regulator. The type GDA regulator, manufac¬ 
tured by the General Electric Company, is a direct-acting rheostatic 
type with the regulating rheostat as part of the regulator itself. The 
rheostat consists of stacks of graphite plates, each plate being pivoted at 
the center by a metallic member. At the back the plates are separated 
from one another by an insulating spacer, and at the front 1 > 3 ' a silver 
button. When the plates are all tilted forward, the silver buttons form a 
continuous short circuit and the resistance of the regulating rheostat is a 
minimum. When the plates are all tilted backward, the current path is 
through all the plates and pivots and the regulating resistance of the 
rheostat is a maximum. The value of the regulating resistance thus 
depends on the number of plates that are tilted either backward or 
forward. 

A diagram of the regulator is shown in Fig. 368. A U-shaped iron 
cpre 2 is magnetized by a coil 1, connected across the generator terminals 
in series with a resistor and voltage-adjusting rheostat. A torque arma¬ 
ture of iron 3 tends to align itself between the poles of the iron core 2 
but is restrained by the spring 4. The torque system actuates an adjust¬ 
able link 5, which in turn operates the rheostatic element through the 
equalizing bar 6. In order to prevent oscillations, a dashpot 7 is con¬ 
nected to the torque-system shaft through a leaf spring 8, acting as a 
lever. The spring 8 permits a rapid instantaneous movement of the 
mechanism at the instant a change in voltage occurs. The plate 9 and 
screws 10 are for purposes of adjustment. 
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The regulator is normally at rest. If a drop in generator voltage 
occurs, the current in coil 1 decreases and the flux is weakened. The 
spring 4 overcomes the torque of the armature 3, and the shaft rotates in 
a clockwise direction, causing a downward pull on the link 5. This causes 
some of the plates to tilt forward, thus cutting out some of the resistance 
in the generator-field circuit. The voltage rises, and equilibrium between 



Fig. 368. Schematic drawing and diagram of type GDA geneTator -voltage regulator. 
(General Electric Company.) 

the Bpring and armature is restored. The reverse process occutb with an 
increase in generator voltage. 

SPECIAL TYPES OF GENERATOR 

316. Unipolar, or Homopolar, Generator. 1 In the ordinary d-c genera¬ 
tor, an alternating emf is generated, and the resulting current must be 
rectified or commutated. In the unipolar generator, however, a unidirec¬ 
tional emf is generated and no commutator is necessary. 

The principle of the unipolar generator is that of Faraday’s disk 
dynamo, Fig. 369(a). If a disk be rotated between the poles of a magnet, 
an emf is induced between the center and rim of the disk. Current can be 

1 For a more complete discussion Bee “Standard Handbook for Electrical Engi¬ 
neers," 8th ed., Sec. 8, Par. 197 et seq., McGraw-Hill Book Company, Inc. 
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taken from the disk by placing a brush at the center and another at the 
rim. The disk shown in Fig. 369(a) would not be practicable because the 
emf is induced at one portion of the disk only, and current can circulate 
through the disk even when the external circuit is open. If an annular 
pole be used, Fig. 369(b), an equal emf is induced along each radius of the 
disk and the current has no return path in the disk itself. 

Figure 369(c) shows in perspective a commercial type of unipolar 
generator with one-quarter cut away. The brushes bb are of one 
polarity, shown negative, and the brush (a) is of the opposite polarity, 
shown positive. 

A hole in the casing allows access to brush (a). Such generators are 
sometimes made with a rotating cylinder and are said to be of the axial 
type. 



Fig. 369. Unipolar gen orator. 


The chief disadvantage of the unipolar type of generator is the very 
low emf induced, even at high speeds. It is necessary to connect several 
disks in series in order to obtain commercial values of voltage. The gen¬ 
erator in Fig. 369(c), having an armature diameter of about 20 in. and 
running at 3,000 rpm, would give only about 40 volts. Another disad¬ 
vantage is the difficulty of conducting the current from the disk at the 
high speeds at which these generators are necessarily run. Their field of 
application is that of a high-speed, turbo-driven generator, designed for 
high currents at low voltages. Because of the superiority of coil-wound 
generators, the use of the unipolar generator has been very limited. 

317. Third-brush Generator. In some types of small generator, par¬ 
ticularly those which operate at variable speed, such as automobile gen¬ 
erators, advantage is taken of armature reaction to regulate the current. 
Were an ordinary shunt or compound generator used in an automobile to 



GENERATOR CHARACTERISTICS #67 

charge the battery, the generator would be lightly loaded at low speeds 
and too heavily loaded at the higher speeds. 

A common method of regulating automobile generators is the third- 
brush method, in which the shunt field is connected between one of the 
main brushes and a small third brush Located between the two main 
brushes, Fig. 370. In the figure, A is the positive main brush, and B is 
the negative main brush, which is usually grounded to the frame of the 
car or engine. 

The auxiliary, or third, brush C is placed at an angle of about 60° from 
brush B in the direction opposite to the direction of rotation. The shunt 
field is connected between the brush C and the positive brush. In Fig. 
370(a) the flux through the armature under light-load conditions is shown 




Fig. 370. Third-brush generator. 

diagrammatically. There is negligible armature reaction [see Fig. 322(a), 
p. 416). The voltage across the field will be substantially the emf induced 
in the conductors connected in series between d and e, which cut the flux 
included between brushes A and C . 

If the speed of the generator increases, other factors remaining con¬ 
stant, the emf will increase and the generator will deliver a greater cur¬ 
rent. This current, however, distorts the magnetic field in the direction 
of rotation, Fig. 370(6) [also see Fig. 322(c), p. 416]. The effect is to 
transfer the flux from between conductors d and c to the region between 
brushes C and B. Since the total emf between conductors d and e, and 
hence the voltage across the field, is proportional to the flux between con¬ 
ductors d and c, the effect of the increased speed will be compensated in 
part at least by the lesser flux and the current will increase only slightly if 
at all. A study of Fig. 370(6) shows that the current may be increased by 
moving the third brush Cin the direction of rotation and the current may 
be decreased by moving it against the direction of rotation. 

When such generators are used to charge batteries, as in automobiles, 
there should be a cutout rela 3 r which connects the battery to the gener* 
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ator only alter the generator has built up to a voltage slightly higher 
than that of the battery. If the generator slows down, this relay opens 
when the current reverses and begins to flow from battery to generator. 1 

318. Diverter-pole Generator. 2 The diverter-pole generator is a com¬ 
pound generator in which the voltage is controlled by shunting more or 
less of the main flux away from the armature by means of a magnetic 
shunt. The characteristics thus obtained have certain advantages over 
those of the usual compound generator, particularly for battery charging. 
Diagrams of the generator at no load and at full load are shown in Fig. 
371. Small diverter poles D are placed midway between the main poles, 
and each divertor pole is connected to a main pole by means of a mag¬ 
netic bridge B. In each magnetic bridge there is a longitudinal slot S', 
the object of which is to restrict the cross section of the magnetic bridge 



(a) No load <b> Full load 


Fio. 371. Magnetic-flux distribution in divorter-pole generator. 

at that point and thus to cause the iron at the slot S' to be easily satu¬ 
rated. Series turns are wound on the diverter pole, the winding being in 
such a direction as to produce a polarity which is the same as that of the 
main pole to which the diverter pole is connected. 

The no-load conditions are shown in Fig. 371(a). The excitation of 
the diverter poles is zero, and a considerable portion of the main flux is 
shunted to the yoke by the diverter pole, the shunting effect being limited 
by the saturation in the bridge at slot S'. The effect, of the slot may be 
considered also from the point of view of magnetic potential. The con¬ 
siderable drop in magnetic potential through the saturated portion S' of 
the bridge raises the magnetic potential of the main pole face with respect 
to the armature and thus causes a substantial portion of the total flux to 
enter the armature from the bridge itself. 

*See Dawes, C. L., “Industrial Electricity,” Part I, McGraw-Hill Book Com¬ 
pany, Inc. 

1 Smith, E. D., “The Diverter Pole Generator,” 7Vans. AIEE , Vol. 47, p. 1412, 
October. 1928 
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In Fig. 371(b) the magnetic conditions of the generator under load we 
shown. The series turns on the upper diverter pole act to drive the flux 
downward and therefore to force the leakage flux, which went through 
the diverter pole, into the bridge and down into the armature. This 
action may also be considered from the point of view of magnetic poten¬ 
tial. The series ampere-turns act to raise the magnetic potential of the 
bridge, and as a result more flux will enter the armature. 

Typical characteristics of this type of generator, operating shunt or 
self-excited and separately excited, are shown in Fig. 372. The flat 
nature of the characteristics should be noted. 

The principal use of this generator is in the charging of storage bat¬ 
teries. It is not open to the objection of the shunt generator, in which 



the voltage drops with load, or of the compound generator, the charac¬ 
teristics of which are convex, due to saturation (Fig. 357, p. 452). The 
linear characteristic of the diverter-pole generator is due to the fact that, 
with increase of load, additional flux is not added to the main pole to 
saturate it, but leakage flux is merely diverted into the armature. IJnlike 
the straight-compound type, this generator will not run away when it 
accidentally "motors.” The series turns cannot cause any reversal of 
flux in the main field because the restricted sections of the bridge limit 
the flux which can go through the bridge. Moreover, flux from the 
diverter poles into the armature is limited by the saturation of these poles 
themselves. As these poles act along the brush axis, they have little 
effect on the emf in the armature. The diverter poles also have the 
advantage that they provide along the brush axis a flux of the correct 
polarity for assisting commutation and hence act like commutating poles. 
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319. Electric-welding Generators. Electric welding is now widely 
used in the fabrication of iron and steel. Because of the steady stream 
of ions between anode and cathode, a d-c arc is more easily maintained 
than an a-c arc and is preferred for many types of welding. The charac¬ 
teristics of the arc-welding generator must be adapted to meet the special 
conditions determined by the arc. 

The generator must be able to operate intermittently from open cir¬ 
cuit, before the arc is struck, to Bhort circuit, which occurs when the 
arc is struck or when globules of molten metal short-circuit the arc. The 
volt-ampere characteristics of the generator must be such that the arc is 

stable. The length of arc, and hence 
the current and voltage, vary rapidly 
with time so that the generator 
operates continuously under transient 
conditions, changes taking place with 
considerable rapidity. 

In Fig. 373 is shown a conventional 
shunt characteristic A. This type 
of characteristic is not suited to arc 
welding since, with welding, the cur¬ 
rent would vary widely with small 
changes of voltage, and the arc 
demands that the voltage shall go at 
times to short circuit. When the 
shunt characteristic goes to short 
circuit, conditions become unstable, 
Fig. 350 (p. 442). However, the char¬ 
acteristics B and C are well adapted 
to arc welding. In each of these characteristics the voltage at no load is 
90 volts, which is well above the voltage, about 45 volts, necessary to 
maintain an arc. The currents at short circuit are nominal and definite. 
Compared with a conventional characteristic such as A t in B and C the 
current varies only moderately with voltage, so that the arc is stable and 
the current can be controlled by the operator. 

It is to be noted that B and C are steady-state characteristics. That is, 
the value of the voltage for each value of current is determined after con¬ 
ditions have become steady. 

In practice, the generator would not ordinarily operate according to 
characteristic B or C, because of the transient conditions of the arc. 
Consider the usual shunt generator. The load characteristic is deter¬ 
mined by the armature-resistance drop, the variation in field current due 
to change in terminal voltage, and the armature reaction (p. 443). As 
time is required to change a magnetic field (p. 320), the change in flux 
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Fig. 373. Operating characteristics of 
shunt and arc-welding generators. A. 
Conventional shunt generator. B. 
Steady-state characteristic of welding 
generator, B Dynamic or transient 
characteristic of welding generator. C. 
Steady-Btate characteristic of welding 
generator with larger values of current. 
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due to armature reaction cannot occur immediately with a sudden change 
of load. Therefore, at the instant that a new value of current is reached, 
the terminal voltage will not be that corresponding to the steady-state 
value. These same magnetic relations exist in the welding generator. 
For example, with rapidly increasing load a portion of the transient char¬ 
acteristic corresponding to the steady-state characteristic B may be B f . 
The characteristic B' is not well adapted to welding. 

Moreover, a change of flux in the magnetic circuit induces currents in 
the iron and in the field circuit. By Lens's law (p. 299), these induced 
currents oppose any change in the flux producing them. Hence, the 
induced currents cause an additional 
retardation in the change of flux with 
change in load and also cause a further 
increase in the departure of the dynamic 
from the steady-state characteristic. 

In welding generators, these difficulties 
are overcome in part by laminating the 
magnetic circuit so as to reduce the [N 
induced currents in the iron. An induc¬ 
tance or reactor is frequently connected in 
series with the load. The inductance 
opposes change in current (p. 321). 

Actually, with change of current, the emf 
of self-induction acts in such a direction 
as to bring the transient characteristic 
JB' in closer proximity to the Bteady-state 
characteristic JB. Arc 

To overcome the effect of the transient 
change in field current produced by the 

change in flux, the inductance in series with the load is sometimes 
provided with a secondary connected to a winding on the magnetic 
circuit. The direction of this winding is such that its induced cur¬ 
rent is in opposition to that induced in the field winding and hence 
practically counteracts the effect of change in current in the field winding. 

There are many special types of welding generators designed to give 
the required characteristics under transient as well as under steady-state 
conditions. The General Electric type WD generator 1 is such a type, 
and the design is such that an inductance or a reactor for stabilizing the 
arc is not required. A diagram of the generator with connections is 
shown in Fig. 374. Four main poles are shown, but the two N poles 

1 Hornby, F. B., “Control of Transients in Welding Generators/' Trans. AIEE t 
Vol. 53, p. 1598, 1934. Also see Elec. Eng., December, 1934, p. 1598, and April, 1935, 
p. 441. 


Fici. 374. Arc-welding gei 
(General Electric Company.) 
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and the two S poles are adjacent to each other, and thus this is in reality 
a 2-pole generator, the two main poles being split. The brushes A, B lie 
along the geometrical neutral, and commutating poles act along the same 
axis. Let 0* be the flux in the poles along the vertical axis and 0c be 
the flux in the poles along the horizontal axis. The armature mmf R lies 
along the brush axis (p. 418). R may be resolved into two components, 
Rc in opposition to 0c, and Ru in conjunction with 0 m. Hence, arma¬ 
ture reaction reduces the flux 0 c and tends to increase the flux 0*. How¬ 
ever, the poles along the vertical axis are operated at high saturation, 
and the added mmf Ru has little effect on 0*. 

The shunt coils on all four poles are in series, and the circuit is con¬ 
nected between brush A and a third brush E midway between the two 
N poles. It will be recognized that this constitutes a third-brush gener¬ 
ator (Sec. 317) and the excitation voltage is that induced in the series- 
connected conductors lying under the upper N pole. The flux 0j# in this 
pole is substantially constant at all loads, and hence the shunt-field volt¬ 
age is likewise substantially constant at all loads. 

The horizontal poles operate at low saturation. Hence, with increase 
of load, the mmf Rc readily reduces 0r; and may even reverse it. The 
voltage at the terminals of the generator is that between brushes A and B. 
This voltage is due to the emf induced in all the series-connected con¬ 
ductors between A and B, and hence in the conductors under both verti¬ 
cal and horizontal poles. Therefore, the terminal voltage is proportional 
to the sum of the fluxes 0 W and 0c. The flux is substantially con¬ 
stant, and the flux 0c decreases as the load increases. Hence, the termi¬ 
nal voltage will consist of a steady component and a component which 
decreases rapidly with increase of load. For example, if at no load the 
emf due to 0* and 0 C is 45 volts each, the terminal voltage is 90 volts. 
If, at nearly half load, the emf due to 0c is 5 volts, the terminal voltage is 
50 volts. Hence, under such conditions, the generator characteristic 
becomes similar to B and C, Fig. 373. 

Inductance in the shunt-field circuit reduces the transient induced cur¬ 
rent which causes flux lag. In this type of generator the flux 0« changes 
only slightly. The turns about the vertical poles, however, do give 
inductance to the entire shunt circuit and hence reduce induced currents. 
Obviously this inductance is due to the leakage flux in the coils about the 
vertical poles. Inductance is also produced by the armature-flux link¬ 
ages. The horizontal poles offer a path of low reluctance for the arma¬ 
ture flux and thus increase the armature inductance. These inductances, 
due to field and armature, are sufficient to stabilize the arc without the 
use of an external reactor. 

Different characteristics such as B and C, Fig. 373, adapted to different 
types of welding, are obtained by means of the series winding shown, 
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together with the taps which cut turns in and out as is found necessary./ 
The series winding opposes the shunt coils. The generator also has com¬ 
mutating poles which are excited by a series winding. 

320. Amplidyne. The Amplidyne, manufactured by the General 
Electric Company, is a rotating amplifier and consists of a d-c generator 
in which a small amount of power supplied to excite the field is amplified 
by a large ratio in the generator output. The ordinary, separately 
excited d-c generator can be used as a power amplifier since the terminal 
voltage can be made essentially proportional to the field current if the 
iron is operated on the straight portion of the saturation curve. As the 
power to the field is only from 1 to 3 per cent of the rated output, a small 
change in the power to the field can be made to produce a large propor¬ 
tionate change in the power output. However, a much larger ratio of 
output power to input power can be obtained with the Amplidyne, since, 
within the machine, a second stage of amplification is produced by the 
effect of armature reaction. 

Consider Fig. 37.5(a), which shows diagrammatically a conventional 
2-pole d-c generator delivering power to a load. The excitation flux 0 V 
is produced by the main poles, which are excited by a control winding W, 
which, for convenience, is show^n on one pole only. The armature pro¬ 
duces a cross-magnetizing flux 0 a along brush axis BB (see Fig. 322, p. 
416). The design is such that 4>a is practically equal to 0m* 

Assume that the power to the excitation winding is 100 watts and that 
the generator output is 100 amp at 100 volts, or 10,000 watts. This cor¬ 
responds to a load resistance of 1 ohm. Accordingly, the power amplifi¬ 
cation ratio is 100 to 1. Assume that the excitation power is now reduced 
from 100 to 1 watt. If constant excitation voltage is assumed, the exci¬ 
tation current is also 0.01 its former value and the generator voltage and 
current output are now 1 volt and 1 amp. Both the excitation flux 0* 
and the armature flux <f> A will be reduced to 0.01 their original values, as is 
indicated in Fig. 375(6). 

The armature flux 0 a, however, may be restored to its original value, 
practically, if the load is removed and the brushes BB are short-circuited. 
If it is assumed that the armature and brush resistance are approximately 
0.01 the load resistance df 0.01 ohm, which is practically true, the arma¬ 
ture current and hence the armature flux 0 a will now be equal to their 
original values. The excitation current and the excitation flux 0 m, how¬ 
ever, are now only 0.01 their original values. This condition is indicated 
in Fig. 375(c), the weight of the lines indicating the magnitudes of the 
quantities which they represent. 

The relatively large armature flux 0 a is now available for producing 
emf and power output. In order to utilize this flux two brushes B'B 
whose axis is at right angles to 0 a and also to the axis of brushes BB, are 
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added, Fig. 375(d). Since the magnitude of fa is essentially that of the 
original 4>m, the voltage between brushes B f B' } will be 100 volts and the 
current to the load can be 100 amp. Thus, with only 1 watt, or 0.01 the 
original value of excitation current, the original 10,000 watts, or 10 kw, 




(a) Conventional generator, normal exaltation 


(b) Conventional generator, excitation reduced 



(e) Couvenftonal generator, armature flux restored 
Fig. 375. Aniplidyne. 


( d ) AmpUdyne with its fields 
C General Electric Company.) 


output is now obtained. In a conventional generator, there would be 
large short-circuit currents in the armature conductors short-circuited by 
brushes B'B r , since these conductors would be cutting some of the flux fa 
provided by the main poles. However, by making cavities in the pole 
faces of the main poles, Fig. 375(d), the flux in the commutating zone is 



GENERATOR CHARACTERISTICS 4?5 

reduced to a small value, thus practically eliminating the short-circuit 
commutation currents. 

The armature-reaction mmf A 1 produced by the load current 7 acts 
along the brush axis B'B' t Fig. 375(d). Were this mmf not compensated, 
it would oppose and might even annul the mmf produced by the control 
winding W and all control would be lost. Accordingly, a winding 8, 
having Ns turns, in series with the load to produce a mmf N&I, always 
opposite and equal to A', is necessary. For simplicity the winding S is 
shown as wound on one pole only though actually wound on both poles. 
In Fig. 375(d), the directions of the currents in the armature conductors, 
produced by the main poles, are shown by the crosses and dots on the con¬ 
ductors themselves. The directions of the currents produced by the load 
currents are shown by the crosses and dots beneath the slots. Using 
clock-face terminology, note that from 9 to 12 o’clock and from 3 to 0 



amplifier supply 

Fig. 370. Amplldyne control of servomotor. 

o’clock slot and load currents are in the same direction and from 12 to 
3 o’clock and from 6 to 9 o’clock these currents are in opposition. 

Assume that the excitation current to the field winding is doubled. 
The input power is increased from 1 watt to 4 watts, but the Amplidyne 
voltage is now 200 volts and the current 200 amp, and the output is now 
40,000 watts, or 40 kw. Thus, an increase of only 3 watts in the input 
increases the output by 30,000 watts, an amplification of 10,000 to 1. 
With Amplidynes of large ratings, amplifications as high as 250,000 to 1 
are obtainable. 

The Amplidyne has a relatively quick over-all response, the time con¬ 
stant (p. 307) being to Jr^'aec. 

The Amplidyne is driven ordinarily by an a-c motor, Fig. 376. It has 
wide uses, particularly in regulation and control systems. For example, 
the Amplidyne might supply the power to a motor which actuated either 
the azimuth 1 or elevation of an antiaircraft gun or the large guns on a 
battleship. A Selsyn (Vol. II, Chap. XI) by actuating a rheostat in the 
control field could so control the output of the Amplidyne that the motor 
(with others) similarly controlled would keep the guns on the target. By 
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using the Amplidyne as an exciter of a d-c or a-c generator and making 
the control-field current responsive to the terminal voltage of the genera¬ 
tor, an effective voltage regulator is obtained. 

Figure 376 shows in simple form the connections of an Amplidyne con¬ 
trolling the output of a d-c motor. The load and the short-circuited 
brushes are displaced 90° from those in Fig. 375(d). The Amplidyne 
field is controlled by a control amplifier, and, being in two sections, the 
direction of the field current and hence the polarity of the Amplidyne out¬ 
put may be reversed. The speed of the motor may be held constant, or it 
may be caused to vary in a predetermined manner by "signals” supplied 
to the Amplidyne field by the control amplifier. 

321. Rototrol. Like the Amplidyne, the Rototrol, manufactured by 
the Westinghouse Electric Corporation, is a rotating amplifier which is 
capable of regulating any electrical quantity such as voltage, current, 


Constant 
voltage " 


Rototrol 



Fjg. 377. Rototrol regulation of d-t: generator. 


power, or any quantity which can be measured electrically such as torque, 
speed, tension, or position. It is fundamentally a d-c generator with a 
number of field windings which can be connected in several ways depend¬ 
ing on the required regulating function. A common function of the 
Rototrol is to regulate voltage, and Fig. 377 shows the connections for 
regulating the terminal voltage of a d-c generator. 

In Fig. 377, A and B are two field windings which are similar to the 
usual shunt winding. Winding A } in series with a rheostat, is connected 
to a constant-voltage source and is called the pattern field. Winding R, 
.in series with a rheostat, is connected across the voltage to be regulated 
and is called the pilot field. A third field winding C, having N c turns, in 
series with the Rototrol armature, is called the self-energizing field. 
Fields A and C act in conjunction and field B acts in opposition to fields A. 
and Cj as is indicated by the arrows. The Rototrol operation depends on 
the interaction among these three fields. Pattern field A sets a pattern, 
in this case a constant voltage. Pilot field B measures the quantity under 
regulation and compares it with the pattern. Self-energizing field C, in 
series with the Rototrol armature, provides the ampere-turns for the exci¬ 
tation of the Rototrol. 
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The generator field F and a tuning resistor are also connected in series 
with field C. 

The method of operation is explained by reference to Fig. 378, in which 
OH is the saturation curve. The Rototrol ordinarily operates on the 
straight part of the curve. Let voltage V j be the generator terminal volt¬ 
age which it is desired to hold constant. The line 01) gives the relation of 
the ampere-turns, I r N C} produced by the self-energizing field C t and the 
voltage across the entire series circuit including the fields C and F, the 
tuning resistor, and the ltototrol armature. If the abscissas were the 
current in field C, rather than ampere-turns, 01) would be a resistance 
line. When the Rototrol is put into operation, the mmf provided by field 
A will start the generator building up. This will produce current in both 
windings B and C, the current in C being the Rototrol armature current 



Rototrol field ampere-turns 

Fig. 378. Rototrol saturation curve and resistance linos. 

Ir. When the generator builds up to voltage Vi, winding C produces 
I R N r amp-turns and the remainder M must be supplied jointly by fields A 
and B. Jf, however, the resistance of the tuning resistor is decreased until 
line 01) intersects the point V\ on the saturation curve, shown by line OD 
all the ampere-turns are now supplied by the self-energizing field C and 
the resultant ampere-turns of windings A and B become zero. 

Assume that an increased load on the generator causes its voltage V\ to 
drop. Accordingly, the current in field B will decrease proportionately. 
The resultant ampere-turns of fields A and B will no longer be zero, but 
those produced by field A will predominate. This will increase the 
ampere-turns of the Rototrol field, resulting in increased Rototrol termi¬ 
nal voltage and accordingly increased current in field 6 Y . This action will 
continue until the generator terminal voltage reaches its regulated value 
Vi and the resultant ampere-turns of windings A and B again go to zero. 

If the voltage of the generator increases, the increased current in field B 
will reduce the total ampere-turns, reducing the Rototrol terminal voltage 
and accordingly the current in field C until the resultant ampere-turns of 
windings A and B again become zero. 
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If the resistance of the circuit of field C becomes too low, the line OD f 
will swing to position OG. The ampere-turns N will then be the resultant 
of fields A and B, the effect of field B predominating. As a matter of fact 
the Rototrol will operate satisfactorily if the resultant ampere-turns of 
field windings A and B are not exactly zero when equilibrium is reached. 
Thus in Fig. 378, operation could be in accordance with either line OD or 
line OG, provided that M or N were not much more than 5 per cent of the 
total ampere-turns. 

For controlling current or torque (hence tension in winding operations) 
the pilot field B can be connected across the commutating-pole field of the 
regulated machine so that the current in the pilot field B is then propor¬ 
tional to armature current. Unless adjustment is made, there will be 
some error due to the change in resistance of the commutating-pole field 
with temperature. Speed may be controlled by supplying the pilot field 
B by a magneto driven by the motor whose speed is to be regulated. 
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THE MOTOR 

It is stated in Chap. XII that a generator is a machine for converting 
mechanical energy into electrical energy. 

In a similar way the motor is a machine for converting electrical energy 
into mechanical energy. The same machine, however, may be used either 
as motor or generator. 

322. Principle of the Motor. Figure 379(a) shows a magnetic held of 
uniform strength or intensity in which is placed a straight conductor that 
carries no current, the conductor being perpendicular to the direction of 



(c) <d) 

Fig. 379. Forca acting on conductor carrying current in magnetic field. 

the field and to the plane of the paper. In (6) the conductor is shown as 
carrying a current into the paper, but the field due to the N and S poles 
has been removed. A cylindrical magnetic field now exists about the con¬ 
ductor due to the current in it. The direction of this field, which may be 
determined by the corkscrew rule, is clockwise. 

Figure 379(c) shows the resultant field obtained by combining the main 
field and that due to the current. The field due to the eurrent in the con¬ 
ductor acts in conjunction with the main field above the conductor, but 
opposes the main field below the conductor. The result is to crowd the 
flux into the region directly above the conductor and to reduce the flux 
density in the region directly below the conductor. 

It will be found that a force acts On the conductor, trying to push the 
conductor do Wn, as shown by the arrow. 

479 
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It is convenient to think of this phenomenon as due to the crowding of 
lines on one side of the conductor. Magnetic lines of force may be con¬ 
sidered as acting like elastic bands under tension. These lines always am 
endeavoring to contract to minimum length. The tension in these lines 
on the upper side of the conductor tends to pull it down as shown in the 
figure. 

If the current in the conductor be reversed, the crowding of lines will 
occur below the conductor, which will tend to move it upward, Fig. 379(d). 

The operation of the electric motor depends on the principle illustrated 
by Fig. 379. A co nductor carrying current in a magnetic field tends to 
move at right. angina to the field. 

323. Force Developed on Conductor Carrying Current. The force 
acting on a conductor carrying a current in a magnetic field is directly pro¬ 
portional to three quantities: the strength of the field, the magnitude of 
the current, and the length of the conductor lying in the field. The force 
in dynes is given by 

F = SI— dynes (347) 

where B is the flux density in lines per square centimeter or gauss, l the 
active length of the conductor in centimeters, and / the current in 
amperes. 

Using the inks system, if B is given in webers per square meter and l in 
meters, 

F = BlI newtons. (348) 

In (347) and (348) the quantities F, B , and I must be mutually perpen¬ 
dicular. That is, the angle between each two of the three quantities is 
90°. If the angle between any two of the quantities such as F and B,B 
and I, and I and F is other than 90°, (347) and (348) must be multiplied 
by the sine of that angle. 

The relation is developed as follows: 

In Sec. 173 (p. 233, Eq. 141), it is shown that the force on a unit pole at the center 
of a circular turn of radius R cm carrying current I' abamp is 

He “ dynes. (I) 


The force per centimeter length of the turn 

— 2*1' V 

1 * R(2tR) “ R* 


dynes. 


cn) 


The turn itself must be acted on by an opposite and equal force. The flux from the 
unit pole is 4 t maxwells (p. 214). The flux density at the surface of a sphere of R cm 
radius is 


B 


4r 
4 *R* 


± 

R* 


(III) 


gauss. 
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This must be the flux density at the circular turn. Substituting in (II) the value of 
R* from (III), 

F A — BV dynes. 

The force on a length of l cm is 

F =■ Bir dynes, (349) 

Bl * dynes [Sq. (347)1 Q.E.D. 

where / is in amperes. Flux density B, length of conductor l t and force F are mutually 
perpendicular. 

Example. A rectangular flat coil of 20 turns lies with its plane parallel to a magnetic 
field (see Fig. 383), the Hux density in the field being 3,000 gauss. The axial length 
of the coil is 8 in. The current is 30 amp. Determine the force in pounds which 
acts on each side of the coil [see arrows in Fig. 383(a), p. 483). 

B = 3,000 gauss 
l - 8 ■ 2.54 ~ 20.32 cm. 

I = 30 amp. 

F = 3,000 20.32 3» J0 - 182,900 dynes. 

As there are 20 turns, 


In inks unite. 


From (348), 


F, 


F a - 20 ■ 182,900 
3,058,000 
981 


3.729 ■ 2.204 


3,058,000 dynes. 

3.729 g. 

3.729 kg. 

8.219 1b. Ann. 


B =* 0.3 weber. 
I = 0.2032 m. 


F - 0.3 * 0.2032 ■ 30 - 1.829 newtons. 
F, * Fi = 20 ■ 1.829 “ 36.58 newtons. 


From Appendix A (p. 579), 

36.58 newtons = 36.58 ■ 0.2248 « 8.223 lb. Ana. 

324. Fleming’s Left-hand Rule. The relation among the direction of 
a magnetic field, the direction of motion of a conductor in that field, and 
the direction of the induced emf in the conductor is given by Fleming’s 
right-hand rule (see Sec. 262, p. 369). 

In a similar manner, the relation among the direction of a magnetic 
field, the direction of a current in that field, and the direction of the 
resulting motion of the conductor carrying the current can be determined 
by using Fleming’s left-hand rule. 

Fleming’s left-hand rule: 

With the forefinger , middle finger , and thumb mutually perpendicular, 
point the forefinger in the direction of the field or flux, the middle finger in 
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the direction of the current in the conductor , and the thumb will point in the 
direction in which the conductor tends to move. This is illustrated in 
Fig. 380. 

Another convenient method for determining this relation is to make 
use of the fact that the crowding of the magnetic lines behind the con¬ 
ductor tends to push it along. It is necessary merely to sketch the main 

field and the lines about the con¬ 
ductor, as in Fig. 381(a). It is 
evident that the lines will be 
crowded at the right of the con¬ 
ductor so that in a motor the direc¬ 
tion of motion is to the left. 

In Fig. 381 ( b ) is shown a similar 
condition for a generator. In this 
case the conductor, as a generator, 
moves to the right. Hence, in a 
gencrat-or the conductor must 
move against a force tending to 
oppose its motion, and so the 
conductor requires a mechanical 
driving force to keep it in motion, 
the prime mover to which the 



Fig. 380. Fleming’ 


V* 

left-hand rule. 


This driving force supplied 
generator is connected. 

325. Torque. When an armature, a flywheel, or any other device is 
rotating about its center, a tangential force is necessary to produce and 
maintain rotation. This force may lie developed within the machine 
itself, as in a motor or steam engine, or it may be applied to a driven 
device such as a pulley, Fig. 382, a shaft, a generator, or driving gears. 




Motion 


(a) Motor (b) Generator 

Fig. 381. Motor and generator action. 


The total effect of the force is determined not only by its magnitude 
but also by its arm, or radial distance from the center of the pulley or 
gear to the line of action of the force. 

The product of this force and its perpendicular distance from the axis is 
called torque. 

Torque may also be considered as a mechanical couple tending to pro 
duce rotation. Its value is expressed in units of force and distance. 
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In the English system, torque is usually expressed in pound-feet. 
(This distinguishes it from foot-pounds, which represent work.) 

In the cgs system the unit of torque is the dyne-centimeter (a very 
small unit), and in the metric system the unit is the kilogram-meter. 

Example. A belt is driving a 36-in. pulley, Fig. 382. The tension in the light side 
of the belt is 90 lb, and that is the loose side is 30 lb. Determine torque applied to 
pulley. 

The two sides of the belt are acting in opposition, bo 
that the net pull on the rim of the pulley is 

90 - 30 - 60 lb. 

This force is acting 18 in., or 1.5 ft, from the center of 
the pulley. Therefore, the torque 

T - 60 • 1.5 - 90 Ib-ft. Ana. 

326. Torque Developed by a Motor. Figure 
383(a) shows a rectangular coil of a single turn, 
whose plane lies parallel to a magnetic field. The 
direction of the current in the left-hand side of the coil is into the paper, 
and in the right-hand side it is out of the paper. Therefore, the left- 
hand conductor tends to move downward with a force Fi, and the right- 
hand conductor tends to move upward with an equal force F 2 . As the 
current in each of the conductors is the same and they lie in magnetic 
fields of the same strength, force Fi = F 2 . Both forces act to develop a 


Force due io 
be!f tension 



Fig. 382. Torque de¬ 
veloped by belt. 



torque which tends to turn the coil in a counterclockwise direction. In 
Fig. 383(a) the coil is in the position of maximum torque because the per¬ 
pendicular distance from the coil axis to the forces acting is a maximum. 

When the coil reaches the position (b), neither conductor can move any 
farther without the coil itself spreading. This is a position of zero torque 
because the perpendicular distance from the coil axis to the line of action 
of the forces is zero. 
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If, however, the current in the coil be reversed when the coil reaches 
position (6) and the coil be carried beyond the dead center, as in (c), a 
torque is developed which tends to continue to turn the coil in the counter¬ 
clockwise direction. 

To develop a continuous torque in one direction, the current in each 
coil on the armature must he reversed as the coil is passing through the 
position of zero torque. A commutator is therefore necessary. This is 

analogous to using a commutator 
with a generator so that the 
current in the external circuit 
may be unidirectional. 

A single-coil motor, like that 
shown in Fig. 383, would be im¬ 
practicable as it has dead centers 
and the torque which it develops 
is pulsating. A 2-coil armature 
would eliminate the dead centers, 
but the torque developed would 
still be more or less pulsating in 
character. 

The best results are obtained 
when a large number of coils is 
used, just as in the armature of a 
generator. In fact there is no 
difference in the construction of a 
motor armature and a generator 
armature. In Fig. 384(a) an 
armature and a field are shown 
for a 2-pole motor, and the torque 
developed by each individual 
conductor is indicated by a small 
arrow. Figure 384(6) shows 
armature and field for a 4-pole 
motor. The direction of the torque developed by each' belt of conduc¬ 
tors is indicated by the arrow at that belt. 

In armatures of this type only a small portion of the total number of 
coils is undergoing commutation at any one instant. Therefore, the vari¬ 
ation in the number of active conductors is so slight that the torque devel¬ 
oped is substantially constant for constant values of armature current and 
of main flux. 

From Eqs. (347) and (348), the torque developed by an armature is 

T = A7Z/ b * (350) 




Fio. 384. Torque developed by belt con¬ 
ductors in motor armatures. 
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where K{ *= a constant, involving the number of poles, the parallel paths 
through the armature, the diameter of the armature, the 
choice of units, etc. 

Z = number of conductors on the surface of the armature. 

I n = current to the armature, amp. 

4> = flux from one N pole entering the armature. 

Equation (350) is derived as follows: 

From Eq. (347) the force on each conductor F = Bl(I/l 0) dynes, where I is the 
mnprrcts per path. The sum of the forces on Z conductors is ZB av l(1 / 10) dynes, 
where B nv is the average flux density over any pole pitch (see B t Fig. 312, p. 406). 
The corresponding torque is 

T - (~) (ZB..( I) dyne-cm (I) 

where d is the diameter of the armature in centimeters. 

The flux entering the armature from one N pole, 

* - B.J (jl) (II) 

where P is the number of poles. 

Substituting in (I) the value of B at from (II), and /„ - 1P\ where P* is the number 
of parallel paths, 

T -i z (£s) l m> dynP - cm - 

p 

- 2o Z1 ** dyne-cm. 

« KiZlat dyne-cm. Q.E.D. 

where K% is a constant of proportionality and is equal to /V(20xP')- 

The torque in pound-feet is found by dividing by 445,000 ■ 2.54 • 12. 

T = 0.117p z;.* ■ 10-Mb-ft. 

For any particular machine Z is fixed, so that the torque 

T = KJ.* 

where K t is a new constant. 

That is, in a given motor, the torque is proportional to ike armature cur¬ 
rent and to the strength of the magnetic field . 

This is a very important relation to keep in mind, for by its use the 
variation of torque with load in the different types of motors can be 
readily determined. 

Example . When a motor armature is taking 50 amp from the line, it develops 
60 lb-ft torque. The field strength is reduced to 75 per cent of its original value and 
the current increases to 80 amp. Determine new value of torque. 


Hence, 

(351) 

(352) 
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If the current remained constant, the new value of torque, due to weakening the 
field, would be 

0.75 -60 - 45 lb-ft. 

Due to the increase in the value of current, however, the final value of torque will be 
( 8 %o)45 = 72 lb-ft. Ana. 

It must be remembered that the torque expressed by the above equa¬ 
tions is the electromagnetic torque or the internal torque developed by the 
armature. The torque available at the pulley will be slightly less than 
this, owing to the torque lost in overcoming friction and windage and in 
supplying the iron losses of the armature. 

327. Counter Electromotive Force. The resistance of the armature of 
the ordinary 10-hp 110-volt motor is about 0.05 ohm. If this armature 
were connected directly across 110-volt mains, the current, by Ohm’s 
law, would be 

7-Ig-2,20° .mp. 

This value of current is not only excessive but unreasonable, especially 
when one considers that the rated current, of such a motor is in the neigh¬ 
borhood of 90 amp. When a motor is 
in operation, the current through the 
armature is evidently not determined by its 
ohmic resistance alone. 

The armature of a motor is in every 
way similar to that of a generator. The 
conductors on its surface, in addition to 
carrying current and so developing 
torque, are cutting flux. Therefore, they 
must be inducing emf. 

Consider Fig. 385 which shows a con¬ 
ductor on the armature of a motor, 
moving downward in front of an N pole. 
In order to move downward, the current in this conductor must be inward 
or from left to right, Fig. 383(c). 

If the right-hand rule be applied to determine the direction of the emf 
induced in this conductor, due to its downward motion, Fig. 385, it will be 
found to be acting from right to left, or in opposition to the current. 

If the direction of the induced emf in any conductor on a motor arma¬ 
ture be similarly determined, it will be found to act always in opposition 
to the current. That is, it opposes the current entering the armature. 
This induced emf is called the counter electromotive force , or back electro¬ 
motive force. As the counter emf opposes the current it must also oppose 



Fig. 385. Relation of direction of 
currents and voltages in motor 
conductor. 
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the applied, or terminal, voltage. Tberefore, the net emf acting in the 
armature circuit is the difference of the applied voltage and the counter 
emf. Let V equal the applied voltage and E the counter emf. The net 
voltage acting in the armature circuit is 

V - E. 

The armature current follows Ohm's law and is 

h = (353) 

where R a is the armature resistance. 

This equation may be transposed and written 

E - V — T a R, a . (354) 

This should be compared with Eq. (341) (p. 445), which is the similar 
equation for a generator. 

In a generator the induced emf is equal to the terminal voltage plus the 
armature-resistance drop. In a motor the induced emf is equal to the 
terminal voltage minus the armature-resistance drop. The counter emf 
must always be less than the terminal voltage if the direction of current is 
into the armature at the positive terminal. 

Example. Determine the counter emf of a 10-hp motor when the terminal voltage 
is 110 volts and the armature current is 00 amp. The armature resistance is 0.05 ohm. 

E = 110 (90 ■ 0.05) = 110 - 4.5 105.5 volts. Am. 

An interesting experiment for demonstrating the existence of counter 
emf is shown in Fig. 386. A lamp 
bank is connected in series with 
the armature of a shunt motor. 

First close switch which closes 
the field circuit. Then close Si. 

At the instant of closing Si the 
lamps will burn brightly, being 
practically up to candlepower. 

As the armature speeds up, these 
lamps will become dimmer and 
dimmer, showing that the arma¬ 
ture is generating a counter emf which opposes the line voltage and so 
results in less voltage for the lamps. When the armature is up to speed, 
the lamps will be very dim. If, however, the field switch S 2 now be 
opened, the flux and, therefore, the counter emf will be reduced to aero, 
practically, which will be shown by the lamps again coming up to full 
candlepower. (In practice, when a motor is in operation, the field circuit 
should not he opened under any conditions whatsoever .) 


oopoc) ! 



D-c 

maims 


Fig. 386. Demonstration of counter emf. 
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Equation (334) (p. 407) for the induced emf in a generator will obvi¬ 
ously apply to a motor. That is, the counter emf 


*spz 

60 P'10 8 


volts 


where 4 is the total flux entering the armature from one N pole, S is the 
speed of the armature in rpm, P is the number of poles, Z is the number of 
conductors on the surface of the armature, and P' is the number of parallel 
paths through the armature. 

As Z, P, P\ and 10 * are all constant for any given motor, the counter 
emf is 

E — Ki4>S, 


which is identical with Eq. (337) (p. 408), with K\ substituted for K. 
Solving for speed, 

S = K f (355) 

0 

where K = l/K\. 

The speed of a motor is directly proportional to the counter emf and 
inversely proportional to the field- flux. 

Substituting for E in (355) its value given in (354), the speed becomes 


S = K 


V -IaR* 

0 


(356) 


This is a very important relation, for it shows the law of speed vari¬ 
ation of a motor with changes of load. 

Example. In a motor the armature resistance is 0.1 ohm. When connected 
across 110-volt mains the armature takes 20 amp, and its speed is 1,200 rpm. Deter¬ 
mine its speed when the armature takes 50 amp from these same mains, with the field 
increased 10 per cent. 

Applying (35G), 

K 110 - 5 0-0.1 105 

Si __ 02 _ 0g 105 0i 

Si - K 110 — 20 0.1 " 108 " 4>1 ' 108* 

01 

1 , 200 . 


H O - 20-0.1 
01 
Si 


Therefore, 


But 


*- l ' 200 ii£- 


0! * 1.100,. 


8 1 - 1,200 


105 ( 

168 V 


0i ^ 

i.mJ 


1,061 rpm. Arts. 


Therefore, 
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Although, from (355), the speed decreases when the field is strength¬ 
ened, it might appear that the stronger field would produce a greater 
torque [Eq. (352)], which would accelerate the armature to a higher 
speed. Momentarily, however, the speed of the armature cannot change 
appreciably, due to its inertia. The strengthened held increases the 
counter emf E. Since the difference between the terminal voltage V and 
the counter emf E is small, a small proportionate increase in E causes a 
large proportionate decrease in current [Eq. (353), p. 487]. Hence the 
current J« in Eq. (353) decreases more than 4> increases, and the torque 
therefore diminishes . The speed of the armature will drop, therefore, 
and ultimately reach such a value that the electromagnetic torque will 
be in equilibrium with the torque required of the armature under the 1 
changed conditions. The new value of speed will l>e that given by (356). 

For example, assume that the ljt a drop is 0.1 V, where V is the termi¬ 
nal voltage. 

From Eq. (353), the current 

j _ V(1 - 0.9) _ 0.1V 
Ra Ra ' 

The flux 4> is suddenly increased by 5 per cent, and the speed is assumed 
to remain constant for the moment. The induced emf E f now equals 
1.05E, and the new T value of current 

7 , V(1 - 0.9 • 1.05) 0.055V a kc7 

la -rT — p — 0.55/a. 

rC a JrC a 

The flux 0 has been increased by 5 per cent, and the current has 
decreased by#5 per cent. The momentary torque is 

V = 1.05-0.557 = 0.58T 

where T is the original torque. Hence the speed of the armature will 
decrease until the current has attained such a value that its reaction with 
the new value of flux brings the electromagnetic torque into equilibrium 
with the load and friction torques. 

328. Counter Electromotive Force and Mechanical Power. Let the 

input to a motor armature be VI a watts. A part P a of this power is lost 
in heating the armature. 

Pa * Ia Z Ra Watts 

where R a is the armature resistance. The remainder of the power Vl a 
must appear as mechanical power P m . This follows from the law of the 
conservation of energy. That is, 

Pm = Via - I a *Ra 
- (V -I a R a )Ia 


watts. 
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But V — IoRa is the counter emf of the motor [Eq. (354), p. 487]. Hence, 

watts. (357) 

Hence, t he mechanical power developed within the armatur e of a motor is 
equal to the product of the counter emf and the armature current. The power 
available at the pulley is slightly less, since some of this internal power is 
accounted for by friction, windage, and iron losses; that is, it is lost as 
stray power (see p. 530). 

Example. Determine the mechanical power developed in the armature of the 
motor given in the example on p. -187. The counter emf is 105.5 volts, and the arma¬ 
ture current is 00 amp. Hence, the mechanical power developed within the armature, 
or the internal power, 

P m — 105.5 ■ 90 = 9,495 watts. Ans. 

* 12.73 hp. Ann. 

329. Armature Reaction and Brush Position in a Motor. Figure 
387(a) shows a mot or annul lire carrying current, the directions of the 
currents in the armature conductors corresponding to clockwise rotation 
and to an .V pole at the left. Due to the armature ainperc-tm ns, a nunf 
F a is produced in the armature and the direction of flux produced by this 
mmf is upward and at right angles to the polar axis. Figure 387(5) 
shows the vectors representing the magnitudes and directions of the 
armature mmf F A and the held mmf F. By adding these two mmfs 
vectorially, the resultant mmf F 0 is obtained. The total flux produced 
by F o is distorted as shown in Fig. 387(c). It will be noted, that (1) (he 
flux has been crowded into the leading pole tips and (2) the neutral plane 
perpendicular to the resultant field has moved backward. Therefore, in a 
motor it is necessary to move the brushes backward with increase of load, 
whereas in a generator they are moved forward. Were it not for the emf 
of self-induction (see Sec. 300, p. 432), the brush axis would coincide with 
the neutral plane. Owing, however, to the necessity of counteracting 
this emf of self-induction, the brushes are set behind this load neutral 
plane, Fig. 387(c). That is, in both motor and generator it is necessary 
to set the brushes beyond the load neutral plane in order to counteract 
the emf of self-induction. 

This backward movement of the brushes in a motor is accompanied 
by a demagnetizing action of the armature on the field, as shown in Fig. 
387(d), where Fu is the demagnetizing component of Fa and Fc is the 
cross-magnetizing component. (C/. Figs. 322 and 323, pp. 41G and 417, 
for the generator.) Therefore, as the load is increased on a motor, the 
armature reaction tends to increase the motor speed. In fact, instances 
have been known where motors with short air-gaps (producing high arma¬ 
ture reaction) have run away when the load was applied. For this reason 
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most shunt, and even compound, motors have a “stabilising” winding 
consisting usually of 11 $ turns on each pble in series with the armature 
and aiding the shunt-field ampere-turns. This prevents weakening of the 
field through armature reaction which might be caused by an increase in 
load, thus securing speed stability. 

With multipolar motors, the field and armature mmfs are similar to 
those shown in Figs. 327, 328, 329, 331 (pp. 423 and 425), except that 



the graphs of armature mmf are reversed in sign. The cross-magnetising 
and the demagnetizing ampere-turns can be separated in the manner 
shown in Fig. 331. For heavy-duty combined with variable-speed and 
quick-reversing operations, such as occur in rolling mills, it is imperative 
to compensate the armature mmf over the entire pole pitch. This is 
accomplished with pole-face windings, in combination with commutating 
poles, in the same manner as with generators, Fig. 333 (p. 428). 

Figure 388 shows the armature conductors of a motor carrying current 
and moving under successive N and S poles. The directions of the cur* 
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rents correspond to a direction of rotation from left to right. These 
directions are such that the armature reaction Fa in the first interpolar 
space is upward (see Fig. 328, p. 423). Therefore, if a commutating pole 
is to be used, it must be an n pole, in order to oppose this mmf of the 
armature by tending to send a flux downward into the armature. Fa 
must likewise be opposed by an s pole. Therefore, in a motor, the rela¬ 
tion of main poles and commutating poles, in the direction of rotation, 
is NnSs, or opposite to the corresponding relation for a generator (see 
Fig. 345, p. 438). 

If a motor happens to be sparking badly from some unknown cause, 
the polarity of the interpoles should be carefully investigated with a com¬ 
pass, as the sparking may be due to their being incorrectly connected. 

330. Shuift Motor. The shunt motor is connected in the same manner 
# as a shunt generator. That is, its field is connected directly across the 


N 



N 


OOO0O0OO 0.® 0009090090000000000 



Rotation 


Fig. 388. Relation of commutating poles to main poles in motor. 


line in parallel with the armature. A field rheostat is usually connected 
in series with the field. 

If the applied toTque to any rotating power-transforming device is 
increased, the resulting reactions must t>e such as to cause an increase in 
the developed torque. Otherwise the device will not operate. 

If load is appli ed t o a motor, th e motor immediately tends to slow 
down. With the shu nt m otor, th e HiH'TemMa^substantially constant 
an d the decrease of sp eed de creases t he counter emf E. 

IT the co unter emT decreases the current to TE e armature increases 
[see Eq. (353), p. 487]. This continues u nti l the increased armature cur¬ 
rent produces suffi cient torque to m eet the demands o f the in creased load. 
Therefore, the shunt motor is always ina condition of stable equilibrium, 
since the reactions caused by a .change of load always adapt the power 
input to the cBhnged load conditions,. 

The suitability of a motor for any particular duty is determined almost 
entirely by two factors, the variation of its torque with load, and the 
variation of its epecd with load. 

In the shunt motor the flux is substantially constant. Therefore, from 
Eq. (352) (p. 485) the electromagnetic torque will be nearly proportional 
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to the armature current. For example, in Fig. 389, when the armature 
current is 30 amp, the motor develops 40 lb-ft torque; and when tile 
current is 60 amp, the motor develops 80 lb-ft torque. That is, when the 
current doubles, the torque doubles. 

The speed of a motor varies according to Eq. (356) (p. 488), where 

s-kL-L*. 

In the shunt motor, A, F, R a , and 0 are all substantially constant. 
Therefore, the only variable is As the load on the motor increases, 
I a increases and the numerator of toe fraction decreases. As a rule the 



maintain the speed constant . 

Occasionally, the armature reaction is sufficiently great to give a rising 
speed characteristic with increase of load. 


The change in speed between rated load and n o load o f a d-c motor is a 
criterion of its performance, particularly if the motor is of the essentially 
constant-speed type, such as toe shunt motor. In the American Stand¬ 
ard C50, change of speed is specifically defined as "regulation” and is 
given in per cent of rated-load speed. 

Speed regulation is defined as follows: 1 

Speed Regulation of Direct-current Motors, The speed regulation of a constant- 
speed, direct-current motor is the change in speed when the load is reduced from 
rated load to zero, expressed in per cent of rated-load speed. The regulation 
shall be determined with rated voltage and at the final temperature attained at 
operation under rated load for the time specified in the rating. 

The regulation of a direct-current motor refers to the change between no-load 
speed and the Bpeed obtained with an unvarying load on the motor, and does not 

VASA C60, “Rotating Electrical Machinery,” 1943 edition, 3.140. 
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relate to transient periods in which comparatively large fluctuations m speed 
accompany rapid changes in load. 

That iB, in Fig. 390, the speed regulation is 
ca — ba _ cb 
ba ba 

Example. The speed of a shun t motor falls from 1,100 rpm at no load to 1,050 rpm 
at rated load. Determine its speed regulation. 

Regulation - = 0.0470, or 4.70%. Ans. 

The speed regulation is a measure of the ability of a motor to maintain 
its speed when load is applied. 



Figure 390 shows the four essential characteristics of a shunt motor, 
namely, torque, speed, current, and efficiency, each plotted as a function 
of horsepower output. The effect of machine losses on efficiency will be 
discussed in the next chapter. It will be noted that the shunt motor 
has a definite no-load speed. Therefore it does not run away when the 
load is removed, provided that the field circuit remains closed. 

Shunt motors are used where a substantially c onstant speed is required, 
as in machine-shop drives, sp^ninp; frames, or blowers. type of 
motor is better adapted th an the shunt motor to sp eed control and to 
speed adjustment. Hence , it ia fllanjuafiri wher e the speed mus t be varied 
or must be adjustable. With adjustable speed, the speed is set at the 
desired value and then remains substantially constant as the load varies. 
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An engine lathe is an excellent example of adjustable-speed operation. 
Different sizes of cuts require different speeds. However, when the speed 
for a definite cut has been fixed, the speed should remain substantially 
constant (also see p. 500). 

There is an erroneous impression that shunt motors have low starting 
torque. This is undoubtedly due to the fact that the ordinary starting 
box is designed for starting under light load only. Although such boxes 
will safely allow 125 per cent full-load current on the first notch, they 
quickly overheat if this value of current is sustained sufficiently long to 
bring the motor with its load up to speed. 

Torque is proportional to the product of current and flux [Eq. (352), 
p. 485]. The motor is started with full-field excitation (Sec. 333, p. 501). 
Hence, the motor on starting can develop full-load torque, or even 150 per 
cent and over of full-load torque provided that the starting rheostat can 
carry the requisite current. 

When motors are started under load, a controller (Sec. 336, p. 505) 
rather than a starting box is provided. In a controller, the resistors are 
designed to carry continuously full-load and overload currents. 

In modern shunt motors, the shunt-field ampere-turns and hence the 
shunt-field loss are made small by making the air-gap short. The short 
air-gap causes high armature reaction (see Fig. 407, p. 511), but good 
commutation is obtained with commutating poles. It is shown (p. 490) 
that, owing to high armature reaction, there is a danger that with increas¬ 
ing load the armature mmf may overcome the field mmf, causing the 
motor to run away, and that, to prevent this, a few series turns aiding 
the shunt turns are wound on each pole. Although such a motor might 
be considered a compound motor, the series 
turns are so few that the characteristics are 
actually those of a shunt motor, and such 
machines are considered as shunt motors. 

331. Series Motor. In the series motor, 
the field is connected in series with the 
armature, Fig. 391. The field has compara- 'motor Ct>imectionB of 
tively few turns of wire, and this wire must 

be of sufficient cross section to carry the rated armature current of 
the motor. 

In the series motor the flux 0 depends entirely on the armature current. 
If the iron of the motor is operated at moderate saturation, the flux will 
be almost directly proportional to the armature current. Therefore, the 
expression for torque, T = K t I(f> [Eq. (352), p. 485] can be written as 

T - KSP (3 $8) 

if $ is assumed to be proportional to I, K t f being a constant. 
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The torque then is proportional to the square of the armature current, 
Fig. 389. When the current is 30 amp, the torque is 20 lb-ft; at 60 amp, 
the torque is 80 lb-ft. That is, doubling the armature current results in 
quadrupling the torque. Note that as the current increases above 60 
amp, the torque rises very rapidly. This characteristic of the series 
motor makes its use desirable where a large increase in torque is desired 
with a moderate increase in current. In practice, saturation and arma¬ 
ture reaction both tend to prevent the torque increasing as rapidly as 
the square of the current. 

When Eq. (356) (p. 488) is applied to the scries motor, the speed 


S = K L~M!k± A) 
0 


(359) 


where K is a constant, V the terminal voltage, I a the motor current, 
R a the armature resistance including brushes, R„ the series-field resist¬ 
ance, and 0 the flux entering the armature from an N pole. R„ the 
resistance of the series field, is now added to the armature resistance in 
order to obtain the total motor resistance. Both I a and 4 vary with 
the load. 

As the load increases, the voltage drop in the field and armature resist¬ 
ance increases, this voltage drop being proportional to the current. 
Therefore, the counter emf and the numerator of (359) become less, 
which tends to decrease the speed, although, as with the shunt motor, 
the decrease due to this factor is only a few per cent. The flux <f> in the 
denominator, however, increases almost directly proportional to the cur¬ 
rent. Hence, an increase in current decreases the numerator and 
increases the denominator of (359), and the speed of the motor must 
decrease with increase of load. The resistance drop ordinarily is from 
3 to 8 per cent of the terminal voltage V so that its effect in decreasing 
the speed is of this magnitude. The speed is inversely proportional to 
the flux 0, and a given change in </> produces the same proportionate 
change in speed. 

When the load torque is increased, the reactions are as follows: There 
must be a drop in speed, at least momentarily, since load torque exceeds 
electromagnetic torque, and, for the instant, current and flux have not 
changed. This reduces the counter emf, and the difference between ter¬ 
minal voltage and counter emf increases. Hence, the current increases 
and causes field flux and electromagnetic torque to increase. The speed 
and current will then adjust themselves until electromagnetic torque is 
equal to the sum of load torque and loss torque and equilibrium is reached. 
Since electromagnetic torque increases nearly as the square of the cur¬ 
rent, the increase of current with the same increase in torque is less than 
with a shunt motor. 
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When the load torque is decreased, the armature accelerates, at least 
momentarily, increasing the counter emf, since, for the moment, current 
and flux have not changed. Accordingly, current and field flux will 
decrease, and electromagnetic torque will also decrease. Speed and cur¬ 
rent will adjust themselves until equilibrium is reached. 

If the load be removed altogether, 0 becomes extremely small, result¬ 
ing in a very high speed. It is dangerous to remove the load from series 
motors, as their armatures are almost certain to reach speeds where cen¬ 
trifugal action will wreck them. 

Figure 392 shows the characteristic curves of a 5-hp series motor plotted 
with horsepower as abscissa. The torque curve concaves upward for the 
reasons just stated. The speed varies practically inversely as the current . 
At large values of current the speed is low, and at small values of current 



Fia, 392. Typical Boriea-motor characteristics. 

the speed is high. The characteristics cannot be determined for small 
values of current because the speed becomes dangerously high. 

The efficiency increases rapidly at first, reaches a maximum, and then 
decreases. This is due to the fact that at light loads the friction and iron 
losses are large compared with the load. The effect of these losses 
becomes less as the load increases. The field and armature loss varies as * 
the square of the current (l 2 R) t so that these losses increase rapidly with 
the load. The maximum efficiency occurs when the friction and iron 
losses are practically equal to the copper losses. These characteristic 
curves should be carefully compared with the corresponding curves for 
the shunt motor, Fig. 390. 

Series motors are used for work which demands large starting torque, 
such as streetcars, locomotives, or cranes. In addition to the large start¬ 
ing torque, there is another characteristic of series motors which makes 
them especially desirable for traction purposes. Assume that a shunt 
motor is used to drive a streetcar. When the car ascends a grade, the 
shunt motor maintains the speed of the car at approximately the same 
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value that it has when the car is running on level ground. The motor 
therefore tends to take an excessive current. A series motor, on the other 
hand, automatically slows down on such a grade, because of the increased 
current demand. It therefore develops more torque at reduced speed. 
The drop in speed allows the motor to develop a large torque with but a 
moderate increase of power. Hence, the rating of a series motor would be 
less than that of a shunt motor under the same conditions. 

When the characteristics of railway motors are plotted, the curves refer 
to the output at the track and not at the motor shaft. Figure 393 gives 
such characteristics for a 500-volt 75-hp General Electric railway motor. 
It will be noted that tractive effort is plotted rather than torque. The 
speed of the car in mph is given rather than the rpm of the motor arma- 



Fia. 303. Typical characteristics of a 75-hp series railway motor. 

ture. These curves differ from those for torque and rpm obtained at the 
pulley by a constant of proportionality, determined by the gear ratio and 
by the diameter of the driving wheels. There is a loss of torque in the 
gears. The efficiency curve is the efficiency at the rails. These charac¬ 
teristic curves resemble the curves of Fig. 392. Figure 394 shows a Gen¬ 
eral Electric series motor, designed for a diesel-electric locomotive, as 
view r ed from the axle side. The handhole through which access to the 
brushes is obtained is shown covered at the left. 

332. Compound Motor. A shunt motor may have an additional 
series-held winding in the same manner as a shunt generator. This wind¬ 
ing may be connected so that it aids the shunt wunding, in w T hich case the 
motor is said to be cumulative compound; or the series winding may oppose 
the shunt winding, in which case the motor is said to bo differential 
compound. 

The characteristics of the cumulative-compound motor are a combina¬ 
tion of shunt and series characteristics. As the load is applied, the series 
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turns increase the flux, causing the torque for any given current to be 
greater than it would be for the shunt motor. On the other hand, this 
increase of flux causes the speed to decrease more rapidly than it does in 



Fig. 394. Transportation series motor designed for use on diesel-electric locomotive. 
(General Electric Company .) 

the shunt motor. These characteristics are shown in Fig. 395. Values 
are given for electromagnetic torque or torque developed within the arma¬ 
ture The cumulative-compound motor develops a high torque with 
sudden increase of load. It also has a 
definite no-load speed, so does not run 
away when the load is removed. 

The field of application of the 
cumulative-compound motor lies prin¬ 
cipally in driving machines which are 
subject to sudden applications of 
heavy load, such as occur in rolling 
mills, shears, or punches. This type 
of motor is used also where a large 
starting torque is desired, but where a 
straight series motor cannot be used 
conveniently. Cranes and elevators 
are representative of such loads. In 
elevators, the series turns are usually short-circuited when the motor 
reaches running speed. 

Another advantage of the cumulative-compound motor for suddenly 
applied loads is that the motor automatically undergoes a substantial 
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drop in speed when the load is applied, Fig. 395. Accordingly, much of 
its stored kinetic energy becomes available for supplying a part of the 
increased load, thus reducing the electrical load on the motor as well as 
the peaks on the power system. The available kinetic energy is fre¬ 
quently increased by the use of a flywheel, particularly with rolling-mill 
motors. 

In the differential -compound motor, the series field opposes the shunt 
field so that flux is decreased as load is applied. This results in the speed 
remaining substantially constant or even increasing with increase of load. 
This speed characteristic is obtained with a corresponding decrease in the 
rate at which the torque increases with load. Such motors are used where 
a very constant speed is desired. Because of the substantially constant 
speed of the shunt motor, there is little occasion to use the differential- 
compound motor. Moreover, since the field is weakened with increase of 
load, there is a tendency to speed instability and the motor running away. 
In starting a differential-compound motor, the series field should he short- 
circuited, as the large starting current in the series field may be sufficient 
to overbalance the shunt-field ampere-turns and to cause the motor to 
start in the wrong direction. Typical torque and speed curves of the 
differential-compound motor are shown in Fig. 395. 


Summary of Motor Applifations 


Shunt 

Diffemitial- 

comjKmnd 

Cumulative- 

compound 

Series 

Characteristics 

Nearly constant speed.. 
Adjustable Bpeed. 

Constant speed 
]x>w starting 
torque 

Varying speed 
Adjustable varying 
speed 

High starting torque 

Varying speed 
Adjustable varying 
speed 

Very high starting 
torque 

Medium starting torque 
(up to. 150% rated) . 

1 

Applications 

Constant-speed line 

shafting 

Machine tools. 


(Intermittent high- 
torque loads) 

Shears 

Punches 

Presses 

Elevators 

Conveyers 

Stokers 

Rolling mills 

Traction 

Electric locomotives 

Diesel-electric loco¬ 
motives 

Rapid-transit sys¬ 
tems 

Trolley can and 
buses 

Cranes 

HoiBts 

Conveyers 


Blowers. 


Centrifugal pumps. 

. 

Reciprocating pumps... 


Woodworking. 


. Paper machines. 


Printing presses. 

1 
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To reverse the direction of rotation in any motor, either the armature 
alone or the field alone must be reversed. If both are reversed the direc¬ 
tion of rotation remains unchanged. Therefore, in so far as the direction 
of rotation of the motor is concerned it is immaterial which line is positive, 

MOTOR STARTERS 



333. Three-point Box. It is shown in Sec. 327 (p. 486) that if a 10-hp 
110-volt motor is connected directly across 110-volt mains, the resulting 
current is 110 h- 0.05, or 2,200, amp. Such a 
current is far too large for both the motor and 
the power system. Hence, resistance must 
be connected in series with the motor armature 
when starting. This resistance may be 
gradually cut out as the armature comes up to 
speed and develops a counter emf. 

Figure 396 shows the use of a simple 
resistor R for starting a shunt motor. It 
will be noted that this resistor is in the armature circuit and that 
the field is connected directly across the line and outside the resistor 
R. If the field were connected across the armature terminals, putting the 
resistor R in series with the motor, there would be little or no voltage 
across the field at starting. There would be little torque developed, and 
difficulty in starting would be experienced. 

Figure 397 shows a three-point starter. This does not differ funda¬ 
mentally from the connections shown in Fig. 396. One line connects 
directly to an armature terminal and a field terminal tied together. It 
makes no connection whatever with the starting box. The other line 
goes to the line terminal of the starting box, which is connected directly to 
the starting arm. The starting arm moves over contacts set in the slate 
front of the starting box. These contacts connect with taps distributed 
along the starting resistor. The armature terminal of the starting box, 
which is the right-hand end of the starting resistance, is connected to the 
other armature terminal of the motor. The field connection in the start-: 
ing box is connected from the first starting contact, through the holdup 
magnet, to the field terminal of the box. This field terminal is connected 
directly to the other terminal of the shunt field. 

When the starting arm makes connection with the first contact, the 
field is connected directly across the line and at the same time the entire 
starting resistor iB put in serieB with the armature. As the starting arm is 
moved, the starting resistor is gradually cut out. When the arm readies 
the running position, the starting resistor is all cut out, and, to ensure 
good contact, the line and armature conductors frequently are connected 
directly by a laminated copper brush, Fig. 397. The path of the field 
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current is now from the starting arm back through the starting resistor. 
The resistance of this resistor is so low, compared with the resistance of 
the field circuit, that it has no material effect on the value of the field cur¬ 
rent. A spring tends to pull the starting arm back to the starting posi¬ 
tion. When- the arm reaches the running position, it is held against the 
action of this spring by a soft-iron magnet or holdup magnet, connected 
in series with the shunt field. A soft-iron armature is often attached to 




Line \ 

—o NhAj)- 



Fig. 397. Three-point starting box. 


the starting arm as shown in the figure. If, for any reason, the line is 
without voltage, the starting arm will spring back to the starting position. 
Otherwise, if the voltage returned to the line after a temporary shutdown, 
the stationary motor armature would be connected directly across the 
line and a short circuit would result: 

The advantage of connecting the holdup coil in series with the shunt 
field is that, should the field circuit become opened, the arm springs back 
to the starting position and so prevents the motor running away. 
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334. Four-point Box. The three-point starting box cannot be used to 
advantage on variable-speed motors having field control. Such motors 
frequently have a speed variation of 5 to 1. This results in the field cur¬ 
rent having approximately the same range. The holdup magnet may be 
too strong, therefore, at the higher values of field current and too weak at 
the lower values. To obviate this difficulty a four-point box is used, Fig. 
398. It is similar to the box shown in Fig. 397, except that the holdup 



Fia. 398. Connections for a four-point starting box. 

coil is of high resistance and is connected directly across the line . The only 
difference in the connection is that the “line— ,f terminal must be con¬ 
nected to the aide of the line which runs directly to the common armature 
and field terminals. When the voltage leaveB the line, the holdup coil 
becomes dead and allows the arm to spring back to the starting position. 

Sometimes the field rheostat is contained within the starting box. For 
example, in Fig. 399, it is connected between the contacts in the two 
upper rows. The box then has two arms. The shorter arm connects to 
the lower row of contacts and cuts out the armature starting resistor in 
the ordinary manner. This arm is pushed forward by the longer arm- 
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During the starting period the field rheostat is short-circuited by the 
finger S moving over the metallic sect or , Fig. 399. When the starting 
resistance is all cut out, the shorter arm is held by the magnet and the 
short circuit of the field rheostat is removed by this arm pushing S to the 
right of the sector. The longer arm, which has no spring, inserts resist¬ 
ance in the field circuit when moved backward. If the voltage goes off, 
the magnet becomes de-energized and the shorter arm springs back, carry¬ 
ing the longer one with it. 




Fig. 390. Westinghouse starting and speed-adjusting rheostat. 

In stopping a motor, the line switch should always be opened rather 
than throwing back the starting arm. With shunt motors, the line switch 
can be opened with no appreciable arc, since the motor develops a counter 
emf nearly equal to the line voltage and the net voltage across the switch 
contacts is small. The electromagnetic energy stored in the field does 
not appear at the switch but is discharged gradually through the arma¬ 
ture. On the other hand, if the starting arm is thrown back, the field 
circuit is broken at the last contact button. Owing to the inductive 
nature of the field, this results in a hot arc which bums the contact. 
To prevent the contact from being burned, a small finger breaks the arc, 
Fig. 399. 




the Motor 


505 

335. Series-motor Starters. The series-motor starter needs no shunt- 
field connection. There are two principal types, one having a no-voltage 
release, Fig. 400(a), and one having a no-load release, Fig. 400(h). In 
the no-voltage-release type, the holdup coil is connected directly across 
the line and releases the arm when the voltage goes off the line. In the 
no-load-release type, the holdup ceil consists of a few turns in series with 
the motor. When the motor current falls below a determined value, the 
starting arm is released. This last type is particularly adapted to series 
motors where there is a possibility of the load dropping to such a low 
value that the motor speed may become dangerous. 

336. Controllers. Controllers are used where the operation of the 
motor is continually under the direct control of an operator, as in street¬ 



car, crane, and elevator motors. The controller must be more rugged 
than the starting box, since the controller is used for continual starting, 
stopping, and reversing the motor. A typical controller is shown in Fig. 
401. Such controllers usually have an external resistor which is cut in 
and out by fingers in the controller. A shunt-motor field rheostat may 
also be incorporated within the controller. Controllers are usually fitted 
with a “reverse,” so that the motor may be run in either direction. 
The controller, Fig. 401, contains both the shunt-field resistor and 
the reverse. 

337. Automatic Starters. Automatic starters are often used. They 
have many advantages over the hand-operated starter. They cut out 
the starting resistor at a definite rate, so that the blowing of fuses and 
the opening of circuit breakers, due to too great an acceleration, are 
avoided. In many installations where a motor is used intermittently, 
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it may be started and stopped by merely pushing “start” and “stop” 
buttons. Operators will be more likely to shut the motor down when 
the power is not being used, because of the ease with which starting and 
stopping are effected. In the larger sizes of motors, especially when 
extremely rapid operation is necessary, as in rolling mills, only automatic 
starters can give satisfactory results. Two or three, or even more, start 
and stop buttons may be located in different positions in a shop so that 
at least one button is always readily accessible. 

A typical automatic starter is shown in Fig. 402. A front view of the 
mechanism, without cover, and in the “off” position, is shown in Fig. 



Fig. 401. Compound revolving-drum controller with finger-type field control. (Cutler- 
Hammer, Inc.) 

402(a). The wiring diagram is shown in (ft). When the start button is 
pushed, the solenoid is energized through the circuit ab2\3d. The sole¬ 
noid, shown at the lower light- in (a) doses contacts C, C i and opens C a . 
The closing of contact C connects the shunt-field circuit directly across 
the line terminals Ll andL2 and also connects the armature, commutating 
poles, series field, and the starting resistor in series across Ll and L2. 
The closing of Ci maintains the solenoid circuit closed through aftcl 3d 
when the contact at 2 is released. The opening of C 2 inserts resistance 
in the solenoid circuit and thus reduces heating. Much less flux, and 
hence current, in the solenoid is required to hold the contacts closed than 
is required to close them initially. 


THE MOTOR W? 

After the closing of contact C the time-closing contacts TC\ and then 
TCt close in sequence, there being a time delay between the closing of all 
three contacts. The time between the closing of successive contacts is 
regulated by the timing mechanism, shown enclosed at the lower left in 



(if used) TO* Trme dosing contacts 

± Contact normally open (NO) 
4* Contact normally dosed (NC' 


Fig. 402. Magnetic controller for automatic starting. (General Electric Company,) 

(a), which is regulated by an escapement. Each contactor can close only 
in accordance with the time determined by the timing mechanism. Con¬ 
tact TCi short circuits a part of the starting resistor/ and after contact 
TCt closes, the starting resistor is entirely short-circuited and the motor 
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armature in series with the commutating and series fields is connected 
directly across the line. A temperature-time overload relay is also shown 
at d in (6). This is a bimetallic thermostat placed near a small resistor 
in series with the motor armature. There is considerable heat storage. 
The relay is so adjusted that if an overload continues the relay opens the 
solenoid circuit before injury can occur to the motor. Contact C is 
equipped with a magnetic blowout (Sec. 338). 

When it is desired to shut the motor down, the stop button is pressed, 
which opens the solenoid circuit at 3, permitting the contacts in the arma¬ 
ture circuit as well as C i to open. Instead of a push-button switch, the 
motor may be controlled by a float switch, a pressure switch, or any other 
automatically operated switch. 

338. Magnetic Blowouts. Controllers and circuit breakers are often 
equipped with magnetic blowouts whose function is to elongate the arc 

resulting from opening the circuit, thus 
causing the arc to be extinguished quickly. 
The arc is also made to move out rapidly 
from the space directly between the con¬ 
tacts so that burning of the current-carrying 
surfaces, due to the persistence of the arc, is 
materially reduced. The principle of blow¬ 
outs is as follows: The contacts between 
which the arc is to be broken are placed 
between the poles of a magnet. This is 
illustrated in Fig. 403, which shows the pole 
of a circuit breaker just as the brush con¬ 
tact is moving away from the copper block to open the circuit. The con¬ 
tact brush is mounted between the N and & poles of an electromagnet, so 
that a magnetic field acts across the gap. When the contacts open, the 
current tends to persist in the form of an arc. This arc finds itself in a 
magnetic field, and motor action results. The arc moves across the field 
in the direction determined by Fleming's left-hand rule. In Fig. 403 the 
motion is upward. The arc moves rapidly out of the gap to the upper edges 
of the contacts and is drawn out to such an extent that it ruptures easily. 

The inner surfaces of the magnets or pole faces are lined with insulation, 
Fig. 403, so that the arc cannot jump to them. In some breakers of high 
interrupting capacity, the arc is blown into a restricted channel called an 
arc shute. There it comes into intimate contact with the walls of the arc 
shute, where it is cooled and rapidly de-ionized. 

SPEED CONTROL 

In the equation for motor speed, S ~ KE/<j> [Eq. (355), p. 488], there 
are but two factors that can be changed to secure speed control without 



Fig. 403. Magnetic blowout. 
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making changes in the motor construction, namely, the counter emf E and 
the flux 0. 

339. Armature-resistance Method. In this method, the speed control 
is obtained by connecting a resistor directly in series with the motor arma¬ 
ture , keeping the field across full-line potential, Fig. 404(a). Because of 
the voltage drop in this resistor, the counter emf E is changed. A wide 
range of speed can be obtained by this method, and at the same time the 
motor will develop any desired torque over its operating range, for the 
torque depends only on the flux and armature current. 

The principal objections to this method of speed control are that an 
excessive proportion of power is lost in the armature series resistor and the 
speed regulation is very poor. In Fig. 404(h) are the speed-load curves of 
a shunt motor with and without resistance in series with the armature. 



The speed-load curve with armature series resistance shows that half 
speed is obtained at rated load. N ote that the speed at no load rises to a 
value which is practically equal to the speed of the motor when there is no 
armature series resistance. In this case the speed regulation with resist* 
ance which is equal to cb/ba is about 100 per cent. About 50 per cent of 
the power supplied to the armature circuit is lost in the series resistor. 
Without series resistance the speed regulation is the usual 3 or 4 
per cent. 

Another objection to this method is that the control resistor must have 
sufficient carrying capacity for rated and overload current of the motor, 
and provision must be made for dissipating the large amount of heat 
developed in the resistor. 

Example. A 220-volt 7-bp motor has an armature resistance of 0.25 ohm. When 
running without load at 1,200 rpm, the armature takes 6 amp. Determine: (a) resistr 
ance which should be connected in series with armature to reduce speed of motor to 
600 rpm with 30 amp to the armature; (6) power lost in resistor; (c) percentage of 
power to armature circuit which is available at armature terminals; (d) speed regula¬ 
tion. Neglect armature reaction. 
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(a) Ei (at no load) - 220 - (6 • 0.25) - 218.5 volts. 

Ei (at 600 rpm.) — 218.5 109.3 volts. 


Total (« + * .) - 2 -^ 0 ™ - 3 - i^- 7 


3.69 ohms. 


Subtracting armature resistance, 


It * 3.09 — 0.25 * 3.44 ohms. Ana. 


(5) Power lost in series resistor, 


1\ - (30)* • 3.44 - 3,096 watts. Ana. 


(r) Power delivered to armature circuit, 

Pi - 220 . 30 = 6,600 watts. 
Power delivered to armature, 

Pi = 6,600 - 3,096 - 3,504 watts. 
Percentage power delivered to armature, 


(rf) Speed regulation 


= 0.531, or 53.1%. Ans. 


1,200 - 600 inft „ A 

-800 100% ' Ans - 


340. Multivoltage System. In this system several different voltages 
are available at the armature terminals of the motor. These voltages are 
often supplied by a balancer set, Fig. 405. The shunt field of the motor is 



Balancer Motor 

set 

I'm. 405. Multi voltage speed control. 

connected permanently across a fixed voltage, and, with the 4-wire system 
shown, six voltages are available for the armature. Intermediate speed 
adjustments can be made with a limited field control. Owing to the 
necessity of having a balancer set, or its equivalent, and because of the 
large number of wires necessary, this system is little used in this country 
for ordinary power drive. 

341. Ward Leonard System. In this system, Fig. 406, variable motor 
voltage is obtained by means of a separate generator G driven by a motor 




THE MOTOR 


m 

Mb By varying the field of the generator, the desired voltage across the 
motor terminals M% is obtained. The motor field is connected across the 
supply mains in parallel with the fields of the other two machines. In 
Fig. 406, M\ is a motor driving generator G. G, in turn, supplies variable 
voltage to the armature of motor Mi, whose speed is to be varied. This 
system is very flexible and gives close adjustment of speed os well as good 
speed regulation. The chief disadvantages are the low over-all efficiency 
of the system, especially at light loads, and the necessity of having two 
extra machines. This system is used where fine speed adjustment and 



smooth acceleration are required. One common application is in 
elevators. 

Since the power supply is usually a-c, the motor M\ can be an a-c 
motor, commonly an induction or a synchronous motor. Under these 
conditions a small d-c exciter or other d-c power source is necessary for the 
field excitation of G and M 2 . 

Both the Amplidync and Rototrol (Secs. 320 and 321, pp. 473 and 476) 
are used to supply variable voltage for motor speed control. Figure 376, 
(p. 475) shows a specific application. 



Fig. 407. Effect of -weak field on brush position. 

342. Field Control. In the foregoing methods of speed control, the 
armature voltage is varied. Change of speed also may be obtained by 
varying the flux by means of a field rheostat, [Eq. (355), p. 488]. This 
method is very efficient so far as power is concerned, and for any particu¬ 
lar speed adjustment the speed regulation from no load to full load is 
excellent. The range of speed obtainable by this method with the ordi¬ 
nary motor is limited by commutation difficulties. Referring to Fig. 
407, F is the field mmf at low speed, and F A is the corresponding armature 
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mmf. The resultant mmf is F 0 . If it be attempted to double the speed 
of the motor by weakening its field, then, neglecting saturation, the new 
field mmf will be F r . It is now necessary to move the brushes farther 
backward, and the armature mmf will be Fa 1 . The resultant mmf is F 0 '. 

It is evident that the neutral plane has been moved backward to a con¬ 
siderable extent, the demagnetizing component of the armature mmf has 
increased, and the armature mmf is about equal to the field mmf. In 
addition to severe sparking at the commutator, the strong armature mmf 
may so weaken the main field that the motor tends to run away. Nearly 
all motors are now provided with commutating poles so that displacement 
of the brushes from the no-load neutral, such as is shown in Fig. 407, is 
unnecessary. However, demagnetization of the field by too strong an 
armature relative to the field can still occur because of the demagnetizing 
action of the cross-magnetizing ampere-turns, (p. 425) and because of the 
mmf of the commutating poles, (p. 4C0). Hence, because of the risk of 
instability, speed variation by field control is limited to a ratio of 5 or 6 
to 1. 

343. Lincoln Motor. In the Lincoln Motor, made by the Reliance 
Electric and Engineering Company, the flux entering the armature is 
varied by moving the rotating armature in and out of the field structure. 
As the armature is moved out of the field, the length of armature-con¬ 
ductor cutting flux is reduced. Therefore the armature must rotate 
faster in order to develop the requisite counter emf. This gives smooth 
speed control over wide ranges, ratios as high as 10 to 1 being obtained. 
These motors are provided with commutating poles. 

344. Series-motor and Series-parallel Control. The speed of a series 
motor may be controlled by inserting resistance in series with the motor, 
and a limited amount of speed control is obtainable by shunting the field. 
As with armature-resistance control of speed in the shunt motor, inserting 
resistance in series with the motor is highly inefficient. However, the 
method is generally used for intermittent duty, such as with hoists, and 
during acceleration in transportation applications, so that low power effi¬ 
ciency is not too important. 

When two or more series motors are used in transportation applications, 
such as in electric locomotives, rapid-transit trains, trolley cars, and 
buses, speed control may be obtained by combining series resistance with 
series and parallel connections of the motors. By this method, in a two- 
motor car, two different speeds can be efficiently obtained. The motors 
are first connected in series through a starting resistor R, as in Fig. 408(a). 
This resistor is gradually cut out by the controller as the car comes up to 
speed, and then each motor receives one-half the line voltage. This is the 
first running position. For any given value of armature current each 
motor will run at half its rated speed. As there is no external resistance 
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in the circuit, the motors are operating at an efficiency very nearly equal 
to that obtainable with full-line voltage across the terminals of each 
motor. Since torque is a function of motor current only, each motor can 
develop any value of torque up to the values which it develops when con¬ 
nected across full voltage. 

When it is desired to increase the speed of the car, the two motors are 
connected in parallel and in series with a portion of the resistor R. This 
resistor is gradually cut out, and when the running position is reached, 
each motor receives full-line voltage, as in Fig. 408(b). 

In a four-motor car, the motors are usually divided into two groups, 
each group consisting of two motors which are always in parallel. In 
starting, these two groups are connected in series, each group taking the 
place of the single motor of a two-motor car. This starting condition is 



Rail Rail Rail 

(a)Starting (b) Running with Cc) Starting, 

motors in para lie! 4 motors 

Fio. 408. Series-parallel control of series motors. 

shown in Fig. 408(c). When the full-speed running position is reached, 
both groups are connected in parallel across the line. Each motor then 
receives full-line voltage. 

345. Multiple-unit Control. In the heavier electric cars and loco¬ 
motives, the currents become so large that direct platform control is out 
of the question from the standpoint of size of controller, safety, and 
expense. Moreover, when cars are operated in trains, it is necessary 
that the motors on all the cars shall be under a single control and that 
each control operation Bhall take place simultaneously on all cars. 

In the multiple-unit system, all the heavy-current switching is done 
by solenoid-operated contactors located beneath the car. Compressed 
air is usually employed to operate the contactors and circuit breakers, 
the air being admitted and exhausted from the cylinders by means of 
small magnet valves energized by the train line. 

The train line , which runs the entire length of the train, Fig. 409, is 
made continuous through plug and socket connectors located in the car 
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couplers. The wires of this train line receive their power through the 
master controller operated by the motorman. As this train-line current 
is of the magnitude of 2.5 amp, a small platform controller can be used. 
Another distinct advantage of this system is that the rate of cutting out 
the starting resistance during the acceleration period is outside the con^ 
trol of the motorman, being accomplished by automatically operated con¬ 
tactors which close in sequence at the proper times. This ensures uni¬ 
form acceleration and eliminates the opening of the car circuit breakers 
and the shocks to the equipment caused by the too great changes in 
acceleration which may occur when manual operation is used. 

Figure 409 shows the underlying principle of the system, no attempt 
being made to give the many details which must necessarily accompany 



such a system. Each car has its own trolley or third-rail shoe for collect¬ 
ing the current. A train line of small wires runs the entire length of the 
train, the connections being made through the couplers between cars. 
This line usually consists of six wires. Solenoids, which operate con¬ 
tactors, usually by means of compressed air, are connected across the 
train lines. Some of the contactors are operated directly by the con¬ 
troller in the hands of the motorman, and others operate automatically 
after the manual controller has been turned in the desired position. For 
example, in Fig. 409 are shown two motors, one in each car. One line of 
the train line is shown running between cars and connected by the coupler. 
It iB assumed that the train is to be operated from car 1. If the switch 
Si in the controller of car 1 be closed, train line 1-1 becomes alive. This 
energises relay (1) in each car, and both relays simultaneously close the 
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motor circuits, the starting resistors R h R 2 being in series with the motors. 
As the motors “pick up,” the current drops and relay (2) in each car 
becomes automatically energized and the starting resistors R\ y R\ are 
short-circuited in each car. Then the next set of relays becomes ener¬ 
gized in a similar manner, until all starting resistance is cut out and the 
motors are across the line. 

In the complete system there are six train lines, some of which cause 
reverse,, change from series to parallel, etc. The great advantage of this 
system is that every motor on the train can be operated from either of 
the two controllers on any one car, all the motors are controlled simul¬ 
taneously, the acceleration cannot 
exceed a certain value regardless 
of the motorman, and as there are 
driving wheels on every car, high 
accelerations can be obtained. 

This system is also used extensively 
on single cars. 

346. Dynamic and Regenerative 
Braking. It is often desirable to 
brake a motor when it is being 
driven by its load, as in the case 
of descending elevators and crane 
loads. This is often done by 
using a controller which connects 
the field across the line and at 
the same time puts a resistance 
load across the armature terminals. 

This produces generator action and 
therefore retards the armature. 

If scries motors are used, their 
fields must be connected across the line in series with resistance. 
Such braking is not effective for completely stopping the motor armature, 
as the braking action diminishes proportionally to the speed of the 
armature. 

Dynamic braking for a series motor is illustrated in Fig. 410. In (a) 
the motor is shown connected for raising the load. When the load 
reaches the desired position, the armature circuit is broken by means of 
the controller, as in (b). This de-energizes the brake solenoid, resulting 
in the brake being set (see Fig. 188, p, 242) and so holding the load in 
position. To lower the load, the operator, by means of the controller, 
makes the connections in (c). A series resistor in circuit allows initially 
just enough current II to energize and disengage the brake solenoid. 
This current also produces flux in the series field of the motor, and its path 



Brake sohnoid * 
(a) Mo+or action 

Series 
field 
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Starting 

resistor 



Broke solenoid 


(b)t»fr!Dr holding 
position 


-WWW 

Starting 

resistor 



(c) Braking or lowering 
Fig, 410. Dynamic braking. 
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ia to the negative Bide of the line without having then gone through the 
armature and thus without having produced any motor action. Since 
the load is being lowered, the armature is rotating in a direction opposite 
to that which it had when the load was being raised. The torque which 
now produces the rotation is supplied by the load. This rotation of the 
armature in the magnetic field produced by the series winding causes an 
emf to be induced in the armature, and as a closed external path is pro¬ 
vided, a current I a results Application of both right- and left-hand rules 
shows that, since the direction of the held is the same as it was with 
motor action and the direction of rotation is opposite, the direction of 
the current in the armature as generator must be the same as that corre¬ 
sponding to motor action. This current reinforces the small current I L 
from the line to the series field and hence determines the magnitude of 
the induced emf. The magnitude of the load is regulated by varying the 



braking resistor. Greater load requires greater torque and hence results 
in greater braking action. 

Regenerative braking is based on this same principle, except that the 
power is returned to the line rather than being lost in resistance. 

Series and overcompounded generators when operated in parallel with 
a constant^potential system are unstable (see Sec. 364, p. 547). Hence, 
when series motors are used for regenerative braking, as in railroad oper¬ 
ation, the series fields are separately excited in parallel from a low-voltage 
motor-generator set, Fig. 411. Such a system is used on the electric loco¬ 
motives of the Chicago, Milwaukee, St. Paul and Pacific Railroad. 

347. Motor Testing—Frony 1 Brake. It is often necessary to deter¬ 
mine the efficiency of a motor at certain definite loads and frequently 
over its entire range of operation. A knowledge of the efficiency may 
be necessary, as in the case of an acceptance test; further, the motor may 
be used as a power-measuring device for determining the powder taken by 
Borne machine, such as a generator, pump, or blower. Knowing the 

1 After Baron de Gaspard Clair Francois Marie Riche Frony (1755-1830), French 
engineer, mathematician, and physicist, 







THE MOTOR 


m 

motor input, which can be measured with ammeter and voltmeter, and 
also knowing the motor efficiency, the output lor any given input can be 
computed. This output will be the power delivered to the generator, 
the pump, etc. 

The most common method of making direct measurements of efficiency 
in motors up to about 50 hp is to use a prony brake. Such brakes are 
made in various forms. In their usual forms such brakes have strong 
tendencies to vibrate and chatter, making the reading of the pointer on 



(d) Low-pass 
mechanical filter 

Fig. 412. Prony brake. 

the brake scale difficult; sometimes the pointer is actually unreadable.* 
A brake designed by Professor P. M. Honnell/ now in use at the U.S. 
Military Academy at West Point, has several special features which make 
the brake practically vibration-free, the load being at the same time 
smoothly adjustable to any desired value. The brake and some of the 
details of construction, are shown in Fig. 412. The complete brake and 
brake drum, together with the motor under test, are shown in (a). The 
main elements are a brake shoe, a lightweight torque arm, a scale sue- 

1 Formerly lieutenant colonel, U.S. Military Academy at West Point, now profeasor 
of electrical engineering, Washington University, St. Louis, Mo. See “The Prony 
Brake,” Jour . Eng. Education, Vol. 36, November, 1945. 
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pended from a vibration-free support, and a mechanical vibration filter 
connecting the torque arm to the scale. The brake shoe is constructed 
of four pieces of maple shaped as shown in (a) and bolted together. 
Although the brake shoe may be fitted accurately to the drum at room 
temperature, the drum surface becomes warped at the higher tempera¬ 
tures existing during the dissipation of mechanical energy. To ensure 
that the shoe will always ride on the drum without a tendency to slide 
sideways, the shoe bears on only thjee small surfaces, two in the rear on 
the edges of the drum and the one in front on the center line of the drum, 
Fig. 412(6). Even when the drum becomes warped because of heating, 
the three-point bearing surfaces permit the brake to continue to ride on 
center. It was found that for friction surfaces hard maple, lubricated 
with machine oil, produced the smoothest operation practically immune 
from the effects of water. Five parallel, equally spaced maple blocks 
fastened solidly to two chains constitute the friction surfaces on the 
underside of the drum. The tension in the two chains is equalized by 
the use of two pulleys and a coil spring, Fig. 412(c), thus minimizing any 
tendency to chattering by the blocks. The torque arm consists of light 
%-in. conduit filled with sand to introduce internal hysteresis. The 
torque distance is 2 ft. For the best results the motor should be mounted 
on a solid foundation, preferably concrete, since otherwise vibrations of 
the foundation will be introduced into the scale reading. 

Even with all the foregoing precautions, resonant modes of vibration 
are inherent in rotating machines, such as motors, and slight variations in 
motor torque may be caused by the variation of the magnetic flux in the 
air-gaps due, for example, to the teeth and slots. These factors can cause 
high-frequency vibrations of the pointer irrespective of the design of the 
brake. Such vibrations can be isolated from the scale pointer by the use 
of a low-pass mechanical filter, Fig. 412(d). This consists of a mass sus¬ 
pended from the scale and a spring, which is conveniently located in a 
recess in the moss, connecting the scale and torque arm. For a 5-hp 
brake, a mass of 10 lb and a spring requiring 10 lb per in. of tension give 
maximum effectiveness. 

Load can be smoothly and uniformly applied by the hand adjusting 
screw shown in (a) which acts to increase the tension in the chains sup¬ 
porting the maple blocks. 

The zero or tare reading is obtained by releasing the adjusting screw 
until the maple blocks are free of the brake* drum and inserting a J^-in. 
brass rod, shown dotted in (a), in a half-round slot in the brake shoe. 
This lifts the brake shoe from the drum and provides a balancing surface. 

No provision is made for holding the torque arm level since it is found 
that if it is level at full load, the slight angular displacement at lighter 
loads introduces no appreciable error. 



THE MOTOR 


m 


Brakes of this type are cooled ordinarily by pouring water into the hal¬ 
low brake drum. The water prevents the drum from becoming excess 
sively hot. As the maximum temperature which water can reach in the 
open air is iOO°C, the drum temperature cannot much exceed this. The 
heat developed in the drum is utilized in converting the water into steam. 
As a considerable number of heat units is required to convert a small 
amount of water into steam, a moderate 
amount of winter will keep the drum 
comparatively cool. 

To determine the equation for the horse¬ 
power absorbed by such a brake, consider 
Fig. 413. Let F be t.he net force in pounds 
acting at a perpendicular distance L ft from 
the center of the drum. First assume that 
the drum is stationary and that the arm is 
pulled around the drum by means of the 
force F. The distance per revolution i'Ki.413. Work developed by a 
through which the force F acts is 2irL ft. prony bmkc ' 

The work done in one revolution of this arm around the drum is the 
product of force and distance = F(2tc1j) ft-lb. 

The Avork done in S revolutions = F(2ttL)S ft-lb. 

If S is the rpm, the horsepOAver 



_ 2 Tjms 

p 33,000 ' 


But FL is the torque T\ therefore, 

Hp 33,000 ‘ 3fi °^ 

sporr 00( ' 01904 - 

Therefore, 

Hp = 0.0001904 TS. (361). 

Obviously, the same amount of work is done on the brake surface 
whether the drum is stationary and the arm rotates or the arm is station¬ 
ary and the drum rotates. Therefore, (360) and (361) apply to brakes of 
the type shown in Figs. 412 and 413. It will be noted that in this partic¬ 
ular type of brake the horsepower is independent of the diameter of the 
drum. 

Example. In a brake test of a shunt motor, ammeter and voltmeter measuring the 
input read 34 amp and 220 volts. The speed of the motor is found to be 010 rpm, and 
the balance on a 2-ft brake arm reads 27.2 lb. The tare weight of the arm is found 
to be +2.3 lb. Determine: (a) output of motor; (6) efficiency at this load. 
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(а) Net reading of balance - 27.2 — 2.3 -» 24.9 lb. 

Torque T *** 24.9 • 2 -* 49.8 lb-ft. 

Hp output *» 0.0001904 ■ 49.8 • 910 * 8.629 hp. Am. 

(б) Output - 8,629 ■ 746 - 6,437 watts. 

Input - 220 • 34 - 7,480 watts. 

Eff 4 - 100 - 86.06%. Ant. 

Cradle Dynamometer. A cradle dynamometer is a rotating electrical 
machine which is supported by its shaft on trunnions, Fig. 414, and which 
usually employs ball bearings. When coupled to a motor shaft it is a con¬ 
venient apparatus for loading the motor and measuring its output. The 
load is applied by operating the dynamometer as a d-c generator with a 

resistor load. By combining the adjustment 
of the resistor load with the field rheostat, 
smooth and fine adjustment of the load is 
readily obtainable. Separate excitation is 
preferable. The torque is measured by 
means of a torque arm attached to the frame 
of the machine, which restrains it from 
turning, combined with a scale for measuring 
force. 

The dynamometer may also operate as a 
motor to drive a generator, pump, blower, 
or similar devices. Since the torque and 
speed of the dynamometer are readily 
measured, the input to the driven device is 
readily computed. The friction of the bearings introduces a small error 
which, with ball bearings, is usually negligible. The cradle dynamometer 
is ordinarily used for loads not exceeding 100 hp. 

346. Measurement of Speed. The measurement of the speed of 
machines is much simpler as a rule than the measurement of torque. 
The most common method is to use a simple revolution counter having a 
conical rubber tip which fits into the countersink of the shaft. There 
are several types of speed counters available, some of which combine a 
stop watch with the revolution-counter mechanism. However, speed 
counters do not give instantaneous speed, but rather average speed over 
a given period of time. 

Tachometers indicate instantaneous speed. There are mechanical 
tachometers, where the indicator is actuated by centrifugal action. This 
type should be carefully checked on each occasion of use, as it is especi¬ 
ally subject to error after having been in service for some time. 

A simple and convenient as well as accurate type of tachometer is the 
combination of a d-c magneto and a voltmeter. In the magneto, the flux 



Fig. 414. Cradle dynamometer. 
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is produced by permanent magnets and so is constant. Therefore, the 
emf induced in the magneto armature is directly proportional to the speed. 
If this emf be measured with a voltmeter, the voltmeter reading multi¬ 
plied by a constant gives the speed directly. Since the voltmeter is a 
constant-resistance load on the magneto, the voltmeter reading will 
always be proportional to the speed even should it produce a small resist¬ 
ance drop in the magneto armature. Practically all tachometer magnetos 
include a voltmeter which is calibrated directly in rpm. However, as a 
precaution, it is usually desirable to check one or two pointB on the scale 
with a speed counter and stop watch. 

349. Dynamotor. The dynamotor i& defined as follows: 

A dynamotor 1 is a machine which combines both motor and generator action 
in one magnetic field, either with two armatures or with one armature having two 
separate windings. 

The two windings of the dynamotor armature, when the machine has 
but a single armature, may or may not lie in separate slots. The machine 
is used ordinarily to convert d-c power from one voltage to another. Oiie 
winding develops motor action and causes rotation; the other winding 
develops generator action and delivers electrical energy. Since the motor 
and generator currents are in opposite directions, the net armature 
ampere-turns will be small, being just sufficient to overcome the torque 
due to rotational losses. Hence, there is but slight armature reaction. 

As both windings cut the same magnetic field at the Bame speed, their 
induced emfs must be directly proportional to their turns. The emf ratio 
cannot be changed b} r changing the field excitation. If, for example, the 
field is strengthened, the motor conductors as well as the generator con¬ 
ductors are cutting more magnetic flux. Although the generator induced 
emf will be proportional to this increased value of flux, the speed will 
decrease to a value that is inversely as the flux (motor action) so that the 
induced emf in each winding will remain unchanged. If the field is 
weakened, the speed will increase and again the induced emfs do not 
change. The ratio between volts at the two commutators is affected to 
some extent by the armature-resistance drops. 

Dynamotors can be used in place of motor-generator sets only when 
voltage regulation is of no great importance. They are used in the oper¬ 
ation of signal systems such as fire-alarm and telephone systems. They 
are also used for telephone-ringing systems, the generator armature being 
provided with slip rings for supplying current at from 16 to 19 cycles 
per sec. 

1 ABA Definitions of Electrical Terms, 1941 edition, 10.10.450. 
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350. Dynamo Losses. A part of the energy given to any motor or 
generator is lost within the machine itself, being converted into heat and 
wasted. Not only is this energy lost, but there is the further objection 
that it heats the machine and so limits its output. If the energy loss in 
the machine becomes excessive, the resulting temperature rise may injure 
the insulation. 

As motor and generator are similar, they have the same types of losses 
throughout. Therefore, the following applies to either motor or generator. 

The losses in d-c rotating machinery are enumerated in ASA Standard 
C50, 1 together with recommendations for determining these losses. 

Schedule of Losses. The following loBses are, or may be, present in direct- 
current generators and motors. They shall be included in determining the 
efficiency, except as otherwise specified in subsequent paragraphs. 

Type of Loss _Description 

PR loss in shunt-field windings. 

1 2 R loss in rheostat controlling shunt- 
field current. 

Electrical and mechanical losses in 
machines supplying excitation. 
Mechanical power necessary to drive 
unexcited machine at rated speed. 
Mechanical loss due to brushes. 

Power input to ventilating system in 
addition to windage loss. 

Loss due to magnetic field at no-load 
rated voltage corrected for effect of IR 
drop. 

PR loss in armature windings. 

PR loss in series windings and shunts, 
if any. 

Electrical loss in brushes and contacts. 
Losses due to eddy currents in the 
copper and additional core loss in the 
iron, produced by distortion of the 
magnetic flux by load current except 
that due to IR drop; and short-circuit 
loss of commutation. 

1 ASA, “Rotating Electrical Machinery, ' approved Mar. 29, 1943, 2.105 to 2.11 6. 
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(a) Shunt-field Loss (See 2.106) 

(b) Rheostat Loss (See 2.107) 

(c) Exciter Losses (See 2.108) 

(d) Friction and Windage 1ms (See 
2.109) 

(e) Brush-friction Loss (See 2.110) 

(f) Ventilating Loss (See 2.111) 

(g) Core Loss (See 2.112) 


(h) Armature PR Loss (See 2.113) 

(i) Series Winding PR Loss (See 2.114) 

(j) Brush-contact Loss (See 2.115) 

(k) Stray-load Loss (See 2.116) 
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Losses (a), (b), (h), (i), (j) are electrical losses and can be determined by elec¬ 
trical measurements. It is specified that for efficiency calculations, (2.104), all 
resistances shall be corrected to 75°C. For copper, 

(234.5 + 75)/e« 309.5ft, 

R “ “ 234.5 + t ~ '234.5 + t 

where R is the resistance at 75°C, and ft, the resistance at <°C. 

Where series-field shunts or diverters are used, their resistances, corrected to 
75°C, should be included. 

(a) (2.106) Shunt-field PR Loss. The shunt-field I 2 R loss shall be the product 
of the measured resistance (in ohms) of the field winding corrected to 76°C, and 
the square of the field current (in amperes). 

(b) (2.107) Rheostat Loss. Unless otherwise agreed upon, all losses due to 
field rheostats shall be charged against the plant of which the machine is a part 
and not against the machine. 

(c) (2.108) Exciter Loss. Unless otherwise agreed upon, exciter losses are 
charged against, the plant. 

(d) (2.109(a)) Friction and Windage Loss. The friction and windage Joss, 
excluding brush friction, is the power required to drive the unexcited machine at 
normal speed with its brushes lifted. 

(e) (2.110) Brush-friction Loss, (a) Experience has shown that wide varia¬ 
tions are obtained in tests of brush friction made at the factory before the com¬ 
mutator and brushes have received the smooth surfaces that come after continued 
operation. Conventional values of brush friction, representing average values 
of many tests, shall, therefore, be used as follows: 

Watts per sq in. of 
brush contact surface 
pei 1 1000 ft per min 
peripheral speed 


Carbon and graphite brushes. S O watts 

Metal-graphite brushes. . 5.0 watts 


(f) (2.111) Ventilating Loss. 

(a) General. The power required to circulate the gas through the machine 
and ventilating system, if one is provided, whether by self-contained or external 
fans, shall be charged against the machine, except as specified below. 

(g) (2.112) Core Loss. The core loss shall be taken as the difference in power 
required to drive the machine at normal speed, when excited to produce a voltage 
at the terminals corresponding to the calculated internal voltage, and the power 
required to drive the unexcited machine at the same speed. 

The internal voltage shall be determined by correcting the rated terminal 
voltage for the resistance drop only. 

(h) (2.113) Armature PR Loss. The armature PR loss shall be the product 
of the resistance (in ohms) of the armature winding, as measured with direct 
current and corrected to 75°C, and the square of the armature current (in 
amperes). 
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(i) (2.114) Series-field Windings 1 PR Loss. The series-field windings PR 
loss shall be the product of the measured resistance (in ohms) of the field windings, 
corrected to 75°C, and the square of the current (in amperes) in the series-con¬ 
nected field windings. The PR loss at 75°C of any shunts used across these 
fields shall be included. 

(j) (2.116) Brush-contact Loss. A voltage drop for all brushes of each polarity 
shall be used in determining brush-contact loss ns follows: 


Carbon and graphite brushes, shunts attached. 1 volt 

Carbon and graphite brushes, without shunts. 1 1 a volts 

Metal-graphite brushes, shunts attached. } i volt 


The drop shall lie taken the same for all loads. 

(k) (2.116) Stray-load Loss. The stray-load losses shall he taken as one per 
cent of the ouput. 

(a) Shunt Field. The loss in the winding itself is readily determined by 
measuring the current with an ammeter and the voltage* across the wind¬ 
ing with a voltmeter. Furthermore it may be agreed to include the 

rheostat loss with that of the. 
field. The shunt-field loss 

Pf = VI/ t (302) 

where T 7 is either the voltage 
across the winding or that across 
the winding and rheostat. 

(h) Armature. The resistance 
of the armature is frequently 
measured by the voltmeter- 
ammeter method (p. 155). 

Typical connections are shown 
in Fig. 415. The resistor R is inserted to limit the current, to the 
stationary armature. If the requirements of (h) are to be met, the resist¬ 
ance of the armature copper only should lie measured. Accordingly, the 
low r -reading voltmeter V\ is connected to the commutator segments 
which are directly under brushes of opposite polarity. Thus, the brush 
and brush-contact resistances are excluded. It is desirable to make 
measurements with the armature in three or four different positions. 

In many tests, however, it is not necessary to separate the armature- 
copper resistance and the brush and brush-contact resistance, but all 
these resistances may be combined into a single resistance. Under these 
conditions the voltmeter, such as V r 2 , may be connected to the machine 
terminals, Fig. 415. Again, it is desirable to make measurements with 
the armature in three or four different positions in order to obtain an 

1 Includes commutating-field winding. 



Fig. 415. Measurement of armature resist¬ 
ance. 
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average resistance. As the low-reading scale of the voltmeter is used 
ordinarily in making this measurement, the instrument may be injured on 
opening the circuit, owing to the emf of self-induction of the armature. 
Also, poor contact between the commutator and brushes might put full 
line voltage across the low-reading voltmeter V*. Therefore, either volt¬ 
meter should be disconnected when the circuit is opened or closed and also 
when the armature is turned. 

361. Core Loss. The core loss under (g) is the eddy-current and 
hysteresis loss in the iron of the dynamo produced by the changes in the 
direction and the magnitude of the flux which result from the relative 
motion between armature and field. A large proportion of the core loss 
occurs in the armature iron. 

A. Eddy Currents. As the armature iron rotates in the same magnetic 
field as the copper conductors, ends are also induced in it. Iron is a 
good conductor of electricity, and were the iron a solid mass, Fig. 416(a), 
the current paths would be short and of large cross section. Hence, 




Fin. 416. Frlify currents in urmuhire iron without and with laminations. 

under these conditions large currents would be induced in the armature 
iron. These currents would produce so great a power loss that the arma¬ 
ture would overheat even without any useful load. liy laminating the 
armature iron, Fig. 416(b), the paths of these currents are broken up by 
the insulating effect of the oxides on the surfaces of the laminations, and 
the magnitudes of the eddy currents are reduced. A study of Fig. 416(6) 
shows that the length of the path for each eddy current is in the direction 
of the laminations and the cross section of the current path, which is 
determined by the thickness of the laminations, is only a very small frac¬ 
tion of that in (a). Thus the laminations not only break up the paths 
of the eddy currents shown in (a), but the resistance of the paths is 
greatly increased. Hence, the eddy currents and the resulting loss are 
greatly reduced. Although silicon steel has less eddy-current, as well as 
hysteresis, loss, dynamo steel, Fig. 202 (p. 258), is used for rotating 
machinery because of its better mechanical characteristics, silicon steel 
being somewhat brittle; also, dynamo steel is less expensive. The thick¬ 
ness of laminations for dynamos is usually 0.0172 in. and is much less 
proportionally than is indicated in Fig. 416(6) [see Eq. (177), p. 268], 
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Note that although the laminations break up the eddy-current paths, 
they do not interpose reluctance in the magnetic circuit, since their direc¬ 
tion is the Bame as that of the magnetic flux. Because of the oxides on 
the surfaces of the laminations the ratio of net iron to the total volume 
of the laminations is about 0.9. 

Eddy currents are proportional to both speed and flux. As the loss 
varies as the square of the current (7 2 /f), eddy-current loss varies as the 
square of both speed and flux . 

Example. The eddy-current loss in a dynamo is 000 watts when the total flux is 
2,000,000 maxwells per pole and the speed is 800 rpm. Determine the loss when the 
flux is increased to 2,500,000 maxwells and the speed is increased to 1,200 rpm. 

r> /2,500,000V /1,200V _ 0 inn 44 , 

P, — G00 (^Toooiood) \ 800 ) 2,100 watts. Ana. 

B. Hysteresis. It is shown in Chap. VIII that when iron is carried 
through a cycle of magnetization (Sec. 194, p. 205) an energy loss results 
proportional to the area of the hysteresis loop. The iron in an armature 

undergoes a cyclic change of magnetization 
when the armature rotates. Consider the 
small section of the armature iron at (a), Fig. 
417, when it happens to be under an .V pole. 
This small section has an n pole and an s pole 
at its ends. When the section readies posi¬ 
tion (6), its poles have become reversed, as 
shown. Practically all the armature iron is 
continually going through similar cycles of magnetic reversals. Therefore, 
there results a hysteresis loss in the armature iron as the armature rotates. 
This loss is directly proportional to the speed and is proportional to the 
l.G power of the maximum flux density, by the Steinmetz formula [Eq. 
(170), p. 200]. Laminating the iron does not 
affect the hysteresis loss. 

C. Pole-face Loss. The flux enters and 
leaves the armature in tufts through the 
teeth as has already been shown, Figs. 194 
and 195 (pp. 240 and 247). As these tufts 
of flux pass across the pole face, they 
produce flux pulsations in the pole face. 

These pulsations induce eddy currents 
in the pole face, in the manner shown in Fig. 418. Pole-face loss due to 
Fig. 418. This results is a power loss, tuft, offlu* from teeth. 
Hysteresis loss also accompanies these flux pulsations. The eddy- 
current loss is reduced by laminating the pole faces (see Fig. 304, 
p. 399). llotvever, the flux pulsations penetrate more deeply into the 




Fid. 417. Kever.Hul of mag¬ 
netic flux in armature iron. 
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laminated pole cores than with solid cores, for with the latter the eddy 
currents have a screening effect. 

Note that the foregoing core losses are a function of both flux and 
speed. They are also supplied mechanically in that they produce a 
torque which opposes rotation. 

352 . Efficiency. The efficiency of a machine is the ratio of output to 
input. Thus, 

Efficiency = SgJ- (363) 

This may be written also in either of the following ways: 


Efficiency - 

(364) 

. input — losses 

Efficiency = ——:--- 

input 

(365) 


Therefore, if the losses in a machine be known, the efficiency may be 
found for any given input or output. 

As electrical rather than mechanical quantities are ordinarily used in 
efficiency determinations, (364) is used for generators (output is electrical) 
and (365) for motors (input is electrical). 

Efficiency can be determined by measuring simultaneously the output 
and input and taking the ratio [(303)]. However, this is often difficult 
and impracticable. Although with a generator it is a simple matter to 
measure the output with electrical instruments, it is difficult to measure 
the input since this involves the measurement of torque. If an electrical 
dynamometer (p. 520) happens to be available, the measurement is simpli¬ 
fied but such dynamometers ordinarily are special equipment. With 
motors, the input is readily measured with electrical instruments and the 
output can be measured by means of a prony brake (p. 510) or a dyna¬ 
mometer. However, except in the smaller ratings it is difficult to 
absorb the energy in a prony brake, and again a dynamometer is special 
equipment, with a rating limited to 100 hp. With either motor of gen¬ 
erator, particularly with the larger ratings, it is frequently impossible to 
supply and absorb the energy involved in the test. 

Moreover, when (363) is used, any percentage error in either output or 
input produces an equal percentage error in the efficiency. Since the effi¬ 
ciency of electrical apparatus is high, there is usually little difference 
between output and input and (363) does not give high precision. In 
both (364) and (365), except at light loads, the losses are small compared 
with either the output or the input, and any percentage error in the losses 
affects the efficiency by only a fraction of this percentage. Hence, in 
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most cases (364) or (365) is to be preferred in the determination of the 
efficiency of electrical apparatus. 

Example. The current to a shunt motor is 37.5 amp at 230 volts. The total motor 
losses are 1,180 watts. Determine efficiency. 

Using (365) 

(230 - 37.5) - 1,180 
* “ 230-37.5 

- —— " 0862 ' or 86 ' 2 ^* An *• 

363. Efficiency from Losses. To illustrate the determination of effi¬ 
ciency from losses, the following example is given: D-c compound genera¬ 
tor, long-shunt, 12 kw, 240 volts, 1,200 rpm. At 7o°C, shunt-field resist¬ 
ance 210 ohms, armature resistance 0.252 ohm; commutating-field resist¬ 
ance 0.033 ohm, series-field resistance 0.0293 ohm. The friction and 
windage (d) and the brush-friction losses (e) are combined. The rheostat 
loss ( b ) will be included in the shunt-field loss (a). There are no exciter 
losses (c) or ventilating losses (/). 

The data for output, losses, and input are given in Table II. The load 
was adjusted to values of current in column (1), and the corresponding 
terminal voltages are given in (2). The product of (1) and (2) gives the 
output in watts (3). The shunt-field resistance is 210 ohms, and the field 
current, 1/ in (4), was determined by dividing (2) by 210. Column (5) 
gives the shunt-field-circuit loss. The armature current, as well as the 
commutating-field current and the series-field current, each equal to /„, is 
found by adding (1) and (4). The internal emf E in (7) is assumed arbi¬ 
trarily to be the sum of (2) and the product of I a and the sum of R a} R C} 
R a. 1 The armature, commutating-field, and series-field losses are given 
in (8), (9), (10). The brush-contact loss/ 3 * (11) is obtained by multiply¬ 
ing the brush contact drop of 2 volts [see (j), 2.115] by /«. The stray-load 
loss Psl (12) is 1 per cent of the output. 

The core loss was determined from the differences in output of a small 
motor when driving the generator with the field excited and then with it 
unexcited. The core loss at any one load is the no-load core loss thus 
measured when the generator is excited so that the no-load emf is the same 
as the calculated internal, or induced, emf [column (7)], at the given load. 
The friction and windage plus brush friction Pfh were determined from 
the difference in power output of a small motor, which drove the generator 
first with the generator connected to it mechanically with the brushes 
pressing on the commutator and then with the generator disconnected. 
The total loss Pls (15) is the sum of columns (5), (8), (#}, (10), (11), (12), 

1 In accordance with ABA Standard C50 the brush-contact voltage ia not included 
in the determination of E in (7). 



Table II. Generator Losses and Efficiency 
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(13), (14). The power input P tK (16) is the sum of (3) and (15). The 
efficiency Eff (17) is (3) divided by (16). 

The measured values of the armature resistance and of the shunt-, 
commutating-, and series-held resistances were corrected to 75°C (see 
2.104, p. 523). 

Example. Compute the losses and efficiency at rated loud of 50 amp. Columns 
(1), (2), (3), Table IT, are obvious. 

1/ ** 24 %io*= 1-143 amp. 

(5) 240 ■ 1.143 - 274.3 watts. 

(fi) la - 50 + 1-14 = 51.14 amp. 

(7) E = 240 + 51.14(0.252 + 0.033 + 0.0203) = 25G.1 volts [see (g)]. 

(8) (51.14)*0.252 * 658.9 watts. 

(9) (51.14)*0.033 - 86.3 watts. 

(10) (51.14)*0.0293 - 76.6 watts. 

(11) 51.14 • 2 - 102.3 watts. 

(12) Psl - 0.01(12,000) - 120.0 watts. 

(13) 152 watts (measured when driven by small motor and excited to make E *= 
256.1 volts) [see (g), 2.112]. 

(14) Measured [see (d) (2.109)(a)]. 

(15) Pm « 274.3 + 658.9 + 8G.3 + 7G.G + 102.3 + J20.0 + 152.0 + 25C.6 - 
1,727.0 watts. 

(16) Pis = 12,000 + 1,727 - 13,727 watts. 

(17) Eff -= 12,000/13,727 - 0.874. 

Losses and Efficiency in Molor. Let it he required to determine the losses and output 
of the foregoing generator us a shunt motor at rated input of 50 amp at 240 volts as is 
done in Table 1JI. The shunt-field resistance at. 75®C for this condition of motor 
operation was measured and found to be 221.2 ohms. 

To determine the Btray-load losses, Psl in (11), it is necessary to employ trial and 
error since the output ia not known until all the losses are known. One trial, however, 
is ample. The tabulation of data ia given in Table III. 

Columns (1), (2), (3) are obvious. 

(4) 1/ - 240/221.2 - 1.085 amp. 

(5) VI/ - 240 ■ 1.085 - 260.4 watts. 

(6) 50 - 1.09 = 48.91 amp. 

(7) E * 240 - 48.91(0.252 + 0.033) = 240 - 13.9 = 226.1 volts [see (g) (2.112)]. 

(8) (48.01) *0.252 = 602.8 watts. 

(9) (48.9l)*0.033 = 78.9 watts. 

(10) 48.91 .2 * 97.8 watts. 

(11) Psl = 0.01 • 10,479 - 104.8 watts. 

(12) Pcl — 120 watts measured corresponding to 226.1 volts [nee (g), 2,1121. 

(13) Pfw (measured) = 25G.6 watts. 

(14) Pls - 260.4 + 602.8 + 78.9 + 97.8 + 104.8 + 120.0 + 256.6 * 1,521.3 watts. 

(15) Power output, Pov * 12,000 — 1,521 = 10,479 watts. 

(16) Hp - 10,479/746 * 14.05. 

(17) Eff - 10,479/12,000 = 0.873 

364. Stray Power. The detailed division of losses given in Sec. 350 
(p. 523) is necessary when d-c generators and motors are required to meet 
ASA standards. Very frequently, however, it is desirable to determine 
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losses and efficiency of some particular machine under actual operating 
conditions, which usually do hot involve temperatures as high as 75 °C. 
Also, the calculation of efficiency can be considerably simplified by com¬ 
bining some of the nonelectrical losses in the ASA schedule (p. 530 et seq.). 

Note that the losses under (a), (b), (h), (i); (j) are electrical losses, 
and if (b) be excluded, they oecome copper losses. All the foregoing 
losses are readily measured with electrical instruments. Usually (c) and 
(f) can be excluded. Also note that the losses (d), (e), (g) are functions 
of speed or speed and flux and are supplied mechanically . These three 
losses may be termed stray power. It follows that if the speed and flux 
are the same under two or more conditions of operation, the stray power 
must also be the same. This fact makes it possible to measure, under 
no-load conditions, the value of stray power which exists under loan con¬ 
ditions. Since the electrical losses arc readily calculated, it becomes 
possible to determine all the losses and thus the output and efficiency of 
d-c machines. 

From Eqs. (304) and (305) (p. 527), efficiencies are as follows: 

For a generator, 

VI 


i? = 


vr + iMa 4- i~c*iic + i?Ri+ sTp. + iv 


(366) 


For a motor, 


VI - (ISfta + Ic'Rc + Is'Rs + S-P. + Phl) /0 ^ 
V - - yj - (367) 


where V is the terminal volts, I the line current, I a the armature current, 
R a the armature resistance including brush-contact resistance, I c and Rv 
the commutating-field current and resistance, Is and R$ the series-field 
current and resistance, S.P. the stray power, and Psl the stray-load loss. 


Example. A 250-kw 230-volt compound generator is delivering 800 amp at 230 
volts. The shunt-field current is 12 amp. The armature resistance is 0.007 ohm, 
and the series-field resistance is 0.002 ohm. The stray power at this load is 5,500 
watts. The generator is connected long-shunt. Determine generator efficiency at 
this load: 


Output = 230 ■ 800 »■ 184,000 watts. 
Shunt-field loss » 230 12 ■* 2,700 watts. 

Armature loss =* 812* - 0.007 — 4,615 watte. 
Series-field loss =■ 812* ■ 0.002 » 1,319 watts. 
Stray power ** 5,500 watts. 

Stray-load loss, 0.01 • 184,000 *■ 1,840 watts. 

Total loss » 16,034 watts. 


184,000 

184,000 + 16,034 


184,000 

200,034 


- 0.920, or 92.0%. 


A ns. 


Eff 
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356. Measurement of Stray Power. In order to duplicate the stray- 
power loss, it is necessary merely to duplicate the speed and flux under 
whatever conditions the machine operates. The speed is readily dupli¬ 
cated. It is not easy to measure the flux directly, but from Eq. (337) 
(p. 408), where E = 

*-»(!) < 368 ’ 

Hence, if E/S is duplicated under two or more conditions, the flux 
must be the same in each. 

To measure stray power, the machine, whether it be a motor or u 
generator, is run light (without load) as a motor, as in Fig. 419. The 

field, in series with a rheostat, is connected 
across the line. 

The total power input to the machine is 

VI = Vila + //) = Via 4- VIf 

where V is the terminal voltage, I the line 
current, I a the armature current, and 1/ 
the field current. 

The total power input VI is distributed 
as follows: Part goes to supply the field 
loss, part supplies the armature I a 2 R a loss, and the remainder is the 
stray power (S.P.), the output being zero. Therefore, 

Vl a + VI, = V1 S + ISRa + S.P. 

S.P. = Via - Ia'Ra. (369) 

The stray power is equal to the total input to the armature minus the 
armature-resistance loss. 

Example. A shunt generator when running light as a motor at 1,000 rpm takes 
12 amp from 115-volt mains. The field current is 7 amp, and the armature resistance 
is 0.03 ohm. Determine stray-power loss of the machine at this particular value of 
flux and speed. 

The armature current /. * 12 — 7 ** 5 amp. 

The stray power S.P. * 115-5 — (5) *0.03 =■ 575 — 0.75 - 574 watts. Ana. 

Note that the armature I a 2 R a loss is practically negligible in this case. 

It follows from (368) that if E and S under load conditions be dupli¬ 
cated at no load the flux will be the same. Since stray power is a func¬ 
tion of flux and speed, it also follows that the stray power under load 
and no-load conditions will be the same. 

Example. Assume that the foregoing generator is delivering 100 amp at 110 volts 
and 1,000 rpm. The field current is 7.0 amp. Determine: (a) stray power under 
thia condition of load; (6) efficiency. 



Fin. 410. Determination of stray 
power in a dynamo. 
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(а) The induced emf 

E 110 + (10? ■ 0.03) 113.2 Volta. 

S ] ,000 rpm, 

To make the adjustments of E and S , the generator is run as a motor, connected 
as in Fig. 420. The rheostat R is first adjusted so that V\ is equal to 113.2 volts, the 
.small Armature voltage drop under these conditions being negligible. The field 
rheostat is then adjusted to give a speed of 1,000 rpm. The machine is operating at 
the same value of speed and flux as it did under the given load. Therefore, the stray 
power is the same in the two cases. The current /«is 4.8 amp, and Vi — 113.2 volte. 
(This neglects the small drop in the armature, 4.8 ■ 0.03.) The stray power 

S.P. = 113.2 - 4.8 - (4.8)*0.03 - 542.7 watts. Arts. 

(б) From (366) (p. 531), 

Output under load — 110 • 100 - 11,000 watts. 

IJR* « (100 + 7) ■0.03 - 343.5 watts. 

VI, - 110-7 - 770.0 watts. 

S.P. * 542.7 watts. 

Stray-load loss, Psl « 0.01 ■ 11,000 ** 110.0 watts. 

Total losses — 1,766.2 watts. 

’ “ nT000 + 1,766 “ I2J66 “ °’ 862, ° r 88,2% ' An *' 

356. Stray Power as Function of Flux and Speed. It is shown (p. 531) 
that stray power is a function of speed and flux. At no load, the flux is 
a function of field current. How¬ 
ever, only at no load can flux 
be considered as a function of field 
current. Because of hysteresis, 
even under these conditions there 
can be different values of flux for 
a given value of field current. 

Also, when a machine is under 
load, the flux is a function not 
only of field current but of arma¬ 
ture reaction as well. Accordingly, 
it is more accurate to determine the value of flux from Eq. (368) (p. 532), 
in which ^ = (1 /K)(E/S). 

For any given machine, K is constant. Hence, the stray power is a 
function of E/S and /S; that is, 

S.P. = f (§’ *y (870) 

If the ratio E/S and S are the same for two different operating con¬ 
ditions, the stray power must be the same, neglecting the changes in the 



Fig. 420. ConnectionH for stray-power 
measurement. 
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shape of the flux-distribution curve which account for a part of the stray¬ 
load losses. The following example illustrates the application of (370): 

Example. A 20-kw 220-volt shunt generator, having an armature resistance of 
0.006 ohm, is delivering 85 amp at 222 volts, Its speed is 920 rpm, and the field 
current is 2.24 amp. Determine: (a) no-load conditions under which generator must 
be operated (as motor) in order that its no-load stray power may be equal to that 
which exists under given conditions of operation; (b) value of Btrny power if armature 
input at no load is 4.02 amp at 230.4 volts; (c) efficiency of generator under given 
operating conditions. 


(a) 


E = 222 + (85 + 2.24)0.096 

E _ ?30il „ 0250 

S 920 0 Z50 ‘ 


■ 230.4 volts. 


Although the dynamo is a generator, it is operated as a motor to determine its stray 
power. The connections arc shown in Fig. 420. The field rheostat is adjusted until 
the terminal voltage divided by the speed is equal to 0.250. The armature-resistance 
drop is negligible at no load. The speed is then adjured by menus of the armature 
rheostat R until it is 920 rpm. Changing the armature rheostat does not change the 
flux and hence does not change the ratio E/S . 

(6) From Eq. (369), the stray power is 

S.l\ = 230.4 - 4.02 - (4.02)*0.096 - 920.2 watts. An*. 


(See Fig. 421) 

(c) Output — 222 ■ 85 = 18,870 watts. 

Io*Ru = (85 + 2.24)*0.096 = 730.7 watts. 

VIf - 222 • 2.24 = 497.3 watts. 

S.P. = 926.2 watts. 

Stray-load loss, 0.01 ■ 18,870 = 188.7 watts. 

Total losses = 2,342.9 watts. 


Eff ’ - I B,870’+2,343 ' 08S2 ' " r S 8 ' 2 ^ 

Owing to the peaking of the flux curve caused by armature reaction 
(see Fig. 329, p. 423), the stray-power loss will be slightly greater than 
it is with a flat-top flux curve, even though the total areas under the 
two curves arc the same. This is due to the fact that the stray-power 
losses are not directly proportional to the flux density but vary to a 
power higher than the first power. 

357. Stray-power Curves with Constant Flux. Let it be required to 
plot a series of stray-power curves covering the maximum probable range 
of operation of a dynamo as both motor and generator. Stray power is a 
function of two quantities, S and E/S , or flux. In order to plot the 
complete function in a plane, it is customary to hold one of the quantities 
at some constant value while the other is varied. The first quantity is 
then held constant at some other value w’hile the second again is varied. 
This procedure is repeated until the desired range of operation is obtained. 
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With stray power, it is convenient to maintain the flux E/S constant 
and to determine the stray power as a function of speed S , Fig, 421. 
Usually, three curves for three different values of flux are sufficient. The 
range of operation depends on the particular conditions under which the 
dynamo is to be operated. 

The maximum value of flux occurs When E is a maximum and S is a 
minimum. E is a maximum for generator operation at overload. 
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Fig. 421. Stray power as function of flu* and Rpoed. 

Assume 25 per cent overload. The rated current is 90.9 amp. Assume 
2 amp for the field current. 

E x = 220 + (113.6 -I- 2)(0.096) = 231.1 volts. 

The dynamo probably will not operate at less than 900 rpm. Hence, 
the maximum value of flux is determined by 


E _ 231.1 
S 900 


= 0.26 (nearly). 


The minimum value of flux occurs when E is a minimum and S is a 
maximum. E is a minimum under motor operation at overload. Assume 
25 per cent overload. 

E = 220 - 116(0.096) = 209.0 volts (nearly). 

Assume that the motor speed will not exceed 1,050 rpm. Hence, the 
minimum value of flux is determined by 


E 209.0 
S “ 1,050 


- 0.2 (nearly). 
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An intermediate value erf flux would be determined by E/S = 0.23. 

To obtain the three curves, the connections of Fig. 420 are used, the 
machine being operated as a motor in all the stray-power tests. It may 
be necessary to excite the field from a source greater than 220 volts in 
order to obtain the maximum value of flux. 

The field rheostat is adjusted until E/S = 0.26, and a run is made with 
varying speed. The speed is varied by means of the armature rheostat 
R. Changing this rheostat docs not change the flux and hence does not 
change E/S since both E and S change in the same proportion. The 
other two curves are obtained in a similar manner, the field rheostat being 
adjusted to give values of E/S = 0.23 and E/S = 0.20. A set of curves 
obtained in this manner is shown in Fig. 421. 


Example . It is desired to obtain the stray-power curves of the generator of Sec. 
356, rated at 20 kw, 220 volts, 920 rpm, over its probable operating range as generator 
and motor. The rated current is 20,000/220, or 90.9, amp and the armature resistance 
is 0.006 ohm. 

(a) Determine maximum and minimum values of flux E/S at which dynamo is 
likely to operate, as well as an intermediate value. Determine efficiency at (5) rated 
voltage and current os generator at 950 rpm with shunt-field current equal to 1.8 amp; 
(c) when operating as motor at current of 80 amp, field current 1.5 amp. and speed 
1,000 rpm. 

(a) These values are determined above and arc 0.26, 0.2, 0.23. 

(fe) I - 90.9 amp; / B = 90.9 + 1.8 - 92.7 amp. 

E - 220 + 92.7 ■ 0.096 - 228.9 volts. 

E/S - 228.9/950 - 0.241 

Interpolating, between curves E/S = 0.23 and 0.26 on the 950-rpm ordinate. Fig. 
421, S.P. - 920 watts. From (366), 


P&L 


(92.7)*0.096 = 

220 1.8 = 


824.9 watts. 
396.0 watts. 


S.P. = 920.0 waits. 

0.01(20,000) « 200.0 watts 

Total loss = 2,340.9 watts. 


Eff 


20,000 

20,000 + 2,341 


0.895, or 89.5%. Antt. 


(c) /. - 80 - 1.5 - 78.5 amp. 

E — 220 — 78.5 - 0.096 - 212.5 volts. 

E/S - 212.5/1,000 = 0.2125 or 0.213 (nearly). 

Interpolating between curves E/S — 0.20 and 0.23 on the 1,000-rpm ordinate, 
Fig. 421, S.P. - 900 watts. 


(78.5)*0.096 
220 - 1.5 
S.P. 

Pbl - 0.01(15,622) 
Total 


591.6 watts. 
330.0 watts. 
900.0 watts. 
156.2* watts. 
1,9775 watts. 


* Trial and error. 



tosses; EFFICIENCY;■ OPERATION 437 

From (307), 

Input < 220 ■ 80 - 17,600 watts. 

Output ■ 17,600 - 1,978 - 15,622 watte. 

Eff ■ 0.888, or 88.8%. Ant. 

Since stray power is a small proportion of the total input of a dynamo, 
errors in its determination produce much smaller proportionate errors in 
the efficiency. 

368. Opposition Test—Kapp Method. The objection to the foregoing 
stray-power methods of measuring losses is that the dynamo is not under 
load when the losses are being measured, so that their values may be in 
error. If two similar dynamos are available, their losses may be deter¬ 
mined when both dynamos are loaded, and yet the power source supplies 
only the losses of the two dynamos. The connections for making such a 
test are shown in Fig. 422. 



The two similar dynamos are coupled together mechanically and are 
then connected to the line, as shown. The motor should have a starting 
box. Five ammeters are used, one in each field, one in each armature cir¬ 
cuit, and one in the line supplying the two armatures. The fields are con¬ 
nected directly to the line so that their currents are not indicated by the 
ammeter A i. 

The operation of the set is as follows: The motor supplies mechanical 
power to the generator. This in turn supplies electrical power to the 
motor. The power delivered by the generator is less than that required 
by the motor, owing to the losses in the two machines, Therefore, this 
deficit must be made up by the line which supplies the current I. 

The total input to the two armatures is VI. 

This power is distributed as follows: 


Motor-armature loss = 
Generator-armature loss « IfR* 
Motor stray power. 

Generator stray power. 
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R\ and R t are the resistances of motor and generator armature, including 
brush-contact resistances. 

As the generator field is necessarily stronger than that of the motor 
because it requires the higher internal voltage, its Btray power will be 
greater than that of the motor, as stray power increases with increase of 
flux. As a close approximation, the total stray-power loss may be divided 
between the two machines in proportion to their induced emfs. 

Let Ei equal the motor induced emf and E z the generator induced emf. 

Ei = V - hRi. 

E t = V + hR 2 . 

Let Pi and P * be the values of stray power in the two machines. Then, 



The total input to the two machines goes to supply their armature and 
stray-power losses, because the output of the system is zero and the field 
power is supplied separately. By subtracting the armature losses from 
the input, the total stray power P x + P 2 remains. 

That is, 

Pi + P2 =■ VI - h 2 Ri - ISRi. (372) 

The field currents are measured directly by the ammeter in each field 
circuit. 

The advantages of this method are that each dynamo is operating under 
load conditions so that the st ray-load losses are included in the measure¬ 
ment; the regulation of each dynamo may be determined; the power 
source needs supply only the losses. 

The principal disadvantage is that the method requires two similar 
dynamos. The assumptions made in regard to the stray-power distribu¬ 
tion may be slightly in error. 

The dynamos are brought into operation by first starting the motor, 
using the starting box. Then the generator voltage is made equal to the 
motor terminal voltage, and the generator terminals are connected 
directly across the motor terminals, exactly as generators are connected in 
parallel. Care should be taken that the polarity is correct. The genera¬ 
tor field is strengthened and the motor field weakened until the desired 
conditions of load and speed are obtained. 

Example. Two similar 120-volt 7.5-lip. motors are connected in the manner shown 
in Fig. 422. The armature resistance of each is 0.12 ohm. The fields are adjusted so 
that the motor current /, is 57 amp, and the generator current / s is 45 amp. Under 
these conditions the power source is supplying a current 7 of 12 amp at 120 volts. 
Determine stray power of each machine under these conditions. 
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Power supplied by line, 


P m 120 • 121,440 watts. 

/i*Ki «= 57* ■ 0.12 - 390 watts. 
/a 1 /?a * 45 a • 0.12 = 243 watts. 

Total - G33 watts. 

Total stray power = 1,440 — 033 «= 807 watts. 


Ei - 120 - (57 ■ 0.12) = 113.2 volts. 
E t - 120 + (45 ■ 0.12) = 125.4 volts. 

The motor stray power 


1 IQ 9 

p ' " iiErfiSM 807 ' 383 WHtts - 

The generator stray powder 

Pi m itstIthi 807 “ 424 watt "- 

Knowing the Btray power and the armature and field losses, the efficiency is readily 
calculated. 

359. Performance of D-C Machines. The accompanying tables give 
efficiencies and other performance data of d-c machines. The data are 
typical but do not necessarily represent the performance of all machines 
having these ratings. 


Performance of D-C Motors 
(Westinghousc Electric Corporation) 


Hp 

Speed, 
rpm 

Wt, lb 

— 

Eff, % 

Load 


H 

K 

Full 

H 

1,150 

B5 

69 

74 

75 

% 

1,750 

85 

71 

75 

76 

1 

1,750 

85 

72 

75 

77 

2 

1,750 

155 

74 

79 

81 

3 

1,750 

165 

77 

81 

82 

5 

1,750 

195 

77 

80 

83 

10 

1,750 

545 

82 

85 

86 

25 

1,750 

980 

84.5 

86.5 

87.5 

50 

850 

1,830 

84.0 

87 

89 

100 

850 

2,925 

88 

89 

90.5 
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Compound-wound Generators with Commutating Poles, 1,750 RPM 


Kw 

Volta 

Amp 

Eff, % 

Load 



Full 

5 

125 

40 

77.0 

80.5 

82.0 

10 

125 

*80 

80.0 

83.0 

85.0 

25 

125 

200 

84.0 

86.5 

88.0 

50 

125 

400 

83.0 

86.0 

88.0 

100 

125 

800 

87.0 

88.5 

90.0 

200 

125 

1,600 

88.0 

90.5 

91.0 

400 

250 

1,600 

91.7 

91.9 

91.7 

1,000 

250 

4,000 

: 

92.1 

92.6 

92.1 


Distribution of Losses, Constant-speed Stabilized Shunt Motors, 230 Voi.tr, 

1,750 RPM 

(General Electric Company) 



Loss, watts 

Horsepower 

m 

3 

5 

10 

25 

60 

Shunt field. . 

52 

75 

90 

105 

220 

240 

Friction and windage. 

25 

40 

60 

130 

420 

570 

Brush friction. 

10 

25 

35 

70 

180 

375 

Core loss. 

40 

70 

130 

245 

590 

895 

Armature.. 

90 

150 

240 

340 

425 

1,000 

Commutating field. 

20 

30 

50 

70 

130 

330 

Brush contact. 

10 

25 

35 

75 

180 

425 

Stray-load loss*. 

11 

22 

37 

75 

187 

448 

Total losses. 

258 

437 

“ 677 

1,110 

2,332 

4,283 


• Conventional value—not teat. 


360. Ratings and Heating. Practically all power apparatus, whether 
it be steam engines, gas engines, or dynamos, has a definite power rating. 
The rating is determined by the manufacturer and is supposed to give 
the power which the apparatus can safely or efficiently deliver under speci¬ 
fied conditions. It is interesting to consider what, in general, determines 
the rating of various power devices. 

Both a steam engine and a steam turbine are usually rated at the load 
for which their efficiency is a maximum. These two types of prime mover 
can carry a large overload without difficulty but at reduced efficiency. 
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Owing to the excessive weights and costs, large gas engines are usually 
rated as high as possible, which is near the point at which they cease to 
operate. Their thermal efficiency is ordinarily so much greater than that 
of the steam engine or turbine that the question of weight is more impor¬ 
tant than the question of efficiency. 

Electrical apparatus is usually rated at the load which it can carry with¬ 
out overheating . Commutation may at times limit the output of d-c 
machines. 

When organic insulation, which is used almost entirely for the insu¬ 
lation of electrical machinery, is subjected to higher temperatures, it 
deteriorates with time, both electrically and mechanically. In time the 
insulation becomes dry and brittle, which usually results ultimately in 
physical disintegration. There is direct correlation between electrical 
strength and mechanical strength. 

Insulation does not usually fail immediately on reaching a critical tem¬ 
perature, but only when the gradual mechanical deterioration impairs the 
electrical strength so that it falls below the critical value. Insulation life 
is also dependent to a considerable extent on the access of oxygen, mois¬ 
ture, dirt, and chemicals. 1 

The temperature limits on which the rating of electrical machines and 
apparatus is based are largely determined by the character of the insu¬ 
lating materials used. For the purpose of establishing temperature 
limits, insulating materials are classified into five categories in Table 4-60 
of AIEE Standard No. 1. Of the five categories the temperature limits 
of only classes A and B have been specified for electrical machines. 2 

2.052 Class A Insulation Defined. 2 Class A insulation consists of: (1) cotton, 
silk, paper, and similar organic materials, when either impregnated or immersed 
in a liquid dielectric.; (2) molded and laminated materials with cellulose filler, 
phenolic resins, and other resins of similar properties; (3) films and sheets of 
cellulose acetate and other cellulose derivatives of similar properties; and (4) 
varnishes (enamel) as applied to conductors. 

2.053 Class B Insulation Defined * Class B insulation consists of mica, asbes¬ 
tos, fiber glass, and similar inorganic materials, in built-up form with organic 
binding substances. A small proportion of Class A materials may be used for 
structural purposes only. 

From the results of experience and laboratory tests, limiting tempera¬ 
tures, called “hottest spot temperatures,” have been assigned to the 
various insulating materials. These values of hottest spot temperatures 
for the different insulation classifications are given in Table 4-61 of AIEE 

L For complete discussion see AIEE Standard No. 1, “General Principles upon 
Which Temperature Limits Are Based in the Rating of Electrical Machinery and 
Apparatus,” June, 1947. 

1 ASA Standard C50-1943, p. 9. Sec footnote, p. 522. 
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Standard No. 1. These values are useful as a point of reference in select¬ 
ing the observable temperature rise in standards for rating and testing. 

For class A the limiting value of temperature, or hottest spot, is 105°C 
and for class B, 130°C. With 40°C ambient temperature the limiting 
rise for class A is 65°C and for class B is 90°C. 

In ASA Standard C50-1943, "Table 1—Limiting Observable Tempera¬ 
ture Rise,” of which Table IV is an abridgment, are given the limiting 
temperatures for different parts of machines, such as armature windings, 
field windings, cores, etc., for the class A and class B insulation. The 
method of temperature measurement is also included. There are two 
methods specified, thermometer and resistance methods. In the ther¬ 
mometer method (2.054) temperature is determined by mercury or alcohol 
thermometers, by resistance thermometers, or by thermocouples, any of 
these instruments being applied to the hottest part of the machine accessi¬ 
ble to the mercury or alcohol thermometer. 


Table IV. Limiting Observable Temperature Rise, °C 


Machine part 

Method of 
temperature 
determination 

General- 
purpose 
generators, 
motors, and 
generators 
for electro¬ 
lytic. serv¬ 
ice, class A* 

Totally enclosed 
fan-cooled, 
explosion-proof, 
waterproof, etc., 
dust-tight, etc., 
motors 

Generators having 
a nominal rating 
at end of 2-hr 
overload 



Class A* 

Class B* 

Class A* 

Class B* 

Armature and all 
windings other 
than field and 
bare copper 

Thermometer 

40 

1 

55 

75 

55 

75 

Shunt-field wind¬ 

Thermometer 

1 40 

1 


55 

76 

ings 

Resistance 

50 

60 

80 

65 

85 

Cores and mechan¬ 
ical parts in con¬ 
tact or adjacent 
to insulation 

Thermometer 

1 

40 



55 

i 

75 


* Insulation. 


The bulbs of thermometers must be covered by felt pads cemented to 
the machine, or by oil putty, cotton waste, or other material suitable for 
the purpose, applied in such a way as not to interfere with the normal 
ventilation of the machine (2.056). 

561. Resistance Method. In the resistance method the temperature 
is determined by comparison of the resistance to be determined with the 
resistance at a known temperature (2.055). This method is given in 
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Chap. I (p. 19). With field windings it is merely necessary first to 
measure their resistance after they have been standing for a sufficiently 
long time in a room of known temperature to have acquired that tempera¬ 
ture. Any of the several methods (pp. 155 to 171) may be used, although 
the voltmeter-ammeter method is the most common. In using this 
method, the measurements should be made quickly so that the measuring 
current will not heat the winding appreciably above the initial tempera¬ 
ture (see Fig. 423). 

The voltmeter must be connected across the shunt-field winding itself 
and must not include the field rheostat since change in resistance of the 
copper is being measured. Likewise, measurements with series fields can¬ 
not be used for temperature determination if the fields are provided,;with 
shunts, or diverters. % 

Example. With an ambient temperature of 30°C, the resistance of the field of a 
shunt generator increases from 104 to 112 ohms. Determine its temperature rise. 

Using Eq. (16) (p. 21), 

112 234.5° + h 

104 = 234.5° + 30“ 

234.5 + t, - 264.5( 1 X K 04 ) = 284.9°. 

U - 50.4°. 

Temperature rise * 50.4° — 30.0° = 20.4° Ans. 

ASA Standard C50 (2.064) specifies that the “temperature test shall be 
continued until the temperature rises during test shall have attained a 

steady final value; or until sufficient 
evidence is available to show that the 
temperature rises would not exceed 
the requirements of the standards if 
the test were prolonged until the 
attainment of steady final values.” 

If temperature rise be plotted as 
a function of time, a curve similar to 
that of Fig. 423 1 is obtained, which 
was determined for a shunt field. 
Such a curve is readily obtainable by leaving the voltmeter and ammeter 
connected in circuit permanently and taking readings at the desired inter¬ 
vals. At the beginning of the test the curve rises rapidly, since at that 
time there is but a slight difference of temperature between the field coils 
and the room. Therefore, but a small amount of heat is dissipated by the 
coils, and as a result the temperature rises rapidly. As the difference 
between the coil temperature and the room temperature increases, more 
and more heat is dissipated by the coils, and the temperature rises less 

1 This curve is similar in character with the curve giving the rise of current with 
time in an inductive circuit (see Fig; 230(b), p. 306). 



Fio. 423. Curve of temperature rise 
with time, for dynamo. 
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rapidly. Therefore, the rate of temperature increase becomes less as the 
time increases. This is illustrated by the curve of Fig. 423. When the 
curve becomes practically horizontal, the total heat developed in the coils 
is equal to the heat dissipated by the coils and the coils have reached a 
constant temperature. Similar curves would be obtained for other parts 
of the machine. 

Care must be taken in measuring the armature resistance when deter¬ 
mining temperature rise. The object of this measurement is not to deter¬ 
mine the resistance for use in the calculation of loss, but to determine the 
change of resistance in the armature copper , due to change of temperature. 
Therefore, it is essential that the resistance of the copper alone be meas¬ 
ured and that the current path through the copper be the same in every 
measurement. To exclude all resistance except that of the copper, the 



Fra. 424. Measurement of armature resistance for temperature test. 

brush and contact resistances must not be included in the measurement. 
Therefore, the voltmeter leads must be held on the commutator segments 
inside the brushes, as in Fig. 424(a), which shows a bipolar generator. 
Moreover, these segments should be marked, and in every subsequent 
measurement they should be directly under the same brushes. This 
ensures the Bame conducting path for each measurement. 

When this type of measurement is made on a multipolar armature, the 
division of current in the various paths is determined in part by the brush- 
contact resistance. This is apparent from a study of Fig. 415, p. 524. 
The current I divides between the two brush sets, and hence the division 
of current will in part be determined by their resistances. To make cer¬ 
tain that in the different resistance measurements the current paths 
remain unchanged, two brushes may be insulated, Fig. 424(5). Under 
these conditions the current paths are not symmetrical, but the division 
of current is determined by the copper resistance itself and not by 
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brush-contact resistance. With an odd number of pairs of brufihaets 
the current paths will be symmetrical if diametrically opposite brush sets 
conduct the current to the commutator. 

In measuring the shunt-field resistance, the voltmeter should be con¬ 
nected directly across the winding so as to exclude the drop in the field 
rheostat. 

In addition to measuring the temperature of the windings, the rise of 
temperature of bearings and of commutator should be measured with a 
thermometer. 

In many modem dynamos, thermocouples are inserted in the windings 
and are connected to millivoltmeters on the switchboard, so that the 
operator can determine the hot-spot temperatures at any time. 

362. Parallel Operation of Shunt Generators. In most power plants it 
is necessary, or at least desirable, that the power be supplied by several 
small units rather than by a single 
large unit. 

(a) Several small units are more w 
reliable than a single large unit, for | 
if one of the small units is disabled 

D 

the entire power supply is not cut off. .9 
(6) The units may be connected in ^ 
service and taken out of service to cor- 
respond with the load on the station. 

This keeps the units loaded up to Ampere* 

their rated capacity and increases the Fio. 425. Characteristica of shunt 
efficiency of operation, (c) A unit « BneratQrB in 

can be repaired more readily if there are several in the station. (<f) Addi¬ 
tional units may be installed to correspond with the growth of Btation 
load, (e) The station load may exceed the capacity of any single avail¬ 
able unit. 

Shunt generators, because of their drooping characteristic, are particu¬ 
larly well suited for parallel operation. In Fig. 425 are shown the charac¬ 
teristics of two shunt generators, designated as No. 1 and No. 2. It .will 
be noted that generator 1 has the more drooping characteristic. If the 
two generators are connected in parallel, Fig. 426, their terminal voltages 
must be the same, neglecting any very small voltage drop in the connect¬ 
ing leads. Therefore, for a common terminal voltage V i, Fig. 425, gen¬ 
erator 1 delivers h amp, and generator 2 delivers J* amp. That is, the 
generator with the more drooping characteristic carries the smaller load. 

Assume that some condition arises which temporarily causes generator 
1 to take more than its share of the load. This condition might arise 
from a temporary increase in the speed of its prune mover, or it might be 
occasioned by a momentary change of load on the system. If the 
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increased current persisted after normal conditions were restored, genera¬ 
tor 1 would tend to operate at some point a on its characteristic. This 
results in a drop in its terminal voltage, which tends to make it take less 
load. Moreover, at the time that generator 1 takes more load, generator 
2 must take less load, the total load remaining constant, and accordingly 
generator 2 will tend to operate at some point b on its characteristic. 
This will raise its terminal voltage and cause it to take more load. There¬ 
fore, any tendency of one generator to take more than its share of the load 
results in changes of voltage in the system which oppose this tendency. 
Hence, shunt generators in parallel may be said to be in stable equilibrium. 
The reactions of the system are such as to hold the generators in parallel. 



Fjcj. 426. Connections fur parallel operation of shunt generators. 


Moreover, if any change of load on the system occurs, each generator 
must supply some of the increase or decrease of load. 

563. Connections of Shunt Generators in Parallel. The connections 
for operating shunt generators in parallel are shown in Fig. 426. Each 
generator should have its own ammeter. A common voltmeter is suffi¬ 
cient for all the generators. The individual generators can be connected 
to the voltmeter or potential bus through suitable plug connectors or 
selective switches. Assume that generator 2 is out of service and that 
generator 1 is supplying the load. It is desired to put No. 2 in service. 
The prime mover of No. 2 is started and the generator is brought up to 
speed. Its field is then adjusted so that its voltage is just equal to that of 
the bus bars, which condition may be determined by the voltmeter. The 
breaker and switch are now closed and No. 2 is connected to the system. 
Under these conditions, however, it is not taking any load, as its induced 
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emf is just equal to the bus-bar voltage, and there can be no current 
between points at the same potential. That is, the generator is “float¬ 
ing’ 1 on the bus bars. Its induced emf must be greater than the voltage 
of the bus bars in order that it may deliver current. Therefore, the field 
of No. 2 is strengthened until the generator takes its share of the load. 
It may be necessary to weaken the field of generator No. 1 at the same 
time in order to maintain constant the bus-bar voltage. 

To take a generator out of service, its field is weakened and that, of the 
other generator is strengthened until the load of the first generator is zero. 
The breaker and then the switch are opened, clearing the generator. 
Connecting in and removing a generator from service in this manner pre¬ 
vents any shocks or disturbance to the prime mover or to the system. 


+ Bus 



— Bus 

Fig. 427. Compound generators in parallel. 


If the field of one generator be weakened too much, power will lie 
delivered to this generator, which will then run as a motor and tend to 
drive its prime mover. 

It is evident that if shunt generators are to divide the load properly at 
all points, their characteristics must be similar in form and each must have 
the same voltage drop from no load to full load. 

364. Parallel Operation of Compound Generators. Figure 427 shows 
two overcompounded generators connected to bus bars, positive and nega¬ 
tive terminals being properly connected as regards polarity. Each gener¬ 
ator is taking its proper share of the load. Two such compound gener¬ 
ators operating in parallel are in unstable equilibrium. For example, 
assume that for some reason generator 1 takes a slightly increased load. 
The current in its series winding must increase, which strengthens its 
field and raises its emf, thus causing it to take still more load. On the 
other hand, as the system load is assumed to be fixed, generator 2 will at 
the same time drop some of its load, resulting in a weakening of its series 
field and a consequent further dropping of its load. Almost instantane- 
ously No. 1 will be driving No. 2 as a motor, and the circuit breaker of at 
least one of the generators will open. 
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This condition is also illustrated by Fig. 428, which shows the indi¬ 
vidual characteristics of the two generators. Assume that the genera¬ 
tors are operating at voltage Vi t which corresponds to currents 1 1 and I t . 
Assume that generator 1 delivers a slightly increased load. Its voltage 

will then tend to rise to some point a. 
o^jVo./ 7/a 71 This increased voltage causes the 

r IP I 11 generator to deliver more load, the 

| effect is cumulative, and almost in- 

| I | * stantaneously a circuit breaker opens. 

49 ^- j | Hence, compound generators 

> j J I operating under these conditions are 

*--!— ^ I in unstable equilibrium. That is, any 

_L_j 2 _action tending to thrdW the genera- 

—*- 1————1 - tors out of equilibrium is accentuated 

_ A "^ eres by the resulting reactions. 

pound generators in parallel. 1 he generators may be made stable 

by connecting the series fields in 
parallel, Fig. 429. This connection, which in Fig. 429 connects the two 
negative brushes together, is a conductor of low resistance and is called 
the equalizer. Its operation is as follows: Assume that generator 1 starts 
to take more than its proper share of the load. The increased current 
will go in part through the series field of generator 1 and also, by means 


Amperes 

Fig. 428. Characteristics of com¬ 
pound generators in parallel. 



Fra. 429. Typical connections for two compound generators operating in parallel. 


of the equalizer, will go in part through the series field of generator 2. 
Therefore, both generators are affected in a similar manner and No. 1 
cannot take the entire load. 

To maintain the proper division of load from no load to full load, the 
following conditions must be satisfied: 
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a. The regulation of each armature must be the same. 

b . The series-field resistances must be inversely proportional to the 
generator ratings. 

It is not always possible to adjust compound-generator characteristics 
by means of series-field diverters so that the generators, while in parallel, 
divide the load properly. Assume, Fig. 429, that the series field of gener¬ 
ator 1 is shunted by a diverter. If the equalizer and bus bar have negli¬ 
gible resistance, this diverter shunts the series field of generator 2 as well 
as that of generator 1. Therefore, the diverter merely drops the charac¬ 
teristic of the entire system but does not affect the division of load. The 
proper load adjustments may be made by means of a resistor of low 
resistance in series with one of the series fields. 

It should bo noted that the desired division of load among either 
shunt or compound generators for any given external load may be 


+ Bus 



Km. 430. Compound generators requiring two equalisers (neutral connection to generators 
omitted). 

obtained by adjusting their shunt-field rheostats. However, it is usu¬ 
ally desirable that this division remain constant at all loads, especially 
if an operator is not. in continuous attendance. Therefore, it is desirable 
that shunt and compound generators operating in parallel shall have 
similar characteristics. 

A compound generator with a single series field usually has a 3-pole 
switch, one blade of which connects the equalizer, Fig. 429. If a 3-wire 
generator (see p. 500) having two scries fields is to be connected, a 4-pole 
switch is necessary, as there are. two equalizers, Fig. 430. The load 
ammeter in a compound generator should always be connected between 
the armature terminal and the bus bars, Fig. 430. If it is connected in 
the series-field circuit, the ammeter may not indicate the generator cur¬ 
rent, owing to the fact that some of the generator current may be going 
through the equalizer. 

Compound generators are put in service and taken out of service in 
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the same manner as shunt generators, that is, the load is adjusted and 
shifted by means of the shunt-field rheostat. 

Sometimes, however, when the switch for the incoming generator is 
closed after the generator emf has been made equal t.0 the voltage of the 
bus bars, the generator immediately supplies a substantial load. A study 
of Fig. 429 show's that the two right-hand switch blades connect the Beries 
field of the incoming generator in parallel with those of the generators 
already connected to the bus bars. Hence, the series field of the incom¬ 
ing generator immediately takes current, and its emf is increased above 
the voltage of the bus bars, resulting in its supplying load. If this condi¬ 
tion is serious, the switching may be arranged so that the two right-hand 
contacts of the switches are first closed, the generator emf made equal 
to the bus^bar voltage, and then the left hand contact closed. 



CHAPTER XV 

TRANSMISSION AND DISTRIBUTION OF POWER 

36B. Power-distribution Systems. Under modern conditions, most 
central stations generate power on a large scale as alternating current 
and transmit this power as aJternating current. Even when large d-c 
loads are to be supplied, such as to electrolytic plants, the power is almost 
always generated as alternating current and converted to direct current 
in the locality or localities at which it is to be utilized. An important 
reason for generating power as alternating current is that a-c generators 
can be constructed in large high-speed units having ratings as high as 
200,000 kw, which are economical in cost per kilowatt and also in oper¬ 
ation. On account of commutation, it is difficult to construct a d-c 
generator of a rating much higher than 5,000 kw, and such units must 
operate at low speed, which necessitates large, heavy machines (see Vol. 
II, Chap. 1, Sec. 1). Another important reason for using alternating 
current is that the voltage may be efficiently raised and lowered by 
means of transformers. This enables the obtaining of high voltages, 
which are essential to the economical and efficient transmission of power, 
and also the obtaining of lower voltages, such as 2,300, 600,230,115 volts, 
at which power is generally utilized. 

Direct-current power must be generated at comparatively low voltages 
in units of relatively small power ratings, and there is no economical 
method of raising the voltage for transmission and lowering it for utili¬ 
zation. At present there are no commercial high-voltage d-c systems. 
The Thury high-voltage d-c system (p. 462) was in operation in France 
for a number of years, but was abandoned in 1937. 

At the present time, general d-c distribution is used in the downtown 
districts of a few large cities. This system is still employed chiefly 
because it is a development of the past which cannot be changed readily 
to alternating current without prohibitive expense. However, in such 
cities new extensions are usually alternating current, the low-voltage net¬ 
work 1 being generally used. In the early days of power distribution, the 
primary reason for selecting direct current for the downtown sections of 
large cities was that continuity of service was of the highest importance 
and direct current enabled the use of a storage-battery reserve which can 
be readily maintained and immediately put into service should the power 

1 VoL II, 4th ed., p.496. 
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supply into the area l>e interrupted. The storage battery can also be used 
as a voltage regulator. Direct-current motors are admirably adapted to 
elevators and printing presses, which form an important part of the power 
load in a city (see Vol. II, 4th ed., Sec. 1, and pp. 456 and 496). 

Other advantages of direct current are the absence of inductive and 
capacitive effects, present with alternating current, and the absence of 
eddy-current losses in cable sheaths and of skin effect in large under¬ 
ground conductors. Hence, large single-conductor cables can be used. 

366. Power Systems. Neatly all d-c power now is obtained from large 
a-o power systems by the use of converting apparatus. This is illus¬ 
trated by Fig. 431, which shows a typical power system, no attempt being 
made to show such details as instruments, switches, and circuit breakers. 



Fin. 431. Typical power system. 


The analyses of the 3-phase connections and voltages are given in Vol. II, 
particularly in Chap. XIII (also see Vol. II, Sec. 1, p. 1). The generating 
station, Fig. 431, may be either steam or hydroelectric. Two 3-phase 
synchronous generators in parallel are delivering power to the 13.8-kv 
(13,800-volt) bus bars. The power is stepped up by transformers to 66 
kv for transmission, and at the substation it is stepped down to 13.8 kv 
for distribution. The G6 kv used for transmission, although typical, is 
given only for illustration. Other voltages such as 110, 132, 164; and 
220 kv are commonly used, depending on the transmission distance, 
economics, and other factors. 

Since arc distribution is now predominant, two typical a-c systems 
are shown at the substation, the low-voltage a-c network in which the 
power is stepped down at or near the load center from 13,800 volts to a 
208/120-volt 3-phase system. Lamp and other 120-volt loads are con- 
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nected from the 3-phase wires to the neutral N, and 3-phase 208-volt 
motor loads are connected to the 3-phase wires. 

In the second a-c system the 13,800-volt power is stepped down to 
4,000 volts, 3-phase, for distribution. The voltage to the neutral AT is 
2,310 volts, and transformers with a 10 to 1 ratio connected between 
phase wires and neutral give the 230/115-volt 3-wire systems. For motor 
loads, step-down transformers connected to the 4,000-volt phase wires give 
230, 440, and 575 volts, 3-phase power, for motors, 440 volts being shown. 

There are also shown three common methods for converting a-c power 
to d-c power. The 6-anode mercury-arc rectifier rectifies the a-c voltage 
to give 600 volts d-c, after the voltage has been stepped down to the 
proper value by transformers. The 600-volt d-c power would probably 
be used for electric railways or for electrolytic purposes. Also a syn¬ 
chronous converter is shown, a rotating machine which converts the a-c 
power to d-c power after the voltage is stepped down by transformers 
to the proper value. This d-c voltage is also 600 volts, but synchronous 
converters are used commonly to convert to 230 volts d-c. A synchro¬ 
nous-motor -d-c-generator set is also shown for converting the Sr-ci power 
to 230-volts d-c. Although all three methods are in common use, the 
rectifier is being favored when the d-c voltage is 600 volts and higher 
because of its higher efficiency and lesser weight. 

367, Voltage and Weight of Conductor. The weight of conductor varies 
inversely as the square of the voltage, when the power transmitted, the dis¬ 
tance, and the loss are fixed. 

Let it be required to transmit power P at voltage V i and current J\ 
over conductors having resistance R\. 

The current 



The power loss 


Pi = h 2 Ri- 


Assume that the 
remaining fixed. 
The current 


The power loss 
Therefore, 


voltage is raised to V 2) power, distance, and loss 


Ri 

Rz 



Pi - h*Ri = Pi. 

URi =* ISRt. 
fiX _ (P/VO* _ Yi* 
W - (P/F0V Ye 


( 373 ) 
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That is, the conductor resistance varies directly as the square of the volt¬ 
age. But the volume or the weight of a conductor of given length varies 
inversely as the resistance. 

Let the weight of copper in the two cases be W 1 and W 2 . 


Wx = zi 

W% TV 


(374) 


Therefore, the conductor weight varies inversely as the square of the voltage, 
when power, distance, and loss are fixed. 

If the voltage of as ystem is doubled, the weight of the conductor is 
quartered, other conditions being the same. 


Example. 50 kw is delivered at a distance of 500 ft at 110 volts over a 400,000- 
cir -mil feeder. Determine: (a) power loss; (b) power loss with 220 volts at load. 


M 


7 50,000 

ll " no 


■ 454.5 amp. 


If the cross section of the cable were 454,500 cir mils (sec Sec. 47, p. 53), the loss 
would be 454,500 ■ 1,000 ■ 10 -6 watts = 4,545 watts. Actually the loss is 


1,000 ' 10_ ‘' '‘W - 000 “ 5 > 104 watt*. .Ins. 
,1 » J 50,000 on— n-T 

(6) U - “J 20 - = 221 27 arn P- 

The loss is 

(“ISf)" ' 1 ’ 000 ■ 10-1 ‘ 400 ' 000 = 1.291 watte. A ns. 


The loss in (b) is one-fourth that in (a). Therefore., a 100,000-cir-mil feeder, 
having just onc-fourth the weight of the feeder in (a), would transmit the same power 
the same distance with the same Ions. 


368. Distance and Weight of Conductor. The weight of conductor 
varies inversely as the square of the voltage, when the power transmitted, the 
voltage, and the loss are fixed. Let the voltage and power of two systems 
be V volts and P watts. Let the current, resistance, and length of line in 
one system be 7i amp, R\ ohms, and h units of length. Let the corre¬ 
sponding quantities in the second system be / 2 amp, R 2 ohms and h units 
of length. Let Ui and 1)2 be the volumes of the conductors in the two 
systems, and let p be the resistivity of the conductors and A\ and A 2 
their respective cross sections. 


Ri = 



ohms; 



ohms. 


a) 


Since the voltage V, power P, and power loss PR in the two systems are 

equal, 


It =■ 7i; 


7, a «i = 
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Therefore, Ri = Ifa. Hence 



Substituting 

At 

in (11) and rearranging, 

Weight obviously is proportional to volume. 

369. Size of Conductors. In transmitting or distributing power by 
direct current, four factors must be considered in determining the size of 
conductor. 

1. The conductors must be able to carry the current without over¬ 
heating. 

This is particularly important with inside wiring where fire risk exists. 
Tables of the permissible current-carrying capacity of conductors are 
given in the Appendixes G and I (pp. 591 and 593). 

2. The voltage drop to the load must be kept within reasonable limits. 
This is particularly important when incandescent lamps constitute the 
load. 

3. The conductors must be of sufficient mechanical strength. This is 
important when the conductors are strung on poles. It is not advisable 
to use conductors smaller than No. 8 AWG for pole lines. 

4. The economics of the problem must be considered. Increasing the 
size of conductor means higher investment costs but less energy loss in 
transmission. That size of conductor should be chosen which makes the 
cost of the energy loss plus the interest on the investment a minimum. 
This may be modified in view of the considerations stated in 1, 2, and 3. 

CONSTANT-POTENTIAL DISTRIBUTION 

370. Distribution Voltages. From 110 to 120 volts has been found to 
be the most satisfactory voltage for incandescent lighting. It is not so 
high as to be dangerous to persons. Incandescent-lamp filaments for 
voltages much in excess of 120 volts become so long and of so small a cross 
section that they are fragile. An even lower voltage than this would be 
desirable from the standpoint of the filament, but a lower voltage would 
be accompanied by an increase in the required weight of copper. There¬ 
fore, 110 to 120 volts has been standardized for lighting and for domestic 
use as being the most desirable when all factors are taken into considers 
tion. Six hundred volts is commonly used for trolley distribution. 


and 

II 

*"l£ 

(HI) 

V 2 U* 

Ui ii ! ' 

- 

(375) 
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because It is not so high as to give operating difficulties and saves con¬ 
siderable copper as compared with systems of lower voltage. At the 
present time, 1,200, 2,400, and even 3,000 volts d-c are used at the trolley 
in railway electrification, these higher voltages being for trunk-line elec¬ 
trification, not for municipal traction. 

371. Distributed Loads. Feeders conduct the power in bulk from the 
bus bars to load centers from which it is distributed to the consumers 
through the mains (p. 5C6). Hence, with feeders the load is almost 
always concentrated at the end although at times there may be one or 
two intermediate loads (see Figs. 31 and 32, pp. 49 and 50). With 
mains, however, the loads are usually distributed more or less uniformly, 
Figs. 432(a), (6), (c), in which lamp loads are given as examples. 

. qooooQqq 

<a) Uniform conductor section 

QOOOOOOO 

(b) Tapered conductor 


(c) Varying conductor cross-section 

Fig. 432. Conductor cross section of distributing system of mains. 

The conductors may be of uniform cross section throughout their entire 
length, Fig. 432(a). This system is used where the mains are short and 
the voltage drop is small. 

The minimum weight of conductor for a given voltage drop is obtained 
when the mains are uniformly tapered, Fig. 432(b). 

As it is impracticable to have a uniformly tapering conductor, a con¬ 
ductor of constant cross section is run for a part of the distance, followed 
by another uniform conductor of lesser cross section, and so on, Fig. 
432(c). A good rule to remember is that the current density in each 
section should be the same. For example, the first section may consist 
of a 250,000-cir-mil conductor, carrying 200 amp; assume the second sec¬ 
tion carries 150 amp; it should be a 15 9£oo ' 250,000 = 187,500 cir-mil 
conductor. Ordinarily, 4/0 wire would be used for this second section. 

372. Systems of Feeding. In order that a nu mber of lamps may operate 
at essentially the same voltage without using an excessive amount of 
copper, the return-loop , or anti-parallel, system, Fig. 433(a), may be used. 
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The two feeding conductors are connected to opposite ends of the load. 
This system allows all the lamps to operate at nearly the same voltage, 
and yet the voltage drop in the feeding wires may be large. 

The objection to the return-loop system is the extra length of wire 
required. This objection is often overcome by arranging the loads in the 
manner shown in Fig. 433(b), the open-spiral system. Where large 
groups of lamps are switched off and on at the same time, as in theaters 







and auditoriums, it is often possible to arrange the lamps in this*way. 

The open spiral may be closed at its ends, resulting in the closed-loop 
system, Fig. 433(c). 

373. Series-parallel System. Doubling the voltage of a system results 
in reducing the weight of conductor to one-fourth its initial value. If 
115-volt lamps be arranged so that two are alwa 3 's in series, Fig. 434, 
the system may be operated at 230 volts. The conductor section will 
then be one-fourtli that required for 
straight 115-volt distribution. The 
obvious disadvantages of the series- 
parallel system are that lamps can 
be switched only in groups of two, 
and if one lamp burns out, the lamp Fio. 434. Series-parallel system, 
to which it is connected ceases to 

operate. Also, both of the lamps in series must be of the same voltage 
and current, rating. It is obvious that this system is entirely unsuited 
to the usual 115-volt appliances. 



EDISON THREE-WIRE SYSTEM 

374. Advantages of Edison Three-wire System. The objections to 
the series-parallel system may be eliminated by running a third conduc¬ 
tor, a neutral , between the two outer conductors, a method invented by 
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Edison. This neutral maintains all the lamps and other loads at approxi¬ 
mately 115 volts. The advantage of a higher voltage in reducing the 
weight of conductor is secured by the use of this system. If there were 
no neutral conductor, the 230-volt system would require one-fourth the 
weight of conductor of an equivalent 115-volt system. If it be assumed 
that the neutral of the Edison system is of the same cross section as the 
two outer conductors, the total weight of conductor for the Edison sys¬ 
tem is three-eighths, or 37^ per cent, of that for a 115-volt system of the 

same power rating. Therefore the 
saving in copper is 62^ per cent. 
In practice, the neutral can be 
made smaller than the two outer 
wires (except in house wiring), so 
that the saving in copper is even 
greater than 621^ per cent. 

The general plan of the system 
under balanced conditions is shown 
in Fig. 435. Two outer conductors A and B have 230 volts maintained 
between them, A being the positive and B the negative conductor. A 
third conductor N is maintained at a difference of potential of 115 volts 
from each of the two outer conductors. Hence, N must be negative with 
respect to A and positive with respect to B: that is, the direction of cur¬ 
rent is from A to A and from N to B. 

Another advantage of the system is that two values of voltage are 
available. The 115 volts is well adapted to lamps and appliances, 
whereas 230 volts is better adapted to motors. 
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Fio. 436. Unbalanced 3-wire systems. 


375. Balanced and Unbalanced Loads. Figure 435 shows the con¬ 
ditions which exist when the load on each side of the system is the same. 
Each of the loads a and b takes 10 amp. The 10 amp taken by load a 
goes through to load b and then back through conductor B to the source. 
This is equivalent to a series-parallel system, as both loads are equal and 
in series. Under these conditions the loads are balanced, and the cur¬ 
rent in the neutral conductor is zero. 

Figure 436(a) shows the conditions existing when the load a on the posi¬ 
tive side of the system is 10 amp and the load b on the negative side is 5 
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amp. Under these conditions the extra 5 amp taken by load a must go 
back through the neutral to the generator or source. Therefore there are 
5 amp returning to the generator in the neutral. 

In Fig. 436(b) the load b is 10 amp, and load a is 5 amp. Under these 
conditions the extra 5 amp must go out to the load through the neutral. 
Note that the direction of current in the neutral may be either toward the 
power source or away from the power source depending on which load is 
the greater. Therefore, if an ammeter is used in a neutral, it should be of 
the zero-center type. Moreover, note that the neutral carries the differ¬ 
ence of the currents taken by the two loads. In practice the loads are usu¬ 
ally so disposed that they are nearly balanced. Ten per cent, unbal¬ 
ancing, that is, a neutral current which is 10 per cent that in the outer 
conductors, is usually allowed in the larger systems, while in smaller sys¬ 
tems the unbalance may at times reach 25 per cent. The current in the 
neutral is ordinarily much smaller than that in the outer conductors and a 
much smaller conductor can be used safely. In practice the neutral is 
usually grounded. 

376. Effect of Opening Neutral. In practice, it is desirable to keep the 
neutral of the 3-wire system closed 
under all conditions. The reason 
for this is illustrated by the follow¬ 
ing example: 

Figure 437 shows two lamp loads 
on a 3-wire system. The load on 
the positive side consists of six 
lamps each taking 2 amp, making a 
total of 12 amp. The load on the negative side consists of four lamps 
each taking 2 amp, making this load 8 amp. The voltage across each 
load is 115 volts so that the resistance Ry of the positive load is 

Ri = ll K2 ~ 9.58 ohms. 

The resistance of the negative load is 

R t = = 14.38 ohms. 

If the neutral be opened at the point S, the two loads R i and R a are in 
series and must take the same current. The total resistance R = R\ + 
Rt * 23.96 ohms. 

There is now 230 volts across these two loads in series, so that the 
current 
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Fig. 437. Effec t on balance of 3-wire sys¬ 
tem of opening neutral. 
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The voltage across load R\ is 

Vi = 9.00 -9.58 - 91.96 volts. 

The voltage across load Ri is 

V 2 = 9.00 ■ 14.38 = 138.04 volts. 

This assumes that the resistance of the lamp filaments does not change. 
Note, however, that the larger bhnk of lamps is operating at a reduced 
voltage, resulting in a substantial decrease in the lumens output of the 
lamps, and that the smaller bank is operating considerably above rated 
voltage, which would result in the burning out of the lamps in a short 
time. 

For this reason the neutral of the 3-wire system is almost always 
grounded, and when circuit breakers are used, t here is rarely a pole in the 
neutral conductor. Also, in modern building and house wiring, no fuses 
are used in the neutral conductor. 


j. mo An* —a. 



Fiu. 43S. Voltage drop in 3-wire system with balanced loads. 

377. Voltage Unbalance. The voltage on the two sides of a 3-wire sys¬ 
tem may be considerably unbalanced if the loads on the two sides of the 
system are unequal. 

In Fig. 438(a) there is a load of 60 amp on each side of the system. The 
resistance of each outer conductor is 0.1 ohm and of the neutral is 0:2 
ohm. The applied voltage is 230 volts across the two outer conductors. 

As the two loads are equal, there is no current in the neutral conductor. 
Therefore, the voltage drop per conductor for the outers is 

c = 00 ■ 0.1 = 6.0 volts. 

The voltage across each load is J09 volts. There is no voltage drop 
along the neutral, as it carries no current. Figure 438(5) shows a plot of 
the voltage distribution. 

Assume that the loads are 100 amp on the positive side of the system 
and 20 amp on the negative side, Fig. 439(a). This represents the same 
total amperes as in Fig. 438. 

The drop in the positive conductor, 

ci = 100 * 0.1 * 10 volts. 


transmission And di$thibvtion of power mi 

The drop in the neutral, 

e z = 80-0.2 = 16 volts. 

Voltage across positive load, 

Vi = 115 — 10 — 16 = 89 volts. Ana. 

The drop in the negative conductor, 

— 20' 0.1 = 2 volts. 

Voltage across negative load, 

V* = 115 — 2 + 1G = 129 volts. Ans. 

There is now 40 volts difference between the voltages on the two sides 
of the system. 

Under these conditions, the voltage across the load on the negative 
side is greater than the voltage on the negative side of the system at the 
sending end, or power source. This rise in voltage from power source to 



Fici. 439. Voltage unbalanre in 3-wire system with unbalanced loads. 


load is due to the direction of the drop in the neutral. Figure 439(b) 
shows these conditions graphically. Note in Fig. 438(b) and in Fig. 
439(6) that the voltage across the outer conductors, 218 volts, is the 
same. This follows from the fact that the total current load is the same 
in each case. 

When motor loads are to be connected to a 3-wire system, they are 
usually connected between the two outer conductors rather than between 
an outer conductor and neutral in order that they shall not produce any 
voltage unbalancing. In fact some power companies will not permit 
motor loads exceeding 1 hp to be connected to neutral. 

METHODS OF OBTAINING THREE-WIRE SYSTEM 

There are several methods of obtaining a 3-wire system. 

378. Two-generator Method. Two shunt generators may be con¬ 
nected in series, Fig. 440. The positive terminal of one should be con¬ 
nected to the negative terminal of the other; that is, the generators are in 
series between the outers. Both generators may be driven by the same 
prime mover. When connected in this manner, each generator supplies 
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the load on its own side of the line only. The obvious objection to this 
method is that two separate generators are required. 

379. Storage Battery. A storage battery may be “floated ” across the 
line, Fig. 441. The neutral wire is connected to the mid-point of the 
batteFy. When the load is unbalanced, that half of the battery on the 
more heavily loaded side will discharge and the other half will be charged. 
Assume for the moment that there are no losses in the battery. The 



Fio. 440. Two generators supplying 3-wire system. 


10 amp returning through the neutral will then divide equally, 5 amp 
going through the positive half of the battery and the other 5 amp going 
through the negative half of the battery. The positive half of the bat¬ 
tery is then discharging, and from Eq. (44) (p. 55) its terminal voltage 
will decrease. Since the total voltage across the entire battery is assumed 
to remain constant, the terminal voltage of the negative half will increase 
and from Eq. (52) (p. 60) this half of the battery will charge. Actually, 


JS a — 



Fig. 441. Storage battery giving neutral in 3-wire system. 


owing to losses in the battery, more current will go through the negative 
half of the battery than through the positive half, and the generator cur¬ 
rent will be greater than 35 amp. This is illustrated with the balancer 
set (Sec. 380) and by Prob. 770 (p. 721). Hence, in order that such a 
system may operate, the voltages to neutral must become unbalanced 
when there is neutral current in the system. On account of their initial 
cost and the cost of maintenance, storage batteries are rarely used for the 




TRANSMISSION AND DISTRIBUTION OF POWER $68 


sole purpose of obtaining a neutral. However, central-station stand-by 
batteries, when floating on a 3-wire system, incidentally provide an addi¬ 
tional neutral for the system. 

380. Balancer Set. A balancer set is a common method of obtaining 
the neutral. This set consists of two dynamos mechanically coupled 
together. They are connected in series across the outer conductors, and 



Fia. 442. Balancer set giving neutral in 3-wire system. 


the neutral is brought to their common terminal, Fig. 442. With little 
or no unbalance in current, both dynamos operate as motors. With any 
appreciable unbalance, one dynamo operates as motor to drive the other 
as generator to supply a part of the unbalanced current. 

The action of this set may best be illustrated by the hydraulic analogy 
shown in Fig. 443. Water is supplied by the canal A . This water falls 
over a weir into canal B and may 
be made to do useful work. All 
this water is not needed at the 
other point of utilization/) between 
the canal B and the tailrace C. 

Some of the water which is not 
needed at D passes to C through 
the water wheel shown in the 
figure. This water wheel is belted 
to a centrifugal pump operating 
between B and A . In virtue of the 
water passing through the water 
wheel some of the water in the canal 
B is pumped back to A by the pump, where it may be utilized again. 
The water wheel corresponds to the motor, or dynamo B } Fig. 442, and 
the centrifugal pump to the generator, or dynamo A. 

If in Fig. 443 more water is required at D between canals B and C 
than can be supplied by the weir at A, the centrifugal pump may act as 
a water wheel and the water wheel as a pump. Some of the extra water 



Fig. 443. Water-wheel analogue of bal¬ 
ancer set. 
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required at D will be supplied through the upper machine operating as a 
water wheel and discharging into B. In so doing the upper machine 
drives the lower machine as a pump. The lower machine then pumps 
water from C back to B to supply the remainder of the water required 
at D . This condition corresponds to an excess of load on the negative 
side of the system of Fig. 442. 

If in Fig. 442 there is an excess of load on the positive side of the sys¬ 
tem, as represented by 20 amp in the neutral, 12.2 amp of this 20 amp 
goes through the motor and in dropping through 115 volts gives up its 
energy. The motor then causes the generator to pump 7.8 amp back to 
the positive side of the line. This current distribution is determined in 
the following manner: 

Each of the dynamos .4 and B is assumed to have 80 per cent efficiency. 
Let 7i be the generator current in dynamo A, and / 2 be the motor cur¬ 
rent in dynamo B. The generator output will be 0.8 • 0.8 = 0.64 times 
the motor input. Assuming that the voltages are equal, actually they 
will be slightly unbalanced, 


Solving, 


115/z * 0.64 = 73.6/ 2 = 115/i. 
Ii + h = 20 . 


/1 = 7.8 amp. 

1 2 = 12.2 amp. 


The machines will respond more readily to unbalanced loads if their 
fields are crossed, that is, if the motor field is across the generator side of 
the system and the generator field is across the motor side of the system. 
In order that a generator may supply additional current, either its termi¬ 
nal voltage must, drop, or its induced emf must rise. In order that a 
motor may take additional load, either its terminal voltage must rise, or 
its induced emf must drop. The excess load on the positive side of the 
system, Fig. 442, tends to reduce the field of dynamo A and to increase 
that of dynamo B. These effects are the reverse of what is desired. If 
the generator field is across the motor side of tfte line, the increased volt¬ 
age is across the generator field and will raise the generator induced emf. 
Therefore, its terminal voltage need not drop so much to take care of 
unbalanced currents. 

A much better method, however, is to use a series field with each 
machine. The series fields should be so connected that the dynamo 
acting as generator is cumulatively compounded and that acting as 
motor is differentially compounded. If, for example, the greater load ra 
on the positive side of the system, the emf of this machine, which is act¬ 
ing as a generator, is increased by the action of the series field. On the 
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other hand, the emf of the machine on the negative side, which is acting 
as a motor, is decreased by the action of its series field. Hence, the 
machine on the positive side can function as a generator, and the machine 
on the negative side as a motor, without there being any change in termi¬ 
nal voltage* With the greater load on the negative side, it follows that 
the machine on this side of the system will be cumulatively compounded 
as a generator, and the other differentially compounded as a motor, and 
the system can function without the voltages to neutral becoming 
unbalanced. 

Figure 444 shows standard connections for a balancer set with series 
fields. The machines are started in series, with the neutral switch S open 
and the shunt fields in series across the line. When the machines are up 
to speed, the neutral switch S is closed. If the voltages on the two sides 



Fiu. 444. Connections of 3-wire Bystem using balancer set. 

of the system become widely different, the currents in the halves of the 
differential relay become unbalanced. This relay then closes the tripping- 
coil circuit of the main generator breaker, resulting in the main generator 
circuit opening, even though its load is not excessive. This prevents 
injury to apparatus connected between the outer conductors and neutral, 
due to its being subjected to improper voltage. 

381. Three -wire Generator. The 3-wire-generator, or Bobrow'olsky, 
method is an efficient mains for obtaining a neutral. The details of the 
method can be understood better after alternating currents and the syn-? 
chronous converter have been studied. 1 The principle of the method is 
as follows: Alternating current is generated in a d-c armature, as is shown 
in Chap. XI (p. 369). If slip rings be employed, alternating current is 
obtained from the generator. A reactance coil wound on an irpn core, 
therefore having high inductance and offering high impedance to alter¬ 
nating current, is connected across the slip rings. The center of this 
inductance, or reactance, coil is at the electrical center of gravity of the 

1 See Vol. II, Chap. XII. 





566 


DIRECT CURRENTS 


voltages in the armature. Further, the inductance coil offers very little 
resistance to direct current. Therefore, if the neutral be connected to 
the center of this coil, the voltage to either brush from the neutral will 
be the same. Moreover, any current returning through the neutral can 
enter the armature readily through the reactance coil. Also, current 
going out over the neutral can leave the armature through the reactance 



Fig. 445. 


<a> (b) 

Three-wire generator connections (Dobrowotaky method). 
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coil. In each case the direct current divides equally in the halves of the 
reactance-coil winding so that there is no d-c magnetization of the iron. 

The connections of a 3-wire generator are shown in Fig. 445(a). Some¬ 
times, to obtain better balancing, two and even three reactance coils are 
employed. All have their neutrals connected together, as in Fig. 445(5). 
Occasionally, the reactance coils are placed within the armature. This 

arrangement requires only one slip 
ring but increases the weight of the 
armature. 

The Edison 3-wire system may be 
extended to 4-, 5-, 6-, and 7-oonduc- 
tor systems (see Fig. 405, p. 510). 
The complications and number of con¬ 
ductors prevent these multiconduc¬ 
tor systems being extensively used. 

Direct current is still used in iso¬ 
lated plants, particularly in industries 
where d-c grower is desirable or essen¬ 
tial, as in electrochemical processes, 
variable-speed motor drives, etc. 
The distribution system is essentially 
the same as for utilities, but on a much smaller scale. 

382. Direct-current Distribution System. In the thickly settled city 
districts where direct current is still used, the distribution system consists 
of a network of mains to which the consumers’ services are connected. In 
Fig. 446 is shown a one-line diagram of a typical system. The network is 
supplied at various points, called centers , by feeders connected to the d-c 
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Fig. 446. Direct-current distribution 
network. 







TRANSMISSION AND DISTRIBUTION OF POWER 567 

bus bars at the d-c substation. The center consists of a junction box 
which contains bus bars to which the mains are connected, usually 
through fuse links. 

In Fig. 446, two feeders connect each substation, A and B , to a junc¬ 
tion box. An air circuit breaker is shown at the station end and the load 
end of each feeder. On account of the necessity for continuity of service, 
the circuit breakers do nit trip on straight overload, but only when a fail¬ 
ure occurs in the cable itself. One method of effecting the tripping action 
is to run control wires, similar to the pressure wires, Fig. 447, to operate 
the breakers. A failure in the cable produces current to ground in the 
control wires, which trips both circuit breakers. 

In order that the voltages of the centers may be determined and so 
maintained at the desired values, pilot, or pressure, wires run bitek to the 
station voltmeter. By means of a 
dial switch, the operator is able to 
read the voltages at the various 
centers. Figure 447 shows the cross 
section of a concentric 1,000,000-cir- 
mil cable. The outer and inner con¬ 
ductors are the outer conductors of 
the Edison 3-wire system. The neu¬ 
tral is usually a separate conductor 
of much smaller cross section, or there 
may be one large neutral common 
to several feeders and mains. The 
three pilot, or pressure, wires are connected one to each outer conductor 
and one to the neutral at the feeding point. If the operator finds that the 
voltage is too low at the feeding point, he connects a feeder to a bus bar of 
higher voltage. A substantial voltage drop can occur in such feeders, as 
no loads are taken off at intermediate points. 

In practice, the following are the percentage drops usually allowed: in 
feeders, 5 to 10 per cent; in the distribution mains, 3 per cent. 

383. Maximum Power over a Feeder. In Sec. 50 (p. 57), it is shown 
that the maximum power which a battery can deliver occurs when the 
external resistance is equal to the internal resistance of the battery. 
Under these conditions the voltage drop within the battery is equal to its 
terminal voltage. This same rule applies to any condition where a con¬ 
stant-voltage source is supplying a concentrated load through a fixed 
resistance. Consider a d-c feeder, or transmission, line which is fed from 
constant-voltage bus bars. The line resistance is constant. As load is 
applied at the end of the line, the current I increases and the voltage V at 
the load decreases, as is shown in Sec. 44 (p. 49). The power delivered 
is VI, This power will increase so long as I increases faster than V 
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decreases. When the load voltage V is equal to one-half the sending-end 
voltage, VI is a maximum. Further decrease in the load resistance 
results in V decreasing faster than / increases, and the power therefore 
decreases with further increase in I. This relation is shown in Fig. 448. 

The following example is given to 
illustrate these conditions: 

Example. A power station supplies 
60 kvv to a load over 2,500 ft of 000 2- 
condurtor eoppor feeder the resistance of 
which is 0.078 ohm per 1,000 ft. The 
bus-bar voltage is maintained constant 
at 600 volts. Determine: (o) current; 
{In voltage at load; (r) efficiency of 
transmission; (rf) maximum power which 
can he transmitted: (V) maximum 
current which can he supplied. 

(a) Total resistance it = 5 - 0.078 = 
0.39 ohm. 

Let / he the current and V the. 
voltage at the load: 

60.000 - 17. (Li 

r ■■= 600 - n.ffii;. (in 

.Substituting V from (II; in (li, 

60.000 - (600 - 0.39/7. 

200 400 600 800 1000 1200 1400 BOO ty ‘ VU ‘ li0,,/ = — tlO.IHMI. (Ill) 

Current, amp Dividing (111) !iv 0.39, 

Flo. 448. Power and current over feeder. , ... 

/- 1,538/ = — 153,800. tlVi 



This is a quadratic equation and must have two roots, lienee, two values of cur¬ 
rent will satisfy the given conditions. Completing the square and solving, 

/* - 1,538/ + (769)* = -153,800 4 (769)*. 

(/ - 709)* - 437,600. 

I - 761) * it \ 437,600. 

I - 769 661.5 

- 1.430.5, or 107.5 amp. 

Both values of current satisfy (I) and (IIJ, but if the larger value of current were 
used, the efficiency would be too low. Hence., the current 

/ = 107.5 amp. .Ins. 

(b) V — 600 — (0.39 ■ 107.5) - 600 - 41.9 - 558.1 volts. /Ins. 

P = 558.1 • 107.5 = 60,000 watts, or 60 kw {check). 

(e) 1 ) - =■ 0.930, or 93.0%. Ann. 

(d) Repeating (I), (II), (III), (IV) vrith power represented by P, 

P * VI = (600 - 0.39/)/. (V) 

0.39/* - 600/ «= -P. 
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Dividing by 0.39 and completing the square (591,400 - 769*), 

/* - 1 ;538/ + 591,400 - 591,400 - 2.564P. 

/ - 769 - ± vT564 \/230,700 - F. 

1 - 709 ± 1.6 V230.700 -7 y . 

If the power P exceeds 230,700 watts, the quantity under the radical ia negative, 
the radiral is an imaginary quantity, and the current is the sum of a real and an 
imaginary quantity, showing that this condition is impossible. Hence, the maximum 
value which the power P can have is 230,700 watts, or 230.7 kw. 

Since, under these conditions, the radical is zero,, the two roots of the. equation 
arc equal. Hence, the current I has but a single value and iB equal to 769 amp (see 
Fig. 448). 

The voltage at the load, 

600 (769 ■ 0.39) * 600 - 300, or 300 volts. 

The maximum power which can be? transmitted, 

- 300 • 769 = 230,700 watte, or 230.7 kw. A ns. 

Under these conditions, one-half the power is lost in the line, and the efficiency is 
50 per cent. This corresponds to the similar condiiion for batteries (p. 58). 

The value of maximum power is more readily determined by the use of calculus. 
Let V\ be the bus-bar voltage, V the load voltage, l the current, r the total line resist¬ 
ance, and P the power to the load. Then, 

V - Vi - 7r. 

P - VI - V,I - lb. 


Taking the first derivative of the power with respect to the current, and equating to 
zero to obtain the condition for maximum power, 


and 



It 


- 2/r = 0, 
Vy 


V , - It 


V ! 


Vi 


Vy 


(876) 


(e) The maximum current occurs when the load is short-circuited. That is, 

/ - Hjg - 1,538 amp. Am. 

The power supplied to the load under these conditions must be zero since the voltage 
at the load is zero. 

To illustrate further these relations between power and voltage, the curve, Fig. 
448, is given. Current is plotted as abscissa and power as ordinate. Different 
values of current arc assumed, substituted in (V), and the equation solved for the 
power P. The power must be zero when the current is zero (voltage V a maximum) 
and when the voltage V is zero (current a maximum). It is clear that for any given 
value of power, except the maximum, there are two different values of current. The 
maximum power is 230.7 kw and occurs when the current ia 769 amp. At this point 
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both roots of the quadratic equation are equal. In practice the power transmitted is 
usually a small proportion of the maximum power, as can be seen by the position of 
the 60-kw point on the curve, Fig. 448. 

Also the other solution of (IV), I = 1,430.5 amp, is found at the second intersection 
of the characteristic with the 60-kw ordinate. 


384. Electric-railway Distribution. Electric-railway generators are 
generally compounded, the series field being on the negative side. The 


Trolley 



(b) Ladder system- single feeders 
Feeders 


negative terminal is usually con¬ 
nected directly to ground or to the 
rail through a switch. The positive 
terminal feeds the trolley through 
an ammeter, a switch, and a circuit 
breaker. 

On short lines, with light traffic, 
the trolley alone may suffice to 
carry the current to the car, Fig. 
449(a). Except in small installa¬ 
tions, the trolley is not of sufficient 
cross section to supply the required 
power and at the same time to keep 



the voltage drop within the neces¬ 
sary limits. As the size of the 
trolley wire is limited by the trolley 
wheel, it cannot be conveniently 
increased. The same result as in¬ 
creasing the size of the trolley may 



(d) Multiple Feeders-Sech'onatized Trolley 


be obtained by running a feeder in 
parallel with the trolley and con¬ 
necting the feeder to the trolley at 
short intervals, Fig. 449(b). This 
is called the ladder system of 
feeding. The trolley and feeder 
together may be considered as 


Fio. 449. Methods of feeding trolley 
system. 


forming a single conductor. 

Where the density of traffic 


requires several feeders, better results are obtained by connecting the 
feeders in the manner of Fig. 449(c). Each feeder is protected by 


a circuit breaker. 

The objections to the preceding methods of feeding are that trouble, 
due to a ground, for example, at any point on the trolley, involves the 
entire system. In cities where traffic is particularly dense, it is not per¬ 
missible to take chances of having the entire system shut down because of 
a ground at one point only. Therefore, the trolley is sectionalized, Fig. 
449(d). In this method the trolley is divided into insulated sections, 
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each of which is supplied by a separate feeder. Trouble in one section is 
not readily communicated to the other sections. This increased reliabil¬ 
ity is obtained at the expense of efficiency in the use of the copper, as the 
feeders are unable to assist one another. In the preceding systems this 
mutual assistance exists. 

In (d), when the trolley whed passes over the insulation between sec¬ 
tions, the motorman is required to move the controller to the "off" posi¬ 
tion, after which he may move it rapidly back to the “full-speed” posi¬ 
tion. Were the controller left in the full-speed position, even a small 
voltage difference between sections would cause a large momentary cur¬ 
rent to the motors. This is due to the fact that the difference between 
the terminal voltage and the induced emf is small, and a small change in 
either makes a large proportionate change in their difference. tinless 


Trolley 



Fig. 450. Electrolysis by earth currents. 


resistance is introduced in the armature circuit, the change in current will 
be large [see Eq. (353), p. 487]. 

The foregoing methods of supplying power to trolley systems also apply 
equally well to trolley-bus systems, to third-rail systems, and to d-c rail¬ 
road electrification. 

385. Electrolysis by Earth Currents. Most trolley systems use the 
track as the return conductor for the current taken by the car. The 
paths of the return currents are not only through the tracks themselves, 
for the currents, by spreading through the earth, seek the paths of least 
resistance by which they may return to the negative terminal of the sta¬ 
tion generator. Such currents in spreading through the earth follow 
such low-resistance conductors as water pipes, gas pipes, and cable 
sheaths, Fig. 450. The fact that current enters and flows in these con¬ 
ductors does no harm. However, such currents must ultimately leave 
these conductors, etc., as at a, Fig. 450. In leaving, they tend to carry 
the metal of the pipe into electrolytic solution, which ultimately results in 
the pipe being eroded away. To decrease the effects of electrolysis, 
several expedients have been used. Two of the most successful are the 
following, (a) Provide a return path of as low a resistance as possible. 
This is done by good bonding and by using insulated negative feeders. 
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that is, heavy copper feeders that are carried back to the negative bus 
from various points along the track, Figure 450 indicates how poor rail 
bonds may cause the current to leave the track and enter the pipe. In 
some cities the total permissible drop in the ground-return circuit must 
not exceed 10 to 15 volts. (5) Discourage the entering of the current into 
the pipes by inserting occasional insulating joints in the pipes. 

In testing for electrolysis, the usual method is to measure the voltage 
existing between the track and the water pipes (as at a hydrant). The 
magnitude of this voltage indicates roughly the magnitude of the current 
from one to the other. The polarity shows the direction of the current. 
For example, if the track is positive to the pipe, the direction of current 
must be from the track to the pipe. 

APPLICATIONS OF STORAGE BATTERIES TO POWER SYSTEMS 

386. Stand-by Service. In Sec. 365 (p. 551) the necessity for main¬ 
taining continuity of service in d-c city networks is emphasized. To 
secure such continuity, batteries of large capacity are floated between the 
neutral and the positive and negative bus bars. Such batteries also pro¬ 
vide for any sudden large increase in the demand for power. They are 
solidly connected to the bus bars without fuses, circuit breakers, or other 
interrupting devices in circuit. Such batteries must be capable of deliver¬ 
ing extremely large currents, at least for short periods. The largest 
batteries ever built are used for thiB service, one being able to deliver 
37,000 amp to the 250-volt bus bars for 10 min. 

In order that the floating battery may discharge when required, it is 
necessary with constant bus-bar voltage to increase the battery emf. 
The most common method of controlling the discharge of batteries under 
these conditions is by means of end-cell switches (Sec. 391). 

The batteries may be charged by a separate motor-generator set after 
being disconnected from the bus bars, or they may be charged from the 
bus bars by a booster generator. Shunt generators are well suited for 
battery charging but require frequent adjustments of the field rheostat. 
Because of its constant-voltage characteristics, the diverter-pole generator 
(p. 468) is now widely ufeed. The number of cells used in stand-by service 
is usually 150, which at 2.15 volts per cell gives 322.5 volts total. This 
permits a large discharge rate without the terminal voltage decreasing to 
too low a value. 

Duty cycles of stand-by batteries are relatively light, and the batteries 
are installed in the business districts of cities where space is valuable. 
Hence, the pasted-plate type of battery is used because of its high-dis¬ 
charge rate and smaller size. 

387. Regulating Duty. There are d-c installations which may be sup¬ 
plied by a d-c generator, synchronous converter, or a rectifier, where con- 
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tinuity of service justifies the use of a floating battery for emergency 
operation. In addition, however, the battery may assist in absorbing 
the fluctuations of load and thus reduce the rating of the necessary electri¬ 
cal apparatus, which otherwise would need to be of sufficient rating to 
carry the load peaks; that is, when the load exceeds the average, the 
battery discharges and carries the excess. When the load is below the 
average, the battery is charged. 

For example, in Fig. 451 is shown a typical load curve for a central 
station. From before midnight until 6 a.m. the load is comparatively 
light, consisting for the most part of street lights, some few commercial 
loads such as fans and pumps, and a small residential and commercial 
lighting load. This constitutes a “ valley” of the load curve. Just 



Fio. 451. Typical load curvR smoothed by battery. 

before 6 a.m. the load begins to increase rapidly, owing to the beginning 
of activities by the population, the starting of streetcar service (if it is 
supplied by this system), and also the starting up of commercial loads 
by various industries. 

A distinct valley occurs between 12 m. and 1 p.m., due to the lunch hour. 
The afternoon peak occurs between 5 and 6 p.m., particularly in winter, 
when the late afternoon lighting load is superposed on the commercial 
and streetcar loads. The smaller load in the evening consists for the 
most part of household and other lighting. 

The ratio of average to maximum load is the load factor. Obviously, 
a large load factor is desirable. 

ExampU. A station delivers 102,000 kwhr in a day, and its peak load is 20,000 kw. 
Determine daily load factor. 

The average load 192,^)0 0 g ; 000 kw. 

The load factor jojjjjg 0.40, or 40%. An*. 
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With a d-c station, theoretically the battery floated across the bus bars 
could discharge on the peak of the load curve and be charged during the 
valley, Fig. 451. However, even with a battery already floating on the 
bus bars, this is not economical, for the saving in kilowatts capacity of 
generating apparatus is more than offset by the more rapid deterioration 
of the battery caused by repeated charging and discharging. On the 
other hand, in a few small isolated plants, a battery is used to smooth 
out the load curve, as indicated in Fig. 451. Also, batteries floating 
across the bus bars may absorb small fluctuations of load, but in this 
type of duty the charging and discharging is so light that it causes negli¬ 
gible deterioration of the battery. 

388. Emergency Light and Power. The installation of a battery on 
the consumer’s premises to ensure maintenance of service where an inter¬ 
ruption might cause serious results has become quite general. In many 
states and municipalities, such installations are required by law for 
hospitals, department stores, theaters, and other places of assembly. 
Such emergency systems are entirely automatic, the battery being con¬ 
nected to the emergency lighting circuit on failure of the normal power 
source. Such batteries are maintained by a trickle charger, usually of 
the rectifier type. 

There are many industrial and manufacturing processes for which an 
interruption in the electric power would prove costly and batteries for 
emergency service are installed. Where a-c power is required, it is fre¬ 
quently supplied by a d-c shunt generator, operating as a motor and 
driving an a-c synchronous motor as a generator. Under normal con¬ 
ditions, the a-c motor drives the d-c generator to charge the battery. 

389. Resistance Control. In controlling the load taken 
by a generator connected to the bus bars, it is necessary 
to change its induced emf by changing the field current. 
It is not possible to adjust the emf of a storage battery 
in this manner. One method of controlling the output 
of the battery is by having the battery emf several volts 
higher than the bus-bar voltage and by inserting a resistor 
in series with the battery, Fig. 452. By adjusting this 
resistor, the load delivered by the battery may be 
controlled. The disadvantage of this method is the loss 
of power and the voltage drop in the resistor, which 
varies with the load. Even with constant load, the 
resistor must be adjusted occasionally to compensate for the drop in 
battery emf during discharge. 

Example. It is desired to discharge a storage battery, consisting of 115 cells, each 
having an emf of 2.1 volts and an internal resistance of 0.001 ohm, into 220-volt bus 
bars so that the battery delivers 100 amp. Determine the value of resistance to 
which the series resistor must be adjusted. 


j4 r 


-i— 

Fig. 452. Re¬ 
sistance control 
of battery dis¬ 
charge. 
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E - 115-2.1 - 241.5 volts 
V 220 volts. 

r - 115 0.001 “ 0.115 ohm. 


Let R equal the added external resistance. 


100 

ioo/e 

R 


241.5 - 220 
0.115 + R ' 

21.5 - 11.5 * 10.0. 
• 0.10 ohm. Ans. 


_j=r0 , ' mati 

End 

cells 

-IrO; R 


Main contact 


+8vs 


^=-0 'Auxiliary contact 


Fig. 453. 
battery. 


_ -Bus 

End-cell control of storage 


390. Counter-electromotive-force Cells. It is characteristic of storage 
cells, of either the lead or the alkaline type, that when being charged, 
their terminal voltage does not change greatly over a wide range in the 
value of the charging current. This 
principle is utilized in controlling the 
current delivered by a battery. 

A few cells are connected at an end 
of the battery so that their emfs oppose 
the current. The rate of discharge is 
regulated by the number of cells in cir¬ 
cuit, and some means, such as an end¬ 
cell switch, Fig. 453, is provided for 
switching the cells in and out of circuit. 

Since such cells are not required to 
store energy, they are made up of plain lead or nickel plates and 
the appropriate electrolyte. In lead cells a counter emf of from 2,25 
to 2.50 volts per cell is developed and in the nickel-alkaline cell 
the counter emf is approximately 2.00 volts. The advantage of this 
method over resistance control is that the opposing, or control, emf is 
substantially independent of changes in load. 

391. End-cell Control. A battery consists usually of a sufficient num-. 
ber of cells to give an emf exceeding by an ample margin that of the bus 
bars. The emf of the battery, and hence its load, may be controlled by 
cutting in or out the cells at the end of the battery. 

It is essential to do this without opening the circuit. For this purpose 
a switch is used similar to that shown in Fig. 453. The main contact is 
connected to the auxiliary contact by a resistor R. When sliding from 
one battery contact to the next, the auxiliary contact maintains the cir¬ 
cuit connections through the resistor R. Were there zero resistance 
between the main contact and its auxiliary contact, the individual cells 
would be dead-short-circuited during the transition period. The resistor 
R is usually bo chosen as to permit the normal battery current during 
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the transition period. In Fig. 453 the position of the switch is that corre¬ 
sponding to the transition period. The end-cell switches become rather 
massive in large battery installations and are often operated by a motor- 
driven worm. This also permits remote control. 

The end cells, not being in continuous service, are discharged to a lesser 
degree than the main battery cells. Therefore the end cells require indi¬ 
vidual attention on charging. 

392. Series Distribution. In the parallel system of distribution, the 
loads are all independent of one another. That is, a load applied at any 
one point does not affect any of the other loads, provided that the volt¬ 
age does not change. In the series system the loads are all in series with 
one another so that the current in each load is the same. Therefore, 
if the circuit of any one load be opened, the current to all the other loads 
will be interrupted. As this is not permissible in practice, a load must be 
short-circuited when it is desired to remove it from service. 

Formerly, constant current was supplied by series generators (Sec. 312, 
p. 461), the Brush-arc and Tliomson-Houston generators being the types 
in general use. Constant-current d-c generators are now obsolete. At 
the present time constant a-c current is supplied by constant-current 
transformers (Vol. II, Chap. VIII), and if constant direct current is 
desired, rectifiers are used. Such constant-current power sources tend 
to maintain constant current under all conditions of load. Therefore, 
if the circuit be opened, a very high resistance is introduced, usually in 
the arc. If a constant current is maintained across a high resistance, 
a high voltage results. If an actual open circuit does occur, the power 
source will still attempt to maintain constant current and the voltage 
will reach dangerously high values. For this reason, the lamps in con¬ 
stant-current systems are protected by a thin disk of paper between the 
lamp terminals (film cutout). If the lamp burns out, the high voltage 
across this paper punctures it and so prevents the opening of the circuit. 

The advantage of the series system is the small amount of copper 
required. This is due to the fact that the copper carries only the cur¬ 
rent of a single load. As the loads are in series, the resulting voltage is 
high. Therefore, this system is applicable only to outside work, such as 
street lighting, because it would ordinarily be dangerous to have such 
high voltages in buildings. 

Another important advantage of the series lighting system is that 
incandescent lamps on a constant-current system maintain a high lumen 
efficiency (about 97 per cent) throughout their life, while the lumen 
efficiency of the constant-voltage incandescent lamp drops to a value of 
about 79 per cent at the end of its rated life. The lumen efficiency will 
continue to decline to much lower values if the lamps are not replaced. 
The power to an incandescent lamp is PR, and, with the continual 



TRANSMISSION AND DISTRIBUTION OF POWER 577 

evaporation of the filament which occurs in service, R increases. Since, 
in the series lamp, the current I is maintained constant, the power to 
the lamp and hence the filament temperature increase, which nearly 
compensates for the blackening of the inside of the lamp. For the multi¬ 
ple lamp the power is E 2 /R, where E is the voltage across the lamp. As 
R increases with the reduction of filament cross section, the power 


n 


fl Station 
Fig. 454. Open 
loop series circuit. 

decreases. Hence, the reduction in wattage and blackening of the glass 
act in conjunction to reduce the lumens. 

There are two general methods of connecting such series loads. In the 
open-loop system, Fig. 454, the circuit is connected to the loads without 
reference to the separation of the two conductors. This system is eco¬ 
nomical of copper. 

In the parallel-loop system the outgoing and return conductors are 
always kept near each other, Fig. 455. This system requires more copper 
than the open-loop system but facilitates testing for faults and reduces 
the inductive effect on neighboring circuits. 



| | S/ation 

Fig. 455. Parallel- 
loop series circuit. 
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RELATIONS AMONG UNITS 


Length 

1 in. * 2.54 cm 0.0254 m = 8.3333 ■ 10 - * ft, 

1 ft « 12 in. - 30.480 cm = 0.30480 m - 3.0480 -10“ 4 km 

- 1.8939 • 10“ 4 mile. 

1 mile - 5,280 ft - 1.609 • 10* cm =» 1,609 m - 1.609 km. 
lcm - 0.3937 in. « 0.032808 ft - 10“* m 

- 10-“ km - 6.2137 • 10“ 8 mile. 

1 km - 10 s cm - 10® m - 3,281 ft - 0.6214 mile. 

1 micron - 10“ 8 m - 10“ 4 cm. 

Area 

1 cir mil — 0.7854 sq mil = 7.854 • 10“ 7 sq in. 

= 0.000507 sq mm. 

1 sq in. — 1.2732 - 10 8 cir mils — 10 8 sq mils 
*- 6.452 sq cm -* 6.944 ■ 10”® sq ft. 

1 sq ft — 144 sq in. * 929.0 sq cm =» 0.09290 sq m * 3.58710“® sq mile. 

1 sq mile *■ 2.788 ■ 10 7 sq ft — 2.590 sq km - 3.098 ■ 10 8 sq yd. 

1 sq cm — 0.1550 sq in. — 10“ 4 sq m * 1.076 ■ 10“> sq ft. 

1 sq m — 10* sq cm = 10.76 sq ft - 1,550 sq in. 

1 acre — 43,560 sq ft. 

Volume 

1 cu in. — 16.387 cu cm — 5.787 ■ 10“ 4 cu ft = 1.639 ■ 10“ 8 cu m 

- 1.639 ■ 10“* 1 - 4.329 • 10“* gal. 

1 cu ft « 1,728 cu in. « 2.832 ■ 10 4 cu cm = 0.02883 cu m 

- 7.481 gal - 28.32 1. 

1 cu cm » 6.102 ■ 10“* cu in, ® 3.531 • 10“ 8 cu ft - 10'' 8 cu m 

- 2.642 ■ 10“ 4 gal - J0“® I. 

1 cu m • 10 8 cu cm ™ 35.31 cu ft « 61,023 cu in. 

- 1.308 cu yd - 264.2 gal - 10® 1. 

1 gal - 231 cu in. - 0.1337 cu ft * 3,785 cu cm 
3.785 * 10"* cu m - 3.785 l - 4 qt. 


Force 


1 dyne 

- 1,020 ■ 10~» * - 

1.020- 

10-' kg - 2.248 

HT® lb 


■ 10~‘ newton. 




u 

■* 980.7 dynes — 10“* kg ■ 

- 2.205 ■ 10~> lb 

- 9.807 

Ik* 

■■ 9.807 10® dynes 

* 10* g 

- 2.205 lb 



- 9.807 newtons. 
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Work 

1 joule — 1 weec — 10 7 ergs — 2.7778 ■ 10~ T kwhr 

- 0.2380 g-deg-cal - 9.478-10"* Btu - 0.7376 ft-lb 

- 3.725-10" 7 hp-hr - 0.10197 kg-m. 

1 gin-deg-cal - 4.lS&*j - 1.1628 ■ 10 « kwhr - 3.0875 ft-lb 

- 0.003968 Btu - 1.559 ■ 10"* hp-hr - 0.4209 kg-m. 

1 kwhr — 3.6-10“ j — 1.341 hp-hr — 3412 Btu 

- 3.671 - 10“ kg-m - 2.655 ■ 10 B ft-lb. 

1 Btu - 251.99 g-cal - 1,054.9 j 

- 2.931 10-“ kwhr * 778.03 ft-lb - 107.57 kg-m 

- 3.93010-“ hp-hr. 

Power 

1 w * 10 7 ergs per sec — 0.73756 ft-lb per sec 
■ 0.0013410 hp =■ 0.05689 Btu per min 
■■ 0.23885 g-cal per sec = 0.10197 kg-m per sec. 

1 kw = 10 10 ergs per sec =* 44,254 ft-lb per min 

— 1.3410 hp =» 56.88 Btu per min 

= 238.85 g-cal per sec = 0.10197 kg-m per sec. 

1 hp — 33,000 ft-lb per min = 746 w = 0.746 kw = 42.415 Btu per min 

— 0.01069 g-cal per min. 
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Elwtrio-Bfal D Dm ■ 4m coulombs per sq m Dw ■ coulombs per sq m Dm — 4m sbooulombs per sq cm D» * Am statcoulonibs per sq cm 

density (Dia- ID. - l/4» - 0.079577 Dr unit ID, - 4 tD„ units ID* - (I0>/4v)D. ID. - 3.3358 ■ 10~"D. unit 
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In applying ratios of units given in the table, if one unit equals more than unity 
times another, the first unit iB the larger and there are fewer of such units in a given 
quantity. The reverse also holds true. For example, the henry is I0 1 times as great 
as the abhenry, and hence the abhenry is a much Bmaller unit than the henry, being 
only 10" a of the magnitude of the henry. 

In order to clarify the relations among the several units as well as the use of the 
table, the following example is given: 

Example. In a parallel-electrode air capacitor, the electrodes are 100 cm square, 
and the spacing is 1 cm. The potential difference between the electrodes is 1 b tat volt 
(- 299.77 volts) (- 2.9977 • 10" abvolts). 

Determine in the four systems: (a) capacitance; (b) quantity; (c) electric flux; (d) 
electric-flux density; (e) electric-field intensity. 

(a) Using Eq. (274) (p. 344), 

10 4 

C.* * 795.77 statfaradB. Ana. 

4r(l) 

Cu - C r - 795.77 ■ 1.11279 ■ 10“" - 8.8552 10"" farad. Ana. 

From table, 

C m - 795.77 ■ 1.11279 • lO^* 1 - 8.8552 • 10“" abfarad. Ana . 

(b) From Eq. (257) (p. 336), 

Q« 795.77(1) — 795.77 statcoulombs. Ana. 

Qn - Qr - CuE u - 8.8552 • 10‘"(299.77) - 2.6546 • 10~ 7 coulomb. Am. 

From table, 

Q u - Qr - 795.77 ■ 3.3358 • 10"" - 2.6546 • 10“ 7 coulomb (check). 

Q m « - 8.8552 ■ 10"" (2.9977 ■ 10") - 2.6546 - 10“" abcoulomb. Ana. 

(E m « abvolts.) 

From table, quantity in last column, 

Qm - 795.77 • 3.3358 ■ 10“ n =- 2.6546 ■ 10~ B abcoulomb (check). 

(c) From p. 330, 

=» 4» ■ 795.77 =» 10 4 statlines. Ana . 

From Eq. (293) (p. 351), 

“ 4irQu — 4t ■ 2.6546 • 10 -7 — 3.3358 • 10~ a unrationalised units. Ana. 

From table, electric flux in last column, 
fu — 10 4 - 3.3358 - 10~" - 3.3358 • 10“* unrationalised units (checfc). 

From p. 355, 

Q r — 2.6546 • 10“ 7 coulomb. (Ana.) 

From table, electric flux in last column, 

* P - 10 4 ■ 2.6546 • 10~’ 1 «* 2.6546 • 10“ 7 coulomb (check). 

4,m 4 wQm — 4t • 2.6546 ■ 10“* — 3.3358 • 10“ 7 abline. Avis. 
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Subscripts: u —unrationalised mlu units; r—rationalised; m —cgs electro magnetic units; a—cgs electrostatic units. 

Velocity of light, c - 2.9077 ■ 10* m per sec. c* - 8.98645 * 10 11 (m per sec)* 

In unrationalised inks system, - 10 -, p s ■ 1.11279 • 10~w. In rationalised inks system, p/ - Aw • 10“*; s,' - 8.854 ■ 10“**. In unrationalised cgs electro- 
petiosystem. a ■ lie ■ 1.11279 * 10” n . In unrationalised cgs electrostatic system, — 1.11279 ■ lfl-ii; — 1. 
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In Applying ratios of units given in the table, if one unit equals more than unity 
times another, the first unit is the larger and there are fewer of such units in a given 
quantity. The reverse also holds true. For example, the henry is 10 B times as great 
as the abbenry, and hence the abhenry is a much smaller unit than the henry, being 
only 10“" of the magnitude of the henry. 

In order to clarify the relations among the several units as well as the use of the 
table, the following example is given: 

Example. In a parallel-electrode air capacitor, the electrodes are 100 cm square, 
and the spacing is 1 cm. The potential difference between the electrodes is 1 statvolt 
(- 290.77 volts) (- 2.9977 ■ 10 l ° abvolts). 

Determine in the four systems: (a) capacitance; (b) quantity; (e) electric flux; (d) 
electric-flux density; (s) electric-field intensity. 

(o) Using Eq. (274) (p. 344), 

10 * 

C, * - — -I 795.77 statfarads. Ant. 

4v(l) 

Cu - C T - 795.77 • 1.11279 ■ 10"'* - 8.8652 ■ lO-' 0 farad. Ant. 

From table, 

C m - 795.77 ■ 1.11279 - 10“ Bl - 8.B552 10" 1 * abfarad. Ant. 

(b) From Eq. (257) (p. 336), 

Q m — 795.77(1) = 795.77 statcoulombs. Ant. 

Q u - Q r - C\E U = 8.8552 10“ 10 (299.77) = 2.6546 ■ 10~ 7 coulomb. Ant. 

From table, 

Q u - Qr * 795.77 ■ 3.3358 ■ 10" 10 * 2.6546 ■ 10" 7 coulomb (check). 

Qm - - 8.8552 ■ lO"" (2.9977 10 1B ) - 2.6546 10"" abcoulomb. Ant. 

(E m « abvolts.) 

From table, quantity in last column, 

Q*. * 795.77 ■ 3.3358 ■ 10" 11 * 2.6546 ■ 10“" abcoulomb (check). 

(c) From p. 330, 

\p t - 4 vQ, — 4x • 795.77 — 10* atatimes. Ant. 

From Eq. (293) (p. 351), 

v^ M - 4irQ u - 4x ■ 2.6546 ■ 10“ 7 - 3.3358 ■ 10~ B unrationalized units. Ant. 
From table, electric flux in last column, 

— 10* • 3.3358 • 10~ ID * 3.3358 • 10~ 8 unrationalized units (check). 

From p. 355, 

- Q r =. 2.6546 ■ 10“ 7 coulomb. (Ant.) 

From table, electric flux in last column, 

- IQ 4 • 2.6546 - 10” 11 - 2.6546 • 10~ 7 coulomb (check). 

- 4 *Qm - 4r • 2.6546 10 -1 - 3.3358 • 1<H. abline. Ant. 
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From table, electric flux in last column, 

- 10* - 3.3368 • 10”» « 3.3358 ■ 10” 7 abline (check). 

(i d) D, ■■ t*/A *■ 1O 4 /10 4 — 1 statline per sq cm. Ana. 

Du *■ +ufA — 3.3358 ■ 10“•/! — 3.3358 ■ 10”“ unrationalized line per sqm. Ana. 

From table, electric-flux density in last column, 

Du “ (1) 3.3358 • 10”“ =* 3.3358 ■ 10”“ unrationalized line per sq m. (check). 

D r — tr/A =• 2.6546 • 10" 7 /1 — 2.6546 ■ 10” 7 coulomb per sq m. ,4 ns. 

From table, electric-flux density in last column, 

D r =* (1) 2.6546 ■ 10” 7 *» 2.6546 ■ 10“ 7 coulomb per sq m (check). 

D m “* tm/A ■■ 3.3358 ■ 10“ 7 /10 4 = 3.3358 • 10” u abline per sq cm. Ana. 

From table, electric-flux density in last column, 

Dm = (1) 3.3358 ■ 10” n = 3.3358 • 10“” abline per sq cm (check). 

Also, from table, lD m — 7.9577 ■ 10 3 D r units; hence, 

D m = 2.6546 • 10” 7 /7.9577 ■ 10 3 = 3.3358 ■ 10” n abline per sq cm (check). 

(e) E. ■* statvolts per cm ■* 1(= D, numerically). Ana. 

E« — E r — volts per m — 299.77/10“ z = 2.9977 ■ 10 4 volt per m. Ana. 

From table, electric-field intensity in last column, 

Ew - E r = CD 2.9977 ■ 10 4 = 2.9977 ■ 10 4 volt per in (check). 

E m - 299.77 ■ 10"/I - 2.9977 ■ 10'“ abvolts per cm. Ana. 

From table, electric-field intensity in last column, 

Em «= (1) 2.9977 ■ 10 10 = 2.9977 ■ 10 1D abvolts per cm (check). 

Also, from table, 1 E m = 10unit; hence, 

Em - 2.9977 ■ 10 4 /10”“ = 2.9977 - 10’“ abvolts per cm (check). 

Note that Eqs. (290) and (302) (pp. 351 and 355) may also be used to find the rela¬ 
tions between D u and E u and between D r and E r . 
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Specific Gravity or Metaj^s 


Metal 

Specific 

gravity 

Metal 

Specific 

gravity 

Aluminum. 

2. (47 

Iron, wrought. 

7.70 

Antimony. 

6.76 

Lead . 

11.38 

Brass...,. 

7.8 to 

Magnesium. 

1.75 


8.6 

Manganese. 

8.0 

Bronze. 

8.52 to 

Mercury. .. 

13.58 


8.06 

Nickel. 

8.8 

Cadmium. 

8.65 

Platinum. 

21.37 

Cobalt. 

8.55 

Silver. 

10.51 

Copper: 

Steel. 

7.9 

Cast. 

8.85 

Tin . 

7.35 

Wire. 

8.80 

Tungsten. 

18.8 

Gold. 

19.26 

Zinc. ... 

7.14 

Iron. 

7.9 


Iron, cast. 

7.22 
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APPENDIX E 


Standard Annealed Copper Wire, Solid* 

American Wire Gage (B&S). English Units 


Gage 

number 

Diameter, 

mils 

Craf^section 

Ohms per 1,000 ft 

Ohms per 
mils 

25°C 

(~77°F) 

Pounds per 
1,000 ft 

Circular 

mils 

Square 

inches 

25°C 

(-77°F) 

65 B C 

(-140°F) 

0000 

460 0 

212,000.0 

0.166 

0.0500 

0 0577 

0.264 

641.0 

000 

410.0 

168,000.0 

0.132 

0.0630 

0.0727 

0.333 

508.0 


3115.0 

133,000.0 

0.105 

0.0705 

0.0917 

0.420 

403.0 

0 

325.0 

106,000.0 

0.0820 

0.100 

0.116 

0.528 

319.9 

1 

289.0 

83,700.0 

0.0657 

0.126 

0.146 


253 0 

2 

258.0 

66.400.0 

0 0521 

0.159 

0 184 

0.830 

201.0 

8 

229.0 

52,000.0 

0 0413 

0.201 

0 232 

1.061 

150.0 

4 

204.0 

41,700.0 

0.0328 

0.253 

0.292 

1.335 

126.0 

ft 

182.0 

33.100 U 

0.0260 

0.31B 

0.369 

1.685 

100.0 

ft 

162.0 

26,300.0 

0.0206 

0.403 

0.465 

2.13 

79.5 

7 

144.0 

20,800.0 

0.0164 

0.508 

0.586 

2.68 

63.0 

B 

12B.0 

16,500.0 

0.0130 

0.641 

0.739 

3.38 

50.0 

B t 

114.0 

13,100.0 

0.0103 

0 808 

0.932 

4.27 

39 6 

10 

102.0 

10,400.0 

0.00815 

1.02 

1.18 

5.38 

31.4 

11 

91.0 

B,230.0 

0.00647 

1.28 

1.48 

6.75 

24.9 

12 

81.0 

6,530.0 

0.00513 

1.62 

1.B7 

8.55 

19.8 

13 

72.0 

5,180.0 

0.00407 

2.04 

2.36 

10.77 

15.7 

14 

64.0 

4,110.0 

0.00323 

2.58 

2.97 

13.62 

12.4 

16 

57.0 

3,260.0 

0.00256 

3.25 

3.75 

17.10 

9,86 

16 

51.0 

2.580.0 

0.00203 

4.09 

4.73 

21.6 

7.82 

17 

45.0 

2,050.0 

0.00161 

5 16 

5.96 

27.2 

6.20 

18 

40.0 

1,620.0 

0.0012B 

6.51 

7.51 

34.4 

4.02 

IB 

36.0 

1,290.0 

0.00101 

8.21 

9.48 

43.3 

3.90 

20 

32.0 

1,0200 

0.000802 

10.4 

11.9 

54.9 

3.09 

21 

28.5 

810 0 

0.000636 

13.1 

15.1 

60.1 

2.45 

22 

25.3 

042.0 

0.000505 

16.5 

19 0 

87.1 

1.94 

23 

22 6 

509.0 

0.000400 

20.8 

24.0 

109.8 

1.54 

24 

20.1 

404.0 

0.000317 

26.2 

30.2 

138.3 

1.22 

25 

17.9 

320.0 

0.000252 

33.0 

38.1 

174.1 

0.970 

26 

15.9 

254 0 

0.000200 

41.6 

48.0 

220.0 

0.769 

27 

14.2 

202.0 

0.000158 

52.5 

60.6 

277.0 

0.610 

28 

12.6 

100.0 

0.000126 

66.2 

76 4 


0.4B4 

29 

11.3 

127.0 

0.0000095 

83.4 

96.3 

440.0 

0.384 

30 

10.0 

101 0 

0.0000789 

105.0 

121.0 

554.0 

0.304 

31 

8.9 

79.7 

0.0000626 

133.0 

153.0 


0.241 

32 

8.0 

63 2 

0.0000498 

167.0 

103.0 

882.0 

0.191 

33 

7.1 

50.1 

0.0000394 

211.0 

243.0 

1.114.0 

0.152 

34 

6.3 

3D.8 

0.0000312 

206.0 

307.0 

1,404.0 ! 

0.120 

36 

5.6 

31.5 

0.0000248 

335,0 

387.0 

1,769.0 

0,0954 

36 

5.0 

25.0 

0.0000196 

423.0 

488 0 

2,230.0 

0.0757 

37 

4.5 

19.8 

0 0000150 

533.0 

616.0 

2.B10.0 

0.0600 

38 

4.0 

15.7 

0.0000123 

673.0 

776.0 

3,5500 

0.0470 

3B 

3.5 

12.5 

0.0000098 

848.0 

979.0 

4,480.0 

0.0377 

40 

3.1 

0.9 

0.0000078 

1,070.0 

1,230.0 

5,650.0 

0.0209 


Not* 1 . The fundamental reeislirity used in calculating; the tables is the International Annealed 
Copper Standard, etc.. 0.15328 ohm (meter-grain) at 20°C, The temperature coefficient for this particular 
reactivity ia aio - 0,00303, or at - 0.00427. The density is 8.89 g per cu era. 

Not* 2. The values given iu the table are only for annealed copper of the standard resistivity. The 
user of the table must apply the proper correction for copper of any other reeistivity. Hard-drawn 
copper may be taken as about 2.7 per rent higher reeistivity than annealed copper. 

Not* 3, Pound* per mile may be obtained by multiplying the respective values above by 5.2B. 

• From Circ. SI, U.S. Bureau of Standard. 



























APPENDIX F 


Bare Concentric Lay Cables of Standard Annealed Copper 
(English units) 


AWG 

number 

Circular 

mils 

Ohms per 1,000 ft 

Pounds 

per 

1,000 ft 

Standard concentric stranding 

25°C 

(-77’F) 

65°C 

(-149°F) 

Number 
of wires 

Diameter 
of wires, 
mils 

Outside 

diameter, 

mils 


2,000,000 

0.00539 

0.00622 

6,180 

127 

125.5 

1,631 


1,700,000 

0.00034 

0.00732 

5,250 

127 

115.7 

1,504 

* 


1,500,000 

0.00719 

0.00830 

4,630 

91 

128.4 

1,412 


1,200,000 

0.00899 

0.0104 

3,710 

91 

114.8 

1,263 


1,000,000 

0.0108 

0.0124 

3,090 

61 

128.0 

1,152 


000,000 

0.0120 

0.0138 

2,780 

61 

121.5 

1,093 


850,000 

0.0127 

0.0146 

2,020 

61 

118.0 

1,002 


750,000 

0.0144 

0.0166 

2,320 

61 

110.9 

998 


650,000 

0.0166 

0.0192 

2,010 

61 

103.2 

929 


600,000 

0.0180 

0.0207 

1,850 

61 

99.2 

893 


550,000 

0.0196 

0.0226 

1,700 

61 

95.0 

855 


500,000 

0.0216 

0.0249 

1,540 

37 

116.2 

814 


450,000 

0.0240 

0.0277 

1,390 

37 

110.3 

772 


400,000 

0.0270 

0.0311 

1,240 

37 

104,0 

728 


350,000 

0.0308 

0.0356 

1,080 

37 

97.3 

681 


300,000 

0.0360 

0.0415 

926 

37 

90.0 

630 


250,000 

0.0431 

0.0498 

772 

37 

82.2 

575 

0000 

212,000 

0.0509 

0.0587 

653 

19 

105.5 

528 

000 

168,000 

0 0G42 

0.0741 

518 

19 

94.0 

470 

00 

133,000 

0.0811 

0.0936 

411 

19 

83.7 

418 

0 

10G,000 

0.102 

0.117 

326 

19 

74.5 

373 

1 

83,700 

0.129 

0.149 

258 

19 

66.4 

332 

2 

66,400 

0.162 

0.187 

205 

7 

97.4 

292 

3 

52,600 

0.205 

0.237 

163 

7 

86,7 

260 

4 

41,700 

0.259 

0.299 

129 

7 

77.2 

232 






APPENDIX G 


Allowable Current-carrying Capacities or Conductors (Copper), Amp 1 " 
(Single conductor in free air; based on room temperature of 30 C, 86 F) 



* National Electrical Code. 

Type: R—code rubber, general use; RW—moisture-resistant rubber, general use and wet locations; 
RU—lute* rubber, general use; T—thermoplastic, general use; TW—moisture-resistant, thermoplastic; 
RH—heat-resistant rubber, general use; TA—switchboard wiring only; V. AVB, AVA—dry locations, 
only; AVL—wet locations; A, AIA—dry locations only, not for general use, in raceways only for leads 
to or within apparatus, limited to 300 volts; A A—same as A, AIA. except for open wiring; SB—dry 
locations only, open wiring, and in raceways where temperatures will exceed those permitted for 
rubber-covered or varnished-cambric conductors; Wp—open wiring by special permission when other 
insulations are not suitable for the existing conditions; SBW—dry locations and open wiring only, 
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APPENDIX H 


Electrical Properties of the Metals and Alloys 


Metals 

Resistivity at 20 D C 

Tempera¬ 

ture 

coefficient 

of 

resistance 
at 20 °C 

Approxi¬ 
mate 
maximum 
working 
tempera¬ 
ture, °C 

Melting 

{joint, 

°C 

Centimeter 

cube, 

microhms' 

Cir- 

mil-ft, 

ohms 

Aluminum. 

2.828 

17.02 

0.0039 

.... 

659 

Antimony. 

41.7 

251.0 

0.0036 


630 

Bismuth. 

1 110.0 

663.0 

0.004 


271 

Carbon: 






Amorphous. 

3,800 to 4,100 


(-) 


>3500 

Retort (graphite). 

720 to 812* 


(-) 



Copper (drawn). 

1.724 

10.37 

0.00393 

260 

1083 

Gold. 

2.44 

14.7 

0.0034 


1063 

Iron: 






FJftfitmlytifi. 

9.96 

59.9 



1530 

Cast. 

74.4 to 97.8 

448 to 588 




Ijead. 

20.4t 

123t 

0.00387 


327 

Mercury. 

94.071 

5661 

0.00072 

.... 

-38.9 

Nickel. 

9.97f 

60.0t 

0.005t 

600 

1452 

Platinum. 

10.96| 

66.Of 

0.003 

1500 

1773 

Silver. 

1.628 

9.796 

0.0038 


961 

Steel: 






Soft. 

15.9 

95.8 

0.0016 

.... 

1430 

Glass hard. 

45.7 

275 




Silicon 4 %. 

51.15 

308 




Transformer. 

11.09 

66.8 




Tungsten. 

5.51 

33.2 

0.005 


3410 

Zinc. 

5.75f 

34.61 

0.0040 


419 

Alloys 






Advance, Cu-Ni. 

48.9 

294 

±0.00002 

500 

1210 

Brass. 

6.17 

37.1 

0.0015 

.... 

900 

Bronze, commercial, Cu- 






Zn. 

4.16 

25 

0.0020 

.... 

1040 

Chromax, Fe-Ni-Cr. 

99.7 


0.00031 

.... 

1380 

Comet, Fe-Ni-Cr. 

94.7 

570 

0.00088 

.... 

1480 

German silver. 


198.5 

0.0004 



Hytemco, Ni-Fe. 

19.9 

120 

0.0045 


1425 

Lucero, Cu-Ni. 

48.2 

290 

0.001 


1350 

Manganin, Cu-Mn-Ni_ 

48.2 

290 

±0.000015 

100 

1020 

Monel, Ni-Cu. 

42.5 

256 

0.00019 

260 

1110 

Nichrome, Ni-Fe-Cr. 

112.2 

675 

0.00017 

1000 

1350 

Nichrome V, Ni-Cr. 


650 

6.00017 

1150 

1400 

Phosphor bronze. 

9.39 

56.5 

0.0039 




* Furnace electrodes, 3OO0°C. 

lira 
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APPENDIX I 


Carrying Capacity of Power Cables in Underground Ducts, Amp* 
(5,000 volts, 75 per cent load factor, 20°C ambient temperature, three loaded ducts 

per bank) 



* Simplex Wire anil Cable Co. 


593 
































APPENDIX J 

Diameters Hound Magnet Wise 



* Anaconda Wire A Cable Co. 

PE—plain enamel (single thickness); HPE—heavy plain enamel (double thickness); 0F—single 
Fpmivar; HF—heavy Formvar; NE—single nylon enamel; HNE—heavy nylon enamel; SCO—single 
cotton covered; BCE—single cotton enamel; SVC—single Vitro tea oover; SX—single Silotex (silicone 
bond);SVBF—single Vltrotez, single Formvar. 
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APPENDIX K 


Greek Alphabet 


Name 

Capital 

Small 

Quantity commonly used to designate 

Alpha . 

: A 

a 

angles; coefficients 

Beta . 

B 

0 

flux density; angles, coefficients 

Gamma . 

r 

7 

(small) conductivity 

Delta . 

A 

S 

variation; density 

Epsilon . 

E 

t 

logarithmic base; capacitivity 

Zeta . 

Z 

r 

coefficients 

Eta . 

H 

v 

(small) hysteresis coefficient; efficiency; 

Theta . 

0 

9 

temperature; angle of phase displacement 

Iota . 

I 

i 


Kappa . 

K 

K 


Lambda . 

A 

A 

(small) wave length 

Mu . 

M 

M 

(small) permeability; micro; amplification factor 

Nu . 

N 

V 

reluctivity 

Xi .. 

r 

5 

output coefficient 

Omicron . 

0 

0 


Pi . 

n 

IT 

circumference -5* diameter =■ 3.1416 

Rho . 

P 

P 

(small) resistivity 

Sigma . 

2 

V, s 

(cap.) summation; (small) surface density; 
mutual conductance 

Tau . 

T 

T 

time constant; time phase 

Upsilon . 

T 

V 

displacement 

Phi . 

$ 

*P 

magnetic flux 

Chi . 

X 

X 


Psi . 

* 


angular velocity in time; dielectric flux; 

Omega . 

£2 

u 

(cap.) ohms; (small) angular velocity 
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QUESTIONS AND PROBLEMS 

QUESTIONS ON CHAPTER I 
Resistance 

L Name the principal factors which make electrical energy bo useful and bo impor¬ 
tant, with particular reference to flexibility, generation, transmission, and applications. 

2. Describe the mechanism of current, or the flow of electricity, according to modem 
theory. In what important respect does the atomic structure of insulators differ from 
that of conductors? 

8. Discuss the principal ways by which resistance manifests itself in an electric cir¬ 
cuit in which there is current. According to modern theory, how may the power Iobs 
in resistance be accounted for by the action of electrons? What is the mechanical 
analogue of resistance? 

4. In what way, bo far as atomic structure is concerned, do insulators differ from 
conductors? 

5. Name the three general classes into which conductors may be divided. For each 
class describe the mechanism of conduction. 

6. What substances arc the best conductors? What substances are insulators? 
Discuss any boundary which may exist between conductors and insulators. Compare 
the relative resistivities of a good conductor and a good insulator. 

7. Name and define the unit of resistance. Define a megohm; a milliohm; a 
microhm. 

8. With constant cross section, how does the resistance of a homogeneous substance 
vary with its length? With constant length, how does the resistance of a homogene¬ 
ous substance vary with its cross section? What factor other than the geometrical 
shape of a body of given resistivity determines its resistance? 

9. Define volume resistivity. Upon what factor does it depend? If the volume of 
a given substance is fixed, how does the resistance vary with the length? with the cross 
section? 

10. What is conductance, and how does it vary with length and with cross section? 
Distinguish between conductance and conductivity. 

11. How is the resistance determined for a current path if the cross section varies 
with the length? Cite a simple example of such a path. What is the relation of the 
total resistance of a circuit to the resistances of its individual parts when these are con¬ 
nected in series? 

12. What is the relation of the total conductance of a circuit to the conductances of 
its individual parts when these are connected in parallel? From this relation show 
how resistances connected in parallel may be combined into an equivalent resistance. 

18. What is the meaning of the term milt What is a square mil? A circular mil? 
What relation does one bear to the other? When is the circular mil usually ehosen as 
the unit of cross section? What are its advantages over such units as the square mil 
and the square inch? What is the relation between the number of circular mils in a 
circular cross section and its diameter? 

14. Define a circular-mil-foot. What is its approximate resistance for copper? 
How may the resistance of a copper wire be determined if its length in feet and its cross 
section in circular mils be known? 
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DIRECT CURRENTS 


16 . Define a circular-mil-inch. What is its resistance for copper at 60°CT For 
what types of resistance calculations is this unit of resistivity very convenient? 

16 . Name the different units in which the mass and volume resistivities of the Inter¬ 
national Annealed Copper Standard are expressed. What is the approximate per cent 
conductivity of commercial copper in terms of the standard? 

17 . What is the approximate per cent volume conductivity, in terms of the copper 
standard, of hard-drawn aluminum conductor? Similarly, what is the per cent moss 
conductivity of the aluminum conductor? 

18 . What is meant by resistivity specifications? What resistivity standard is most 
commonly used for determining the resistivity of a copper specimen? 

10 . For what purposes are resistor materials used ? Compare the general properties 
and the applications of the nickel-chromium, the chromium-nickel-steel, and the ferro- 
nickel alloys. What is their approximate volume conductivity in termB of that of 
copper? 

20. What is manganin, and what is Ihe particular property which makes it useful7 

21 . How is the resistance of most of the unalloyed metals affected by temperature? 
What is temperature coefficient of resistance? How is it used ? How is the temperature 
coefficient of resistance at any initial temperature determined? 

22 . At what temperature would the resistance of copper be zero if the resistance 
decreased at the same rate that it decreases within ordinary ranges of temperature? 
How may this result be used to solve problems involving resistance and temperature? 

28 . Define semiconductors, stating their general range of resistivities. What is the 
nature of their temperature coefficients of resistance? Define a varistor; a thermistor. 
Name some of the substances of which semiconductors arc made. State some of the 
applications of thermistors. 

24 . What is the basis of the American wire gage (AWG)? What relations do the 
diameters of successive gage numbers bear to one another? 

26 . In the AWG what are the relations between the cross sections of wires differing 
by three gage numbers? by one number? by two numbers? How r do these relations 
enable one to determine readily the resistance and weight of any given size of wire? 
What is the resistance of 1,000 ft of No. 10 wire? What is the weight of 1,000 ft.of 
No. 10 wire? Of No. 2 wire? 

26 . Why is stranding necessary with the larger sizes of wire? What is the gage 
number of the largest size of solid copper wire? State the relation of the number of 
wires in successive layers of a stranded cable and the number of wires in standard 
cables. 

27. What are the best conductors among the metals? State an application where 
silver may be used advantageously. Which of the metals is most commonly used as a 
conductor? Give reasons. Compared with copper, what are the advantages and the 
disadvantages of aluminum as a conductor? When are iron and steel used as con¬ 
ductors? Explain, 

PROBLEMS ON CHAPTER I 
Resistance 

1. The resistance of a cylindrical brass conductor, 0.5 cm diameter and 3 m long, is 
0.0108 ohm. Determine resistance of a cylindrical conductor of the same material at 
the same temperature, and having a diameter of 0.25 cm and a length of 8 m. 

2. The diameter of a cylindrical conductor A is 6 mm, and its length is 2 m. The 
diameter and length of a cylindrical conductor B of the same material as A are 3 mm 
and 1 m. The resistance of conductor B is 0.02 ohm. Determine resistance of con¬ 
ductor A, its temperature being the same as that of B. 
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f. The resistance of a 10-ft length of resistor material having a cross section of 
0.00204 sq in is 4.1 ohms. The resistance at the same temperature.of a 12-ftlength of 
the same material is 7.7 ohms. Determine its cross section in square inches. 

4 . The resistivity of copper is 1.724 inicrohm-cm at 20°C. Determine for copper, 
at the same temperature, the resistance (a) between opposite faces of an inch cube; (b) 
of a wire 1 ft long and 0.001 in. in diameter (cir-mil-ft); (c) of a rod 1 m long and 
having a diameter of 1 mm 

B. The resistance of a 200-ft length of a copper-bronze alloy at 20°C is 1.46 ohms, 
and its diameter is 0.0508 in. At the same temperature, determine the resistivity in 
(a) centimeter units; (6) circular-mil-foot units. 

0 . The resistivity of standard copper at 20°C is 0.6788 microhm-in. Determine the 
resistance at the same temperature of 500 ft of No. 8 AWG solid copper conductor 
which has a diameter of 0.128 in. 

7. A copper bus bar is built of two copper bars 50 ft long, each having a cross section 
of 5 by in. The two bars are spaced 0.5 in between adjacent surfaces, and they 
are connected in parallel. The resistivity of the copper is 0.738 microhm-in. at the 
operating temperature. Determine: (a) resistance of bus bar; (b) total weight, if 
weight of an inch cube of copper is 0.3214 lb. 

8 . Repeat (a), (b), Prob. 7, for an aluminum bus bar of the same length but now 
being made up of two aluminum bars each 6 by % in. cross section. The density of 
copper is 8.89 g per cu cm, and that of aluminum is 2.70. The resistivity of aluminum 
at the operating temperature is 1.113 microhm-in. 

9. The resistivity of a ferric-chi omium-alumiiuim alloy is 51.0 microhm-in. A 
sheet of the material is 15 in. long, 6 in. wide, and 0.014 in. thick. Determine resist¬ 
ance between (a) opposite endB; (6) opposite sides. 

10. The cross section of No. 6 AWG copper wire is 13.30 sq mm, and the resistivity 
of copper at 20°C is 1.750 ■ 10"“ ohm-cm. Determine length in meters of a No. 6 wire 
to give a resistance of 0.06 ohm at 20°C. 

11. It is desired to obtain a resistance of 22.1 ohms with a 120-in. length of nickel- 
chromium-alloy ribbon which has a resistivity of 640 ohins (cir-mil-ft). Determine: 
(a) cross section in circular mils; (b) thickness if width of ribbon is 0.0G5 in. 

18. The cross section of an 89.9-lb (per yd) third rail is 8.83 sq in., and the resistiv¬ 
ity of the steel is 4.80 microhm-in. Neglecting the effect of joints, determine resist¬ 
ance of 1 mile of such rail. 

18. A 1,000-ft length of No. 8 AWG copper wire has a resistance of 0.628 ohm at 
20°C. Determine resistance of this same mass of copper if it were drawn down to one- 
half the cross section. 

14. A cylindrical copper rod having a diameter of 0.40 in. lias a resistance of 0.00264 
ohm. Taking the resistivity of copper as 1.745 mierohin-cm at 20 D C, determine:, (a) 
length of rod in feet; (6) resistance of rod when it is drawn down to one-third the 
initial diameter, the volume remaining unchanged. Assume that the resistivity of the 
copper is not affected by the drawing process. 

15. The density of copper is 8.89 g per cu cm, and the resistivity is 1.724 microhms 
cm. Determine length in meters and resistance of 12 kg of copper, the cross section of 
which is 2.09 sq mm. 

16b A solid cylindrical aluminum rod ha a a diameter of 0.5 in. and weighs 23 lb. 
The density of aluminum is 2.70 g per cu cm (■» 0.0974 lb per cu in.). Determine; (a) 
length; (5) diameter to which it should be drawn to give resistance of 1.07 ohm if 
volume remains unchanged; (c) circular mils in (b). 

17. The resistivity of a commercial quality of copper is 0.686 microhm-in. at 20 D C. 
Determine cross section in square inches and circular mils and resistance at 20°G of 121. 



600 


DIRECT CURRENTS 



0.470in. 


Flo. 22A. 


lb of this copper when the length is 600 ft. The weight per cubic inch of copper is 
0.321 lb. 

18 . The conductivity of aluminum is 353,600 mho-cm -1 at 20°G. Determine: (a) 
conductance and resistance at 20°C of an aluminum bus bar 6 by in. and 42 ft long; 
(5) weight in pounds and in kilograms. The density of aluminum is 2.70 g per cu cm. 

19 . In Proh. IB determine, for a bus bar of copper having the same conductance: (a) 
width if thickness is 0.375 in.; (b) weight. The conductivity of the copper is 566,000 
mho-cm -1 , and the density is 8.89 g per cu cm. 

20 . The cross section of No. 6 A WG wire is 0.02062 sq in., and the resistivity at 25°C 
of the copper is 0.6794 microhm-in. * Determine the conductance of 850ft of such wire. 

21 . The resistance of a sample of "medium-strength” bronze trolley wire is meas¬ 
ured in order to determine its resistivity. The cross section is circular, and the diam¬ 
eter is 0.460 in. (No. 0000); the resistance of a 38-in. length is found to be 2.392 ■ 10 -4 
ohm at a temperature of 20°C. Determine: (a) resistance per foot; (b) resistivity in 

ohm-inches; (c) resistivity in ohm-ccntimeters; (d) con¬ 
ductivity as a per cent of that of the International 
Copper Standard (1.7241 microhin-cm). 

22. In Fig. 22A is shown the cross section of a 000 
AWG stranded copper cable. The surface of the cable 
may be considered smooth, and the diameter is 0.470 
in. The wall of insulation is 0.375 in. thick, and the 
resistivity of the insulation is 5 ■ 10 lt ohm-cm. Deter¬ 
mine the insulation resistance of (a) a 200-ft length; 
(b) a 850-ft length (see Sec. 9, p. 9). 

23 . In Fig. 23A is shown a metal bar, rectangular in cross section, the center por¬ 
tion of which is bent into semicircular form. The straight portions are each 5 cm 
long. The inner radius of the bent portion is 2 cm, the 
outer radius is 3 cm, and the thickness of the conductor is 
1.5 cm. The resistivity is p ohm-cm. Current enters 
end surface A and leaves at D. Determine resistance 
between surfaces A and D. The resistance of the path 
between surfaces B and C should be determined by integra¬ 
tion. Note. In order to perform the integration it is 
necessary first to find the conductance of path BC. 

24 . The insulation resistance of a mile of rubber- 
insulated 000 solid copper wire is 3.45 * 10 4 megohms. 

The diameter of the conductor is 0.4096 in., and the I hick¬ 
ness of the wall of insulation is 0.25 in. Determine 
resistivity of the rubber in (a) ohm-inches; (b) ohm-centimeters. 

25 . A sample of 000 AWG soft-drawn solid copper wire is measured at 20°C for 
resistivity, and the resistance between contact points 4 ft apart is found to be 2.52 - 
10 -4 ohm. The weight of 1,000 ft of the 000 solid copper conductor is 508 lb. Deter¬ 
mine for sample (a) resistance of 1 mile; (b) resistance of pound-mile; (c) resistance as 
per cent of ASTM and ASA Standard of 875.20 ohms (mile-pound) (Sec. 17, p. 16); 
(d) per cent conductivity in terms of standard in (c). 

26. The resistance of a 500-ft coil of No. 6 AWG medium-soft-drawn solid copper 
wire is measured for resistivity at 25 D C, and the resistance is found to be 0.2055 ohm. 
The weight of 1,000 ft of the No. 6 wire is 79.5 lb, and the temperature coefficient at 
20°C is 0.00393. Determine: (a) resistance of coil at 20*0; (b) resistance of 1 mile; (r) 
resistance of pound-mile; (d) resistance as per cent of A STM and ASA Standard of 
905.44 ohms (mile-pound) (Sec. 17, p. 16); (e) per cent conductivity in terms of 
standard in (d). 
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27. A sample of 0000 AWG hard-drawn solid copper wire is measured at 26°C for 
resistivity, and the resistance between contact points 6 ft apart is found to be 3.04* 
'10" 4 ohm. The weight of 1.000 ft of the 0000 solid copper wire is 641 lb, and the 
temperature coefficient of resistance of copper at 20°C is 
0.00393. Determine for the sample (a) resistance at 20°C; 

(b) resistance of 1 mile; (c) resistance of pound-mile; (d) 
resistance as per cent of yASTM a*hd ASA Standard of 
900.77 ohms (mile-pound) (Sec. 17, p. 16); (e) per cent 
conductivity in terms of standard in ( d ). 

28. Three resistors each 8.4 ohms are connected in 
parallel. This parallel combination is in series with a 
resistance of 4.8 ohms and another parallel group of four 
resistors, each equal to 10.8 ohms (see Fig. 28 A). 

Determine resistance between terminals (a) AB; (6) AC. 

29. A 300,000-cir-mil copper conductor, 400 ft long, is 
connected to carry a large current from a positive bus 
bar to a power load with ground return, the resistance of 
which is 0.6 ohm. The load increased until it became necessary to connect a 0000 
copper conductor, 211,000 cir mils cross section, in parallel with the 300,000-cir-mil 
one. Also, in order to reduce the resistance of the ground return, a 400-ft length of 
the 0000 copper conductor was connected from the negative terminal of the apparatus 
to the negative bus bar. The resistance of a circular-mi 1-foot may be taken as 11 
ohms. Determine: (a) combined initial resistance of conductor and ground return; 
(b) resistance of 0000 conductor; (c) total final resistance of positive conductor and 
negative return circuit. 

80. In Fig. 30A is shown a series-parallel combination of seven resistors. Deter¬ 
mine resistance between points (a) AC; (b) CB; (c) AD; ( d ) AB. 
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81. In Fig. 31A is shown a series-parallel combination of resistors. Determine 
resistance as measured between terminals (a) AB; (b) CD, terminals AB being dis¬ 
connected. 

32. In Fig. 32 A is shown a resistor network 
with three terminals A, B, C. Determine 
resistance between terminals (a) AB; (b) BC; 
(c) CA. 

88 . In Fig. 32A determine resistance between 
(a) terminals AB connected together and C; (b) BC 
connected together and A; (c) AC connected 
together and B. 

84. A 0000 trolley wire (hard-drawn) having 
a resistance of 0.0504 ohm per 1,000 ft extends 
4.5 miles from the power station. It is paralleled for 3 miles by a 400,000-cir- 
mil cable, having a resistance of 0.0270 ohm per 1,000 ft, the feeder and the trolley 
being connected every half mile by taps (Fig. 34A). The resistance of each rail is 
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0.0154 ohm per 1,000 ft. Determine: (a) total resistance of the overhead circuit from 
powerhouse to end of trolley line; (b) total resistance from powerhouse to end of line 
and track return to powerhouse, assuming that return current is confined to the two 
rails. 

35. In Prob. 34, a second feeder of 250,000 cir mils cross section, having a resistance 
of 0.0431 ohm per 1,000 ft, is connected in parallel with the trolley wire for a distance 
of 3 miles from the station (see Fig. 34A). Repeat (a), Prob. 34. 



Fig. 34A. 


36. In Prob. 34 a negative feeder consist ing of a 300,000-cir-mil cable having a resist¬ 
ance of 0.0300 ohm per 1,000 ft is connected from the negative bus bar at the power¬ 
house to both rails 3 miles from the station, in addition to the trolley feeder, Prob. 35. 
Repeat (b), Prob. 34, assuming that return current is confined to two rails and negative 
feeder. 

37. The diameter of a solid cylindrical rod is 0.375 in. Determine cross section in 
(a) square inches; (b) square mils; (c) circular mils. For a similar rod with a diameter 
of 0.625 in., determine cross section in (d) square inches; (e) square mils; (/) circular 
mils. 

33. The diameter of No. 17 AWG solid conductor is 0.045 in. Determine its cross 
section in (o) square mils; (b) circular mils. The diameter of No. 00 AWG solid con¬ 
ductor is 0.365 in. Determine its cross section in (c) square mils; (d) circular mils. 

39. The cross section of No. 0000 AWG solid conductor is 211,600 cir mils. Deter¬ 
mine: (a) its diameter in inches; (b) its cross section in square inches. Determine 
diameter in mils of solid cylindrical wires having cross section of (c) 41,700 cir mils; (d) 
5,180 cir mils; (e) 509 cir mils. 

40. A concentric lay cable is composed of 61 Btrands, the diameter of each being 118 
mils. Determine: (a) cross section of each strand; (b) cross section of cable in circular 
mils and square inches; (c) resistance per 1,000 ft if resistivity is 10.45 ohms (cir-mil-ft). 

41. A telephone cable is made up of 303 pairs of No. 22 AWG copper conductor. 
Determine resistance of a 30-mile loop (consisting of a pair), using 10.37 as the circular- 
mil-foot resistivity of the copper. The diameter of No. 22 wire is 25.3 mils. 

42. Copperweld consists of a steel wire over which an outer jacket of copper forms a 
weld, or a molecular union, with the inner core of steel. Such wire combines the high 
conductivity of the copper with the high tenBile strength of the steel, as well as the pro¬ 
tection of the steel against corrosion. The diameter of No. 0000 AWG Copperweld 
wire is 0.460 in., and the cross section is 211,600 cir mils (both being the same as with 
solid copper). The resistivity of the copper at 20°C is 10.5 ohms (cir-mil-ft), and that 
of the steel is 7.2 times this amount. The resistance of 1,000ft of such a composite wire 
is 0.1250 ohm. Determine circular mils of (a) copper; (b) steel; (c) per cent copper 
and steel in cross section; (d) per cent conductivity of wire in berms of 0000 AWG 
Copper wire, with resistivity of copper 10.35 ohms (cir-mil-ft). 

43. Assume that a Copperweld wire has a cross section of 30 per cent steel and 70 per 
cent copper. Using data of Prob. 42, determine resistance of a 1,000-ft length of 000 
wire, diam « 0.4096 in. 

44. Steel-reinforced hard-drawn aluminum cable (ACSR) is used for high-voltage 







QUESTIONS AND PROBLEMS 008 

transmission-line conductors. A 0000 <0 copper equivalent) cable consists of six 
strands of aluminum and a solid steel core, The diameter of the individual strands 
of the aluminum and of the steel core is 0.1878 in. At 20°C. aluminum Has a resis¬ 
tivity of 17.02 ohms (cir-mil-ft) and the Bteel a resistivity of 76 ohms (cir-mil-ft). 
Determine resistance of a single 80-mile length of such conductor (a) neglecting con¬ 
ductance of steel core; (b) including conductance of steel core. The specific gravity of 
the aluminum is 2.70, and that of the steel is 7.9. (c) Determine weight per 1,000 ft 

of cable. 

46. The temperature coefficient of resistance of copper at 0°C is 0.00427 (see p. 10). 
The resistance of a coil of copper wire is 8.820 ohms at 24°C. Determine its resist¬ 
ance (a) at 0°C; (6) at 42°C. 

46. The resistance of a 4-mile length of hard-drawn 0000 trolley wire is 1.065 ohms 
at 20°C. Determine resistance at (a) 0 D C; (b) minimum winter temperature of 
— 10°C,- (c) maximum summer temperature of 40°C. 

47. In order to determine the operating temperature of an 800-ft length of 2-con¬ 
ductor 00 solid copper cable, the far ends are connected together, and the resistance is 
measured from the near end and found to be 0.1575 ohm. The resistance of the cable 
was similarly measured before installation at a temperature of 23 D C and was found 
to be 0.1278 ohm. The connection between the far ends in each test has negligible 
resistance. Determine operating temperature of cable. 

48. The resistance of the field coils of a 400-kw 230-volt shunt generator is measured 
after the machine has been standing for some time in a room the temperature of which 
is 21 °C and is found to be 14.6 ohms. After the generator has been in operation for 
3 hr, the resistance is again measured and found to be 16.2 ohms. Determine: (a) 
average temperature of field coils after 3 hr; (b) temperature rise. 

49. The resistance at 25°C of 2,500 ft of 250,000-cir-mil (copper equivalent) hard- 
drawn aluminum cable is 0.1113 ohm. The temperature coefficient of resistance at 
20°C for aluminum is 0.0403 (see p. 21). Determine the resistance at 0° and at 40°C. 

60. The resistance of one of the conductors of a 2-mile 000 AWG 3-conductor solid 
copper cable was measured at a temperature of 23°C and found to be 0.684 ohm. 
After operating several hours under load the resistance of this same conductor was 
measured immediately after the power was disconnected and found to be 0.784 ohm. 
(a) Determine temperature at which the cable had been operating. (6) If the maxi¬ 
mum safe operating temperature is 85°C, what would be the resistance of the fore¬ 
going conductor? 

61. The resistance of the armature of a d-c generator, excluding brush and contact 
resistance, is 0.0846 ohm at a room temperature of 21°C. Determine its resistance 
(a) at 0°C; (6) at its allowable operating temperature, which is 40°G above room 
temperature. 

62. The resistance of one of the circuits in the armature of an a-c generator is 
measured at a room temperature of 22 “C and found to be 0.0642 ohm. After the 
generator has been in operation 6 hr, the resistance of the same circuit is again meas¬ 
ured and found to be 0.0728 ohm. Determine rise in temperature at the end of the 
6 hr. 

63. Tungsten wire has a temperature coefficient of resistance of 0.0045 at 20°C. 
The hot resistance of a 100-watt 115-volt lamp is 132 ohms at its operating tempera¬ 
ture of 2580°C. Determine its cold resistance at a room temperature of 25*C. 

64. In Prob. 53 determine the temperature coefficient of resistance of tungsten at 
0 B C; at 40°C. 

65. Determine temperature coefficient of resistance for copper at reference tem¬ 
peratures of 17°C; of 37°C; of 48°C, 
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56. The temperature coefficient of resistance at 20°C for aluminum is 0,0403. 
Determine: <a) "inferred zero resistance" (p. 21); (b) temperature coefficient at 0“C; 
(c) at 15°C; (d) at 43°C. 

The following problems, 57 to 60, should be solved without consulting the wire 
tables. 

87: Determine approximate resistance and cross section in circular mils of a 1,000-ft 
length (a) of No. 7 AWG solid copper wire; (b) of No. 16; (e) of No. 4. Determine 
approximate diameter of the wire (d) in (a); (e) in (b); (/) in (c). 

58. Determine approximate cross section, diameter, resistance, and weight of (a) 
1,600 ft of No. 000 AWG solid annesfted-copper wire; (b) 1,200 ft of No. 1. 

59. Determine approximate resistance, weight, cross section, and diameter of (a) 
2,200ft of No. 34 AWG solid copper wire; (b) 2,200 ft of No. 28 AWG Bolid copper wire. 

60. Determine approximate resistance, weight, circular mils, and diameter of a 
6-mile length of No. 0000 AWG trolley wire. 

QUESTIONS ON CHAPTER H 
Ohm's Law and the Electric Circuit 

1. Upon what fundamental relation is the cgs electrostatic system of units based? 
Where is this system used 7 

2. Upon what fundamental relation is the rgs electromagnetic, or absolute, system 
of electrical units based? Where is this system generally used? How is the absolute 
unit of current defined? 

6. What iB the objection to the cgs electromagnetic system for ordinary use? Show 
how the practical system is derived from the cgs electromagnetic system. 

4. State the difficulty w'hich is encountered when attempt is made to base the 
practical system on dimensional units. Show how this difficulty is overcome in the 
inks system. 

5. In the practical, or mks, system state why the absolute units have superseded 
the international units. What is the order of the differences between the two sets of 
units? 

6 . Define the international coulomb; the international ampere. How is the inter¬ 
national ampere defined on an experimental basis? 

7. Define the international ohm; the volt from the fundamental point of view and 
from the point of view of reproducing it readily. To what quantity in mechanics is 
the volt analogous? 

B< Define the unit of power; of energy. State Joule's law. 

9. State briefly the meaning of absolute potential. Why is it usually not important 
to know absolute potential? 

10. What is the nature of voltage drop in a line? Compare it with pressure drop in 
a pipe. Show that it is impossible to supply power over a simple d-c power line with 
the voltage at the load equal to the voltage at the sending end of the line. Show that 
there must be a drop in potential in the return wire'to the generator as well as in the 
outgoing wire. Can potential exist without current? Illustrate. 

11. What is meant by difference of potentialt Show that it is possible for two or 
more emfs to exist within a circuit without there being any difference of potential 
between the circuit terminals. 

12. By means of a diagram show the correct method of connecting a voltmeter hi a 
typical electric circuit. On the B&me diagram show the connections of an ammeter 
to measure the current to a load. Why should an ammeter never be connected across 
the power wires. 
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19. What fundamental relation does Ohm’s law expressT Give the three forms in 
which the law may be expressed. Name the conditions under which it is most con¬ 
venient to use each of these expressions. 

14. How are series-connected resistances combined to give a single equivalent 
resistance? Derive the expression by means of which a number of parallel-connected 
resistances may be replaced by a single equivalent resistance. In a two-branch 
parallel circuit, derive the relation between each current and the total current. In a 
parallel circuit of three branches, derive the relation between each current and the 
total current. 

15. Express power in terms of volts, amperes, and ohms, taken two at a time. 
Differentiate carefully between power and energy. What is the practical unit of 
electrical energy and what is its relation to the unit of power 7 What is the unit of 
mechanical power? What is its relation to the watt and to the kilowatt? 

16. How is energy related to power? Name and define the fundamental cgs unit 
of energy. Name the practical, or mks, unit of energy, and state ita relation to the 
fundamental cgs unit.. Discuss the various forms in which energy is stored or in 
which energy may appear. Describe the energy cycle involved in a steam-driven 
electrical power plant. In what forms does the energy appear ultimately? Approxi¬ 
mately what is the over-all efficiency of a modern power Bystem? 

17. Define the British thermal unit; the gram-calorie. What is the relation between 
the gram-calcrie and the watt-second ? 

18. What simple relation exists between the voltages at the sending and receiving 
ends of a power feeder, having a single concentrated load at itB far end, and the 
efficiency of transmission? 

19. Under what conditions is the voltage drop in each foot of wire independent of 
the total current? How is this principle utilized in solving electrical problems? Show 
how this method may be expanded to obtain the power loss. 


PROBLEMS ON CHAPTER II 
Ohm’s Law and the Electric Circuit 

61. A wire is in the form of a circle, the diameter of which is 2 cm, and connection 
to a source of current is made by carrying the two connecting wires away radially and 
adjacent to each other. The diameter of the wire is small compared with the radius 
of the circle. The current in the wire exerts a force of 42 dynes on a Bmall magnetic 
pole placed at the center of the circle and having a strength of 4 cgs unit poles. Deter¬ 
mine the current in the wire both in cgs absolute amperes and in practical amperes. 

62. A coil of wire of eight turns is in the form of a circle with a diameter of 6 cm, 
and the connection to a source of current is made by carrying the two connecting 
wires away radially and adjacent to each other. The cross-sectional diameter of the 
coil is Brnall compared with the radius of the coil. A current in the wire exerts a 
force of 128 dynes on a small pole of 6 r-gs units strength placed at the center of the 
coil. Determine the current in both cgs (absolute) and practical amperes. 

63. The exciting current of an electromagnet is rated at 12 amp. When connected 
across a 122-volt source the current is 14 amp. Determine the ohms in a resistor 
which must be connected in series to limit the current to (a) rated value; (b) 9.0 amp/ 

64. The cold resistance of a 100-watt gas-filled tungsten lamp is 16.8 ohms, and the 
hot resistance at its operating voltage of 118 volts is 139 ohms. Determine the cur¬ 
rent at the instant that the lamp is connected across the voltage and the current 
after it has reached the steady operating condition. 
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60. In Fig. 65A is shown a diagram of a 230-volt shunt motor with its field and 
rheostat. The voltage across the motor terminals is 230 volts. The resistance of 
the field coils is 180 ohms. It is desired that the field current shall not exceed 1.1 amp 
and that it be possible to reduce the field current to 20 per cent of the maximum value 
of 1.1 amp. Determine: (a) minimum and maximum values of the rheostat resist¬ 
ance; (b) minimum and maximum values of voltage across the field rheostat, the 
terminal voltage remaining constant at 230 volts. 




66 . In Fig. 66A is shown a relay in series with a resistor R. The relay operates to 
raise the plunger when the current is 0.36 amp, and the plunger drops when the cur¬ 
rent reaches 0.25 amp. The resistance of the relay is 130 ohms. Determine: (a) 
ohms of resistor R if it is desired that the relay operate to close the upper contacts 
when the voltage E is 120 volts; (b) value of voltage E when the plunger drops to 

close the lower contacts. 

67. A telegraph relay which has a resist¬ 
ance of 250 ohms and operates with 42 ma 
(1 ma * 0.001 amp) is connected at the 
far end of a 250-mile telegraph line. The 
line consists of No. 12 AWG hard-drawn 
copper wire having a loop resistance (i.e., of 
both wires) of 20 ohms per mile. Deter¬ 
mine: (a) voltage at sending end of line 
necessary to operate relay; (b) voltage drop 
in line; (c) voltage across relay. 

68. In Fig. 68A is shown a circuit con¬ 
sisting of a resistor Ri in series with two 

resistors R t , R a in parallel. The circuit is connected across a constant 100-volt supply. 
When the switch £ is open, the ammeter A x reads 8.0 amp. When the switch 5 is 
closed, the ammeter Ay reads 10 amp and the ammeter A j reads 4 amp. Determine: 
(a) ohms of resistors Ry t Ri, R a \ (b) voltage across Ri, Rt when S is open; (c) voltage 
across Ry, R s when S is closed. 

69. Three wires A, B , C, Fig. 69A, of an alarm system are short-circuited at their 
far ends 0 by jumpers. When a voltage of 8.2 volts is 
impressed across the two home-end terminals a and b, 
the current is 1.125 amp; when 10.5 volts is impressed 
across the two home-end terminals b and c, the current 
is 1.33 amp; when 9.8 volts is impressed across the 
home-end terminals t and a, the current is 1.44 amp. 

Determine resistance of wires A, B } C. 
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Fig. 69A. 

70. The resistance of the shunt-field winding of a 230-volt generator is 130 ohms 




QUESTIONS AND PROBLEMS 607 

generator terminal voltage is 230 volts. Determine: (a) setting in ohms of field rheo¬ 
stat; (ft) voltage across winding; (c) voltage across rheostat. 

71. Four resistors of 12.4, 8.6, 14.7, 16.2 ohms are connected in series across a 118- 
volt d-c source, Determine: (a) equivalent resistance of system; (b) current; (c). volt¬ 
age across each resistor. 

72. A current of 36 amp is necessary to operate a large electromagnet. There are 
four series-connected spools on the magnet the resistances of which are 1.6, 1.6,1.2,1.2 
ohms. A rheostat, the resistance of which is 0.56 ohm, is in series with the magnet, 
and the resistance of the connecting wires is 0.12 ohm. Determine: (a) voltage which 
must be applied to system; (ft) voltage across each coil; (c) voltage across rheostat; (d) 
voltage drop in the connecting wires. 

78. A series lighting system consists of 82 tungsten-filament incandescent lamps, 
each having a resistance of 4.83 ohms and requiring 6.6 amp. The total series .line 
resistance is 32 ohms. Determine voltage of supply system. 

74. In order to measure the resistance of a d-c armature with 115 volts as the source 
of supply, a resistor in series with the armature is necessary to limit the current (see 
Fig. 415, p. 524). In such a measurement the current is adjusted to 48.2 amp, and the 
voltage drop across the armature, including brushes, is 8.6 volts. Determine resist¬ 
ance of: (a) armature inclusive of brushes; (b) series resistor. 

7B. A copper bus bar, 6 by K hi. cross section, is measured for its resistance. With 
a current of 640 amp the voltage drop between points 8 ft apart is found to be 27.6 mv. 
The temperature is 24°C. Determine: (a) resistance per foot at 20°C; (b) resistivity in 
ohm-inches at 20 D C; (c) per cent conductivity in terms of soft-drawn copper (p.15); 
(d) voltage drop in 40 ft at 30°C when four such bus bars 
are connected in parallel and the current is 4,900 amp. 

76. The resistance of the series field, alone, of a com¬ 
pound generator is measured by measuring the voltage 
drop when the line current is 1,800 amp. The voltage 
drop is found to be 4.32 volts. The series field is then 
shunted by its diverter, Fig. 76A (also see p. 454). When 
the line current is 1,800 amp, the voltage drop across the 
field and diverter in parallel iH 3.41 volts. Determine resistance (a) of series field; 
(b) of diverter. 

77. A diverter is shunted across the series field of a compound generator as in Fig. 
76A. When the line current is 1,200 amp, the voltage drop across the series field and 
diverter in parallel is 3.73 volts. The resistance of the diverter is then shunted so that 
its value is halved. The voltage drop across the field and diverter in parallel is now 
2.37 volts. Determine resistance of: (a) series field; (ft) diverter. 

78. The resistance of a voltage divider oc, Fig. 78A, is 30,000 ohms, the center tap b 

being at the mid-point. A resistor ftV of 20,000 
ohms is connected across be. The voltage divider 
is connected across a 300-volt supply. Determine: 
(a) equivalent resistance between points b and c; 
(ft) resistance between points a and c; (c) currents 
in aft, be, ft'c'; (d) voltage across ftc. 

72. Repeat Prob. 78 with the resistance bV 
changed to 25,000 ohms. (Problems 78 and 79 
illustrate the fact that a voltage divider divides 
the voltages in proportion to the resistances between the terminals and the tap 
only when the current taken from or delivered to the tap is aero. See volt box, 
P 180.) 
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BO. Three resiston of 50, 40, 73.4 ohms are connected in parallel, (a) Determine 
equivalent resistance of combination. The current in the 73.4-ohm resistor is 3.27 
amp. Determine: (b) voltage across system; (c) current in each resistor. 

81. Three resistors of 100, 120, 150 ohms are con¬ 
nected in parallel. Determine value of current to 
parallel system which will make current in 120-ohm 
resistor equal to 1.0 amp. 

82. Three resistors, A, fl, C are connected in parallel, 
Fig. 82A. The resistance of A is 12 ohms and that of JS 
10 ohms. C is adjustable. The current to the circuit 
is 8 amp. To what value should the resistance of C be 

adjusted in order that it may take 2.5 amp? 

88 . Four resistors A, B, C, D are connected in parallel, Fig. 83A. The resistors A, 
fi, D are 56, 50, 40 ohms. The current in resistor 
D is 2.5 amp, and the current to the Hystem ib 9.0 
amp. Determine: (a) resistance of C; (b) equiva¬ 
lent resistance of combination; (c) current in 
resistors A, B, C. 

84. In a system similar to that shown in Fig. 83A 
the resistors A, B t C have resistances of 24, 36, 48 
ohms. Determine (a) equivalent resistance of A, 

B t C in parallel. The current to the parallel system 
is 12 amp. Determine: (b) resistance of D which will make current in D equal to sum 
. of currents in B and C; (c) currents in A, B, 6 T , D. 

86. In Fig. 85A is shown a shunt generator supplying power to two lamp loads A and 
B, A having a resistance of 3.0 ohms and B a resistance of 5.0 ohms. The resistances 
of the mains conducting the power to the lamps are 0.08 and 0.12 ohm as shown. The 
generator terminal voltage is maintained constant at 120 volts. Determine: (a) 
equivalent resistance of entire circuit; (b) total current; (c) current to 3.0-ohm lamp 
bank; (d) current to 5.0-ohm lamp bank. 
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88 . In a lighting system similar to that shown in Fig. 85 A the current and voltage at 
lamp bank B are 26 amp and 108 volts; those at A are 40 amp and 115 volts. Deter¬ 
mine: (a) resistance of each conductor of main between loads A and B\ (b) resistance of 
each conductor of main between generator and load A. The two conductors of each 
main have the same resistance. 

87. A resistor of 8 ohms is connected in series with two resistors of 12 and 18 ohms in 
parallel. This entire series-parallel circuit is connected acroBB 120-volt mains. Deter¬ 
mine: (a) equivalent resistance of entire circuit; (b) total current; (c) voltage across 
8-ohm resistor; (d) voltage across parallel circuit; (e) current in 12- and 18-ohm 
resistors. 

88. A resistor of 40 ohms is in series with two resistors A and B in. parallel. The 
resistance of A is 100 ohms. The entire series-parallel circuit is connected across a 
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120-volt Bupply. Determine: (a) ohms to which resistor B must be Adjusted in order 
that current to entire circuit be 1.2 amp; ( b ) current in resistors A and B; (r) voltage 
across resistors A and B. y - 

89. A series-parallel circuit shown in Fig. 89A is con¬ 
nected across a 120-volt supply. Determine: (a) equiva¬ 
lent resistance of parallel circuits and bey (6) total 
resistance; (c) total current* (d) voltage between points 

ah and be; (e) current in each resistor. j (00A\ %J20H 

90. In Fig. 89A the 60-ohm resistor is made variable. 

(a) To what value should it be adjusted in order thatrthe 
total current shall be 2.4 'amp? Under these conditions 


! seat 

: i 

LJ 

V 

(20 v 


_J 

e: 


! - J 
: mm 
\ ; 

; sol 

n 

v 


-J 

r 


Fig. 89A. 


determine: (b) voltage between points ah and be; (c) current in each resistor. 

91. In Fig. 91A is shown a series-parallel combination of resistors connected across a 

100-volt source. Determine: (a) equivalent 
resistance of parallel circuit e'e; (b) equiv¬ 
alent resistance of parallel circuit fb'-ge; 
(c) resistance of entire system; (d) voltage 
across resistors ob, bV, cc', fg; (e) current in 
each resistor, ob, b'e' f cc' r dd # , fg. 

92. Repeat Prob. 91 with resistances of 
resistors ab and fg changed to 4 and 6 ohms. 

98. A d-c compound generator iB rated 
at 500 kw and 250 volts, and its efficiency at 



Fio. 91 A. 


rated load is 0.93. Determine: (a) current rating; (b) kilowatts and horsepower input. 

94. The efficiency of a 50-hp 230-volt motor at its rated load is 0.885. Determine: 
(a) horsepower input; (b) kilowatts input; (c) rated current. 

95. In Fig. 95A is shown a series-parallel circuit. The applied voltage E is equal to 
250 volts. Determine: (a) equivalent resistance of resistors, oa # and bb ; in parallel, 
and cc', dd' and ee' in parallel; (b) total current; (c) current in each resistor; (d) power 
to each resistor; (e) total power. 




98. In Fig. 96A is shown a series-parallel circuit in which a resistor be of 4 ohms is in 
series with two parallel combinations of resistors, one of which consists of de and fg, of 
„15 and 10 ohms. The voltage across this parallel combination is 100 volts. The 
second parallel combination consists of three resistors eh, jk, gl, their resistances being 
30, 60, 50 ohms. Determine: (a) voltage across resistor be; (b) voltage across resistor 
jk; voltage across am, the entire circuit; (c) power in each of six resistors; (d) total 
power to circuit. 

97. In Fig. 97A is shown a 6-ohm resistor in scries with a 30-ohm resistor and a 
variable resistor 12 in parallel with each other. The entire circuit is connected acroSB a 
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120-volt supply. Determine: (a) value to which R should be adjusted so that the 
power to the entire circuit is 988.3 watts; (6) power in 6- and 30-ohm resistors. 

96. In the circuit, Fig. 97A, determine the two values to 
which R should be adjusted in order to make the power 
in R equal to that in the 6-ohm resistor. 

99. When the power in resistor dd' t Fig. 95A, is equal 
to 100 watts, determine: (a) current in resistor dd\ cc 
ee (b) voltage between points dd'\ (c) voltage across 
parallel circuit ob, a'b'; (d) voltage E ; (e) current in 
resistors oa', bb'; (/) power in resistors aa\ bb', cc', ee'; 
(i g ) total power. 

100. In Fig. 76A, determine: (a) power loss in diverter; 
(6) power loss in series field; (c) total power. 

101. In Fig. 83A, with the resistance of C equal to 45 ohms, determine the power in 
each of the four resistors when the total current is 12 amp. 

102. In Fig. 102A, to what value in ohms should resistor R be adjusted in order that 
the power in resistor ob shall be 441 wattsT 

108. Two heating units A and B are connected in 
parallel across a 120-volt supply. Unit B takes twice 
as much power as A, and the total power is 2,160 
watts. Determine resistance of A and B. 

104. Four 100-watt and ten 60-watt incandescent 
lamps operating at their watt ratings are connected 
in parallel across a 115-volt supply. Determine: 

(a) current to each 100-watt lamp; (b) current to each 60-watt lamp; (c) total current. 

106. A variable resistor R in series with a fixed resistor of 22 ohms is connected 
across a 110-volt supply. Determine: (a) resistance to which R should be adjusted in 
order that its power may be a maximum; (b) current; (c) value of R which will make 
power in R twice that in the 22-ohm resistor; (d) value of current. 

106. In the circuit shown in Fig. 97A, determine: (a) resistance to which resistor R 
should be adjusted in order that the total power in resistors R and B should be a maxi¬ 
mum; (b) power in resistors A, B, R. 

107. Figure 107A shows a voltage divider used for regulating the field current of a 

generator from zero to its maximum value 
(see p. 411). The total resistance of the 
voltage divider wire ab is 24 ohms, and that 
of the field is 60 ohms. A field rheostat is 
in series with the field. The line voltage is 
240 volts. With field rheostat all cut out 
(resistance zero), determine: (a) current to 
generator field when contact x is one-fourth 
the distance from a to b; (b) one-half the dis¬ 
tance; (c) three-fourths the distance; (d) in 

(a), (b), (c) percentage of total power which goes to field. 

108. In Prob. 107 repeat (a), (b), (c), (d) with field rheostat set at 15 ohms, (e) 
Determine power lost in rheostat in (a), (b), (c). 

109. The energy to an electric oven which is operating under steady load is regis¬ 
tered by a watthour meter which shows 3,240 kwhr over a period of 102 hr. Deter¬ 
mine: (a) average power to oven; (6) average current if voltage is 220 volts; (e) total 
cost of energy if first 60 kwhr is sold at 5 cents per kwhr and the remainder at 3}{ 
cents per kwhr. 
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110. The output of a 230-volt 15-hp blower motor is equal to 12.4 hp at an efficiency 
of 86.7 per cent. At 3.2 cents per kwhr, determine monthly cost of energy if the 
motor operated steadily 24 hr per day for 30 days. 

111. At 5 cents per kwhr, determine: (a) cost of raising temperature of 2.5 qt of 
water in an electric kettle from 20 to 100°C; neglect losses; 1 qt — 0.9461; (6) cost fora 
month of 30 days if kettle is operated twice each day. 

112. At an energy cost of 5 cents per kwhr determine cost of heating 3 gal of water at 
room temperature of 22°C to the boiling point (100 S C). Assume that the efficiency of 
the heater is 60 per cent (water weighs 8.345 lb per gal). 

118. A water-barrel rheostat contains 52 gal of water. Determine time which 
85 amp at 230 volts must flow through rheostat before the temperature of the water 
is raised to 200°F from a room temperature of 70°F. (One gallon of water weighs 
8.345 lb.) Neglect losses. 

114. Electric boilers are frequently used, particularly in Canada, where there is i an 
excess of electrical energy. In a common type, heating is accomplished by current at 
high voltage passing from an electrode through the water to be heated. Determine: 
(a) kilowatthours necessary to heat 20 tons of water per hour from an initial tempera^ 
ture of 20°C to boiling point of 100°C; (b) cost at 0.62 cent per kilowatthour. The 
boiler efficiency iB 97 per cent. 

115. The current to a water-immersed resistor of.2.9 ohms within an electric boiler 
is 50 amp. There are 190 I of water in the 
boiler, and the efficiency of the boiler is 95 per 
cent. Determine temperature which water 
will reach at end of 2 hr. The room tempera¬ 
ture is 20°C. 

118. In Fig. 116A is shown a 20-hp motor 
which takes 75 amp over a feeder, each conduc¬ 
tor of which has a resistance of 0.07 ohm. The 
bus-bar voltage E is 240 volts. Determine: (a) 
power transmission. 

117. The motor, Fig. 110A, delivers 15 hp at an efficiency of 0.86, and the voltage 
at the terminals of the motor is 230 volts. Determine: (o) bus-bar voltage E\ (6) 
efficiency of transmission; (c) over-all efficiency from motor shaft to bus bars. 

118. Power is delivered over a feeder to a combined power-and-lighting load with 
240 volts at the sending-end bus bars. The resistance of each of the two wires of the 
feeder to the load is 0.04 ohm. Determine voltage at load and efficiency of trans¬ 
mission when current to the load is (a) 150 amp; (b) 120 amp. 
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voltage at motor; (b) efficiency of 
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110. An electric railway is fed by a 5-mile trolley wire of No. 0000 AWG hard- 
drawn copper. A 400,000-cir-mil feeder parallels the trolley wire for 3 miles, being 
tapped in every half mile (Fig. 119A). The resistance of the trolley is 0.269 ohm 
per mile and that of the feeder 0.143 ohm per mile. The resistance of the ground 
return may be considered as 0.02 ohm per mile. The power station voltage is 600 









612 


DIRECT CURRENTS 


400ft- ->| 

- T\ 


volts. When the car is 3 }4 miles from the station and is taking 140 amp, determine: 

(а) voltage at car; (6) voltage at end of line; (c) efficiency of transmission. 

120. In Prob. 119 the. car is at the end of the line and iB just starting, the 
starting current being 150 amp. Determine: (a) voltage at car; (b) efficiency of 
transmission. 

121. A 120-kw load is situated 2,000 ft from the bus bars of a d-c power station at 
which the voltage is 23S.9 volts. It is desired that the voltage at the load be 220 
volts when the load is 120 kw. Determine: (a) current; (6) resistance of each con¬ 
ductor of feeder; (c) size, in circular mils, of feeder, taking 10.8 ohms as the resistance 
of a circular-niil-foot of copper; (dj efficiency of transmission; (e) weight in pounds of 
copper. 

122. In Prob. 121 determine voltage along the feeder at distances of 500, 1000, 
and 1,500 ft from the station bus bars. Plot voltage as function of distance along 

feeder. 

K 600 t 123. It iB desired to supply a load of 12 kw 

T T T — < at a distance of 600 ft from the station bus 

24sv 234v %i 7 Lr 725v <8kw bars and a second load of 8 kw at a further 

e w : < distance of 400 ft, Fig. 123A. The voltage at 

^ _izj the bus bars is 245 volts; that at the 12-kw 

Fig 1234. load must be 234 volts, and that at the S-kw 

load must be 225 volts. Determine: (a) resist¬ 
ance of each wire of feeder from 12- to 8-kw load; (b) resistance of each wire of feeder 
from bus bars to 12-kw load; (c) efficiency of transmission. 

124. Two motor loads are to be supplied from 600-volt bus bars, the load A heing 
located 1,200 ft away and load B being located 800 ft farther. Load A requires a 
maximum current of 80 amp, and load B a maximum current of 60 amp. With 
these loads the voltage at load A should be 562 volts and that at load B not less than 
531 volts. Determine: (a) resistance per conductor of feeder between loads B and A ; 

(б) resistance per conductor between load A and bus bars; (c) kilowatts of loads A 
and B and kilowatts supplied from bus bars; (d) copper loss in each feeder; (e) effi¬ 
ciency of transmission; (/) size wire, AWG, which should be used for the conductor in 
(a); size wire, AWG, which should be used for 

the conductor in (6). \~--f i 000ft—+\*-600ft--*\ 

125. A feeder from the bus bars of d-c |P T \mnoooorMB T 
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substation supplies two concentrated loads r us ■. 
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as in Fig. 125A. A load of 800 amp is ^ZOQQQOOCMj _j_|_| 

located at A, 1,000 ft, in terms of length A 8 

of feeder, from the bus bars, and each con- Fig. 1254. 

ductor of the feeder to this load consists of 

two 1,000,000-cir-mil cables in parallel. (The outgoing and the return conductor 
each has a total cross section of 2,000,000 cir mils.) At a distance 600 ft beyond 
A at B is a 700-amp load which is supplied by a feeder each conductor of which has a 
cross section of 1,000,000 cir mils. The voltage at the 700-amp load is 225 volts. 
The resistivity at the operating temperature may be taken as 11 ohms per cir-mil-ft. 
Determine: (a) voltage at 800-amp load; (b) voltage at bus bars; (c) total power 
transmitted; (d) total power loss; (e) efficiency of transmission; (/) voltage at dis- 
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tances of 500 and 1,300 ft from bus bars. 

126. In Prob. 125 assume that the voltage at the bus bars is 240 volts and that the 
loadB have decreased so that the load at A is now 600 amp and that at B is now 
400 amp. Determine: (o) voltage at 600-amp load; (b) voltage at 400-amp load; 
(c) total power transmitted; (d) total power loss; («) efficiency of transmission. 
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In the following problems, 127 to 132. assume that the resistance of a circular-mil- 
foot of copper is 10 ohms. The normal current density is 0.001 amp per cir mil. 

127. An 800-ft feeder consisting of two (one positive and one negative) 300,000-cir- 
mil copper conductors is supplying a single load at its far end, and tbt sending-end 
voltage is 240 volts. Determine: (a) total voltage drop in feeder if it is operating at 
normal density of 0.001 amp per cir ipil; (6) efficiency of transmission under these 
conditions; (c) load current; (d) power input to feeder. 

128. If the voltage drop, Prob. 127, is limited to 10 volts, determine: (a) cross 
section in circular mils of feeder which is necessary; (IQ efficiency of transmission; 
(c) power at load; ( d) power,input to feeder; (e) current density, amperes per circular 
mil. 

129. A load of 000 amp is located 1,500 ft from 240-volt bus bars, and it is desired 
that the voltage at this load be not leBs than 230 volts. With the feeder operating 
at the normal density, determine: (a) circular mils of feeder; (b) total voltage drop; 
(c) loss in feeder; (d) efficiency of transmission; (c) size feeder necessary to give 230 
volts at load; (/) loss in this feeder; (p) efficiency of transmission. 

180. It is desired to supply power to a 100-hp 550-volt motor, located 2,500 ft 
from 600-volt bus bars, the minimum permissible voltage at the motor being 550 volts. 
The motor efficiency at rated load is 0.90. Determine: (a) circular mils of copper con¬ 
ductor if copper operates at normal current density; (b) circular mils of copper con¬ 
ductor necessary to give 550 volts at load; (c) power at load; (d) total power loss in ( b) \ 
(e) efficiency of transmission; (/) current density, amperes per circular mil. 

131. A 75-amp load is located 1.34 miles from 600-volt bus bars. Determine: 
(o) circular mils of wire which should be used if feeder is to operate at normal density; 
(6) voltage at load; (c) line loss; (d) efficiency of transmission; (e) size wire, AWG, 
which must be used if voltage at load is to be not less than 550 volts; (/) circular mils 
of this wire; (0) loss in this feeder; ( h ) efficiency of transmission. (Note. Number 10 
wire may be assumed as having a cross section of 10,000 cir mils; No. 0, 100,000 cir 
mils, etc.) 

182. A No. 0000 AWG hard-drawn trolley wire operating at 600 volts above ground 
potential is paralleled for 6 miles by a 500,000-cir-mil feeder. The circular mils of the 
trolley wire is 211,000. When this parallel system is operated at the normal current 
density, determine: (a) total voltage drop in feeder and trolley; (b) power loss in 
feeder and trolley. The voltage drop in the overhead system is to be held to 50 volts. 
Determine: (c) maximum current density at which system may operate; (d) total 
power loss in overhead system; (e) current at load; (/) power at load; (g) power 
input to system; (A) efficiency. 

QUESTIONS ON CHAPTER III 
Battery Electromotive Forces—Kirchhoff's Laws 

1. What is the effect on the terminal voltage of a battery of applying a load to the 
terminals? Explain. Why does the emf of a battery differ from the termiiutl volt¬ 
age? Under what conditions are they the same? 

2 . Discuss the possibility of making, a direct measurement of the internal voltage 
Of a battery when it is delivering current. How may this internal voltage be calcu¬ 
lated if the battery resistance be known? 

8. To what factors is the internal resistance of a battery due? Is this resistance a 
constant quantity? 

4. Show the method of calculating the current delivered to an external resistor if 
the emf and the resistance of a battery be known. If the battery becomes, shorts 
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circuited, what value of current does it deliver? Account for the energy that the 
cell develops under these conditions. 

5. When a battery has constant emf and constant internal resistance, for what 
value of external resistance is the power delivered a maximum? What is the battery 
efficiency undlr these conditions? Discuss the advisability of operating a battery so 
that it delivers maximum power. Explain. 

6 . Under what conditions may a battery be made to receive electrical energy? 
What relation docs the direction of current have to its direction when the battery' 
delivers energy7 The emf of a generator is equal to that of a battery. Discuss any 
effects which may be noted when-the generator is connected to the battery, terminals 
of like polarity being connected together. What effect is noted when the generator 
voltage is raised above this value? Explain what is meant by the battery '‘floating. 13 

7. Before current can be made to enter the positive terminal of a battery, what 
voltage must be applied? Explain why any voltage in excess of the battery emf is 
effective in producing current. Give a very common illustration of a battery’s 
receiving energy. 

8. If several cells are connected in series, what is the resultant emf of the combi¬ 
nation? What is the resultant resistance of the combination? Give the method of 
computing the current if the external resistance be known. 

9. Under what conditions do batteries operate most satisfactorily in parallel? 
What is the emf of the combination under these conditions? What is the relation 
between the external current and the current in the individual batteries? What is 
the relation between the total battery resistance and the resistances of the individual 
batteries? 

10. With batteries in parallel having equal emfs but unequal internal resistances, 
explain how the resistance of the entire battery may be found. What relation does 
the current delivered by each battery have to the resistance of that battery? What 
relation exists among the terminal voltages of individual batteries when connected in 
parallel? 

11. Shovr a series-parallel grouping of similar cells. How is the voltage of the 
entire battery determined ? How may the resistance of the battery be found if the 
resistance of the individual cells be known? Derive the equation which gives the 
current in an external circuit if the external resistance, the emfs, and resistances of 
the individual cells and their arrangement be known. 

12. In general, how should cells be grouped to obtain the best economy? How 
Bhould cells be grouped to obtain the maximum power output? 

19. Derive the equation which gives the equivalent emf and the equivalent internal 
resistance of a battery, consisting of a number of cells in parallel, having different emfs 
and resistances. 

14. Discuss the principle on which are based the “floating”-battery method and the 
circulatory-current method for determining the division of current among unequal 
batteries in parallel. 

16. Analyze the 11 floating”-battery method, showing how to determine the total 
current in each battery. 

16. Repeat Question 15 for the circulatory-current method. 

17. State the two fundamental principles which arc enunciated in Kirchhoff’s two 
laws. If several currents meet at a junction, how should their directions be taken 
into account? 

18. How should a rise in potential be represented? A drop in potential? When 
going from a negative to a positive terminal of a battery, what should be the sign of 
the potential change and why? When passing from positive to negative? When 
going through a resistance in the direction of the current, does a rise or a drop in 
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potential occur? What, then, should be the proper sign to use? When going through 
the resistance in opposition to the current, what sign should be used? Explain. 

19. If the assumed direction of a current in a network is in error, how is this fact 
indicated in the result? 

20. In applying Kirchhoff's first law to a network, what rule regarding every cur¬ 
rent must be followed? In applying Kirchhoff’s second law to a network, what rule 
regarding each path through the network must be followed? 

21. Outline the procedure by which Kirchhoff’s two laws may be systematically 
applied to a network. 

22. Discuss the method by which the number of equations for any network may be 
reduced. 

23. Discuss the limitations in the application of Kirchhoff’s laws to railway and 
other power systems. In what manner do these circuits differ from the usual battery 
circuits in which the emfs ami resistances only are given? 

24. Show how a network may be divided into meshes and Maxwell’B mesh equations 
applied. What general system of current direction gives a systematic arrangement of 
the terms of the equations? 

26. Define: circuit; linear circuit; nonlinear circuit; bilateral circuit; unilateral circuit. 

26. Define: electric network; active electric netv>ork; passive electric network; L net¬ 
work; T network; tt network. , 

27. Define: the superposition theorem, explaining in simple terms its significance. 

28. Define Thivenin's theorem, describing its method of application. 

29. Define the reciprocity theorem , explaining how it is applied. Define “transfer 
impedance.” 

30. Show how an electric network may be simplified, and its solution rendered 
comparatively easy by: (a) substituting star systems for delta meshes; (6) substituting 
delta meshes for star systems. 

31. (a) Define a 4-terminal network. ( b ) What is the number of measurable quanti¬ 
ties by which it is possible to define a passive 4-terminal network? How many such 
quantities are necessary ? 

82. Draw the diagram of a w network. Of how many independent elements does it 
consist? Express the open- and short-circuit resistances measured at the two pairs 
of terminals in terms of the network elements. 

33. Draw the diagram of a T network. Repeat (b) of Question 31. 

PROBLEMS ON CHAPTER HI 
Battery Electromotive Forces—Kirchhoff’s Laws 

183. The open-circuit einf of a dry cell is 1.35 volts. When the cell delivers a 
current of 1.5 amp, its terminal voltage drops to 1.30 volts, (a) Determine its appar¬ 
ent internal resistance. A resistance of 10 ohms is connected across the terminals of 
the cell, (b) Determine current, and voltage across terminals. 

184. The internal cmf of a gravity cell is 1.07 volts and the terminal voltage is 
0.98 volt when it delivers a current of 2.1 amp. Determine: (a) internal resistance; 
(b) power lost within cell; (c) power generated within cell; (rf) ratio of output to 
power generated. 

183. A starting battery consists of three lead cells connected in series. On open 
circuit, the emf of the battery is 6.30 volts. When it delivers a current of 80 amp, 
its terminal voltage drops to 5,10 volts. Determine: (a) its internal resistance; 
(b) terminal voltage when battery delivers 40 amp; (c) power lost in battery in (b); 
(d) load resistance in (b). 
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136. A battery of six dry cells in series has an open-circuit emf of 8.1 volts and a 
total internal resistance of 0.42 ohm. When an external load iB applied, the terminal 
voltage drops to 6.15 volts. Determine: (a) load current; ( b ) load resistance; (c) total 
power generated; (d) per cent of power in (c) delivered to load. 

137. The open-circuit emf of a 60-cell storage battery is 127.2 volts, and the 
total internal resistance is 0.06 ohm. Determine: (a) maximum current which bat¬ 
tery can deliver without its terminal voltage dropping below 123 volts; ( b ) current 
which will give a terminal voltage of 120:6 volts; (c) total power developed in (b); 

(d) power lost in battery in (6); (e) ratio of power delivered to internal power in (c). 

188. When the external resistance in Prob. 137 is 0.8 ohm, determine: (a) current; 
( b ) total power developed by battery; (c) power lost in battery heating; (d) power to 
external circuit; (e) ratio of (d) to (b). 

189. The emf of a dry cell is 1.40 volts, and the internal resistance iB 0.06 ohm. 
Determine: (a) value of external resistance which will give maximum delivered power; 
(b) maximum delivered power; (c) power lost within cell; (d) total power developed. 

140. The emf of a starting battery is 0.03 volts, and each of the three series-con¬ 
nected cells has an internal resistance of 0.00G ohm. Determine: (a) maximum power 
which battery con deliver to starting motor, including the resistance of leads; (b) value 
of current under these conditions; (c) terminal voltage 
of battery; ( d) power lost as heat in battery. 

; 141. In Fig. 141A is shown a battery having an emf of 

R f 12 volts and an internal resistance of 0.4 ohm. A resis¬ 
tor R of 2.6 ohms is connected across its terminals ab. 
Determine: (a) resistance of resistor R‘ which, when con¬ 
nected across terminals ab in parallel with R f will make 
power delivered by battery a maximum; (b) current in R 
and JZ # ; (c) terminal voltage of battery; (d) power in R, R': (e) power lost in battery. 

142. The battery, Prob. 135, is being charged at a 10-amp rate. Determine: 
(a) terminal voltage; (b) power delivered to battery; (c) power lost in heating battery. 

143. The battery, Prob. 137, is being charged at an 80-amp rate. Determine: 
(a) terminal voltage; (b) total power delivered to battery; (c) power loss in battery. 

144. A storage battery consists of 120 cells, connected in series. Each cell has an 
emf of 2.10 volts and an internal resistance of 0.0015 ohm. Determine: (a) voltage 
necessary to charge battery at 60-amp rate; (6) total power delivered to battery and 
power lost in battery; (c) terminal voltage when battery is disconnected from charging 
source and a resistor of 2.5 ohms is connected across terminals. 

145. A storage battery consisting of 60 cells, each of which has an emf of 2.08 volts 
and an internal resistance of 0.0008 ohm, is charged at a 100-amp rate from 150-volt 
bus bars. Determine: (a) terminal voltage of battery; (b) resistance of resistor which 
must be connected in series with battery; (c) power to battery; (d) power lost in 
resistor. 

146. Repeat Prob. 145 with battery being charged from 240-volt bus bars. 

147. Four dry cells with emfs of 1.35, 1.38, 1.32, 1.28 voltB are connected in series 
aiding and in series with an external resistor of 30 ohms. The internal resistances of 
the cells are 0.08,0.06,0.09,0.12 ohm. Determine: (a) current; (b) terminal voltage of 
each cell; (c) internal power developed by each cell; (d) internal power lost in each cell; 

(e) power delivered to the 30-ohm resistor. 

148. In Prob. 147, the third cell, with emf of 1.32 volts and resistance of 0.09 ohm, is 
reversed. Repeat (a) to (e). 

149. In Prob. 148, the 30-ohm resistor is short-circuited. Repeat (a) to (d). 

150. The emfs of four storage cells, connected in series aiding, are 2.11, 2.02, 2.06, 
2.08 volts. The resistances are 0.0006,0.0008, 0.0012, 0.001 ohm. When the battery 
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delivers a current of 45 amp, determine: (a) terminal voltage of battery; (6) terminal 
voltage of each eell; (c) internal power developed by each cell; (d) power loss in each 
cell; (^resistance of external resistor; (/) power to external resistor. 

151. The four cells, Frob. 150, are all charged in aeries at a 30-amp rate. Deter? ', 
mine: (a) terminal voltage of battery; (b) terminal voltage of each cell; (c) total power. 
to cells; (d) power lost in each cell. v 

152. In Fig. 152.4 a resistor R is Connected in Beries with four batteries, all in series 
aiding. The emfs and internal resistances are given. 

With resistor R equal to 5.0 ohms determine: (a) 
current; (5) power p Jt pi, p t , p t developed in each 
battery; (c) power Pi, P*, Pi, P 4 delivered by each 
battery; (d) power lost in each battery; (p) voltage 
Pi, i»i, Vi, v A across each battery; (/) voltage V across 
resistor. 

153. Repeat Prob. 152 with the battery whose emf 
is 3 volts reversed. (If a battery is absorbing energy, 
the power developed is negative.) 

164. In Prob. 152 determine: (a) value of R for 
maximum power delivered; (b) current; (c) power delivered by each battery; (d) 
terminal voltage of each battery. 

155. Five dry cells have the following emfs and internal resistances: 1.40, 1.37, 1.32, 
1.30, 1.23 volts; 0.06, 0.08, 0.06, 0.10, 0.10 ohm. All are connected in series aiding and 
in series with an external resistor of 20.7 ohms. Determine: (a) current; (b) power 
lost in each cell; (c) terminal voltage of each cell; (d) voltage across external resistor. 

156. Repeat Prob. 155, reversing the fourth cell, that is, the cell whose emf is 1.30 
volts and internal resistance is 0.10 ohm. 

157. Four dry cells, each of which has an emf of 1.40 volts and an internal resistance 
of 0.06 ohm, are connected in parallel, with terminals of like polarity together. Deter¬ 
mine: (a) current to an external resistor of 3.985 ohms; (b) terminal voltage of battery; 
tc) internal loss in each cell; (d) power to external circuit. 

158. In Prob. 157 determine: (a) maximum power which battery can deliver; (b) 
terminal voltage of battery under these conditions; (c) resistance of external resistor. 

159. Six batteries, each of which has on emf of 20 volts and an internal resistance of 
0.75 ohm, are connected in parallel, with terminals of like polarity together. An 
external resistor of 7.85 ohms is connected across the terminals. Determine: (a) cur¬ 
rent to external circuit; (b) terminal Voltage of battery; (c) pvwer lost in each battery. 

160. Each of four dry cells has an emf of 1.36 volts, but their internal resistances are 
0.08, 0.06, 0.08, 0.09 ohm. These cells are connected in parallel, with terminals of like 
polarity together. Determine: (a) emf and internal resistance of a single cell that 
would replace battery; (b) current which battery delivers to an external resistor of 0.8 
ohm; (c) terminal voltage; (d) current delivered by each cell; (c) maximum power 
which battery can deliver; (/) resistance of external resistor to give (e). 

161. Each of two batteries has an emf of 20 volts, but the internal resistance of one. 
is 0.04 ohm and that of the other is 0.05 ohm. These batteries are connected in 
parallel, with terminals of like polarity together. When the external current is 80 
amp, determine: (a) current delivered by each battery; (b) terminal voltage of battery; 
(c) value of external resistance; (d) emf and internal resistance of a single battery 
which would replace these two in parallel. 

182. A battery consists of four storage cells connected in parallel, each having an 
emf of 2.10 volts. The internal resistances of these cells are 0.004,0.005,0.003, 0.0025 
ohm. Determine; (a) emf and internal resistance of single equivalent ceU; (b) current 
when terminal voltage is 1.95 volts; (c) current in each ceU. 
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168. Twenty-four dry ceils are arranged in rows of six in series and the four rows in 
parallel. The emf of each cell iB 1.40 volts, and the internal resistance of each is 0.08 
ohm. Determine: (a) total battery emf; (b) total equivalent battery resistance; (c) 
current to an external resistor of 3.2 ohms; (d) terminal voltage; (e) resistance of exter¬ 
nal resistor to give maximum power; (/) maximum power. 

164. Repeat Prob. 163 with the cells arranged in rows of four in series and six rows 
in parallel. 

166. Arrange the cells of Prob. 163 so that the maximum power may be supplied to 
a load resistor of 0.48 ohm. Under these conditions, determine: (a) power to resistor; 
(b) power lost in the battery; (c) power to a load resistor of 8 ohms. 

166. A small d-c motor is rated at 6.0 volts. Twelve storage cells, each having an 
emf of 2.1 volts and an internal resistance of 0.004 ohm, are available, (a) How 
should these be connected so that the maximum efficiency is obtained? When the 
motor requires 50 amp, determine: (6) battery terminal voltage; (c) ohms of a resistor 
which would take same power as motor; (d) battery efficiency. 

167. The emf and internal resistance of one of two starting batteries are 6.33 volts 
and 0.006 ohm, and the emf and resistance of the other arc 6.15 volts and 0.004 ohm. 
These batteries arc connected in parallel, with terminals of like polarity together. 
Determine: (a) emf and internal resistance of a single equivalent battery; (b) current 

to an external-load resistance of 0.30 ohm; (c) current 
in each battery; (d) terminal voltage. 

168. The emf and internal resistance of two 
batteries A and B are 28 volts and 0.2 ohm and 26 
volts and 0.3 ohm. These batteries are connected 
in parallel, with terminals of like polarity together 
(see Fig. 16SA). Determine: (a) emf and internal 
resistance of a single equivalent battery; (b) current 
delivered by each battery when external current is 6 
amp; (c) terminal voltage; (d) resistance of load resistor; 
(e) resistance of load resistor for maximum power de¬ 
livered; (/) current delivered by each battery in (e). 

169. The emfs and internal resistances of two storage batteries in parallel, with like 
terminals connected together, are 120 volts and 0.02 ohm and 118 volts and 0.03 ohm. 
Determine: (a) emf and internal resistance of a single equivalent battery; (b) current 
when resistance of load is 1.2 ohm; (c) terminal voltage; ( d ) current delivered by 
battery; (e) power developed by each battery; (/) power delivered by each battery; 
( g ) current in each battery when resistance of load is infinite. 

170. In Fig. 168 A are shown the two batteries of Prob. 168, with a switch S in scries 
with B . The division of the load current of 6 amp to the external circuit R is to be 
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determined by means of the floating~battery 
method (p. 67). (a) With the switch S open (and 

S' closed), determine current which battery A 
must deliver in order that battery B may just 
11 float” when switch S is closed. Determine: (b) 
division of remaining load current between two 
batteries; (c) total current delivered by each 
battery; (d) terminal voltage in (c). (Compare 
results with those obtained in Prob. 168.) 

171. In Fig. 1714 are shown two batteries 
4 and B r having emfs and internal resistances 


c' 



Fig. 1714. 


of 10 volts and 0.4 ohm and 8 volts and 0.3 ohm. A switch S is in series with 


battery B . The external-load resistor R takes 6 amp. It is desired to determine the 
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division of this current between the two batteries by means of the floating-battery 
method (seep. 67). (a) With Bwitch S open (and S' dosed), determineourrent whioh 

must be delivered by Ain order that B may float when switch 8 is closed. Determine:: 
(b) division of remainder of load current between two batteries; (c) total current 
delivered by each battery; (d) resistance of load resistor R. 

178, In Frob. 167, determine by means of the floating-battery method, when a load 
resistor takes 100 amp, (a) current in each battery; (6) terminal voltage; (<?) resistance 
of load resistor. 

178. Two batteries A and B, Fig. 173A, having emfs of 50 and 48 volts and internal 
resistances of 0.06 and 0.04 ohm, are connected 
in parallel, with terminals of like polarity 
together. The current taken by load resistor 
R when the switch S is closed is 48 amp. The 
division of current between the batteries is to 
be determined by the circulatory-current 
method (p. 68). Determine: (a) circulatory 
current with switch S open; (6) currents, with 
proper sign, delivered by A and B; (c) additional 
current delivered by A and B when switch S is 
closed; (d) total current delivered by A ; (e) 
total current delivered by B\ (/) terminal voltage across ab; (g) resistance of R. 

174. Problem 170 is to be solved by the circulatory-current method (p. 68). With 
switch S closed and S' open, Fig. 168A, determine (a) circulatory current with its cor¬ 
rect sign in batteries A and B. With switch S' closed so that the load resistor R takes 
6 amp, determine: (b) division of this current between batteries A and B; (c) total cur¬ 
rent delivered by A and by B\ (d) terminal voltage; (e) resistance of R. (Compare 
results with those obtained in Prob. 170.) 

176. Solve the circuit shown in Fig. 171A by the circulatory-current method, that is, 
with switch S closed and switch S' open at first. The load current is now 6 amp. 
Determine: (a) current delivered by each battery; (b) terminal voltage; (r) power 
developed by each battery; (d) power lost in each battery. [Compare (a) with (c) in 
Prob. 171.] 

176. Repeat Prob. 175 with the load current equal to 10 amp. 

177. Solve Prob. 173 by the circulatory-current method with the emf of battery A 
still equal to 50 volts and that or battery B changed to 53 volte. The external-load 
current is still 48 amp, and the resistance of each battery remains unchanged. Deter¬ 
mine: (o) current delivered by each battery; (b) terminal voltage ;(c) power loss in each 
battery; (d) resistance of R. 

Kirchhoff’s Laws 

176. Two batteries A and B, Fig. 178A, having emfs of 6.0 and 5.0 volts and resist¬ 
ances of 0.8 and 0.6 ohm, are connected in parallel, positive terminal to positive ter- 
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minaL A resistor R of 2.5 ohma is connected across the common terminals. Deter¬ 
mine: (a) current / in resistor R\ (b) current h in A battery and current 1% in B 
battery; (c) voltage between terminals ab of the combination. 
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179. In Fig. 179A is shown the circuit of Fig. 178A, with the addition of a third 
battery C, emf 2.0 volts and resistance 0.4 ohm, in series with the 2.5-ohm resistor ft. 
Determine: (a) current I to battery C; (6) currents 7i, 7 a in batteries A, B; (c) voltage 
between terminals ab of batteries A and B) (d) terminal voltage of battery C. 

180. Repeat Prob. 179 with battery C reversed. 

181. In Fig. 181A is shown an electric network consisting of three batteries A, B, C 
and three resistors R\, Ri, Ri. Determine: (a) currents 7i, 7 S , 7 1 with their proper 
signs; (b) terminal voltages of batteries A, B, C; (c) voltage between terminals ab. 



Fia. 181A. Fig. 183A. 


182. Repeat Prob. 181 with battery C reversed. 

IBS. In the battery system in Fig. 183A, the emf of battery A is 32 volts, and its 
internal resistance r is 0.5 ohm. A resistor abc of 40 ohms is connected across the bat¬ 
tery terminals, the end a being connected to the positive terminal. The emf of battery 
B is 10 volts, and its internal resistance ri is 0.4 ohm. Its negative terminal e is con¬ 
nected to the negative terminal /of battery A and to the end c of the resistor. Its posi¬ 
tive terminal d is connected through a 2-ohm resistor to the point b in the resister abc , 
where resistance be — 10 ohms. Determine: (a) currents in batteries A and B; (b) 
point to which b should be moved (in terms of ohms from b to c) in order that the cur¬ 
rent in battery B may be zero. The total resistance ac remains unchanged. 

184. Repeat Prob. 183 with the resistance between points be equal to 6 ohms, tho 
total resistance between a and c remaining unchanged. 

185. In Prob. 181 and Fig. 181A, determine the value of Ri which will make the cur¬ 
rent 1 1 equal to zero. 

186. In Fig. 186A is shown a network in which the directions of the three currents 
7 1 , 7 S , 7 1 are all toward the common junction a. Determine h, 1 2 , h, stating actual 
directions. 
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187. Repeat Prob. 186 with the polarity of battery D reversed. 

188. In Fig. 188A is shown an electrical network. Determine the six network cur¬ 
rents (a) 7i; (b) 7 a ; (c) 7*; (d) 7,; (e) 7 4 ; (/) U 
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189* In Fig. 189A is shown an electric network in which there are three batteries 
A, B, C, having emfs of 12, 20, 30 volts, and negligible internal resistances. Deter¬ 
mine six network currents h to /■, and show their values and actual directions os 
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190. In Fig. 190A is shown a railway system with two cars at A and B taking 100 
and 60 amp. For a portion of the length of the trolley there is a feeder, in parallel 
with the trolley. The voltage at the station bus bars is 600 volts. The resistances 
of each part of the overhead and track systems are given. Determine voltage at 
(a) car at A ; (b) car at B. 

191. Repeat Prob. 190 with car A at the junction of the feeder and the trolley. 
The track resistance from station to junc¬ 
tion is 0.05 ohm and from junction to end 
of line is 0.075 ohm. 

192. In Fig. 192A is shown the wiring 
diagram of a loop trolley system with a 
single 300,000-cir-mil feeder ac. A poten¬ 
tial difference of 600 volts is maintained 
between trolley and rail at the bus bars ab. 

The No. 0000 trolley wire has a resistance 
of 0.265 ohm per mile, and the 300,000- 
cir-mil feeder has a resistance of 0.187 
ohm per mile and is connected from a to 
c f a distance of 3.0 miles. A car at A, 

2 miles from the station, takes 100 amp, and a car at B , 3 miles from the station on 
the other side of the loop, takes 80 amp. The resistance of the rail is 0.04 ohm per 
mile. Determine: (a) voltage at car at A; (6) voltage at car at B. 

198. Repeat Prob. 192 when the car at B has reached c. The currents to the cars 
remain unchanged. 

194. Repeat Prob. 192 when the car at A has reached c and the car at B is again in 
the position Bhown in Fig. 192A. The current to the cars remains unchanged. 
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196. Two substations A and B feed into the same distributing center C, Fig. 1954. 
The voltage at the bus bars of station A is maintained constant at 600 volts, said that 
at station Bis maintained at 590 volts. Station A feeds a distance of 2,000 ft through 
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500,000-cir-miI cable and station B a distance of 1,500 ft through 400,000-cir- mii 
cable to distributing center C. The load at the distributing center is 500 amp. 
Determine: (a) current supplied by each Rtation; (b) power supplied by each station; 
(c) voltage at C; (d) power delivered at distributing center (7. The resistance of a 
circular-mil-foot may be taken as 10 ohms. 

196. Figure 196A shows a 250-volt power-distribution system. The voltage at the 
substation A A* is maintained constant at 250 volts. The positive conductor of a 
radial feeder extends from A to each of the distributing centers B, C, D. The feeder 

to If is 1,500 ft long and 2,000,000 en¬ 
nuis equivalent; that to C is 1,600 ft 
long and 2,000,000 cir mils equivalent; 
that to D is 2,000 ft long and 2,500,000 
cir mils equivalent (per wire in every 
case). A tie line, 750 ft long and of 
400,000 cir mil cross section, connects 
B and C, and another similar line con¬ 
nects C and D. The negative side of 
the system, which is in every way 
identical with the positive side, is shown 
by dashes in the figure. Across BB : 
there is connected a load of 1,000 amp, 
across CC' a load of 600 amp, and across 
DD ' a load of 900 amp. Determine voltage at each of distributing centers (a) BB': 
(b) CC"; (c) DD’. (The resistance of a circular-mil-foot may be taken as 10 ohms.) 

Maxwell’s Mesh Equations 

197. In the network shown in Fig. 197A, determine: (a) I\) (6) /*; (c) current in 
resistor ab; (d) terminal voltage of batteries A, B , C. 
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198. In Fig. 198A is shown a Wheatstone bridge supplied by a 5-volt battery with 
internal resistance of 0.2 ohm. The galvanometer resistance R g is equal to 200 ohms. 
The bridge is out of balance. Determine: (a) h; (b) /*; (c) f 8 ; (d) current in galva¬ 
nometer, I alb 

199. In Fig. 199A is Bhown an electric network consisting of three meshes in which 
the currents It, 7j, 7i circulate. Determine by the Maxwell mesh equations (a) 7i, 
7* /■; (b) currents in elements ab, cb, bd; (c) terminal voltages of batteries A, B, C. 
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Fig. 199 A. 

Note. The preceding problems, Nos. 178 to 196, in which the solution by Kirch- 
hoff's two laWB is indicated, also may be solved by the Maxwell mesh equations. 

Superposition Theorem 

200. Solve Prob. 178 by the superposition theorem. Let I\ be the current in 

battery A and 1% the current in the resistance of battery B when the emf of battery 
B is removed. Let h" be the current in the resistance of battery A and /*" be the 
current in battery B when the emf of battery A is removed. Let V and V* be the 
currents in R under the foregoing conditions. a 

Determine: (a) J,\ U\ /'; (b) Ji", |-j-- 1 

(c) by superposition the total currents h, I it I. 8v J ► ♦ | 

201. Solve the network, Fig. 201 A, by the Q3Q- g- \**6A 10v 

superposition theorem. First compute the A ■ ■ - s 

current in each element of the network with the ^ “5*^ 

emf of batteiy B removed, and then repeat with \ \2A 1 

the emf of batteiy A removed. Required: (a) —c—^ 

two component currents, and total current 7i in j 

battery A; (6) two component currents, and -'iQ**.- .. 

total current h in battery B; (c) by superposition, total current in each element 
ob, be, cd , be. 

202. Solve Prob. 183 by the superposition theorem. Determine: (a) current TV, in 
battery A, / 2 ' in the resistance of battery B, J' in resistor be when emf of batteiy B is 
removed; (b) current 1 1 " in resistance of battery A, I%* in battery B, and I" the cur¬ 
rent in resistor be with emf of battery A removed; (c) by superposition, total current 

, 7n 1 1 in batteiy A, It in battery B t l in resistor be. 
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Thbvenin’s Theorem 


v ’* Si , [ \fO£l is shown an electric network 

•p - 3 J | with terminals ob. It is desired to determine by 

g Thdvenin's theorem the current in resistor B of 

Fio 203A 10 ohms. Determine: (a) voltage across termi¬ 

nals ob before connecting resistor R across these 
terminals; (b) resistance R a of the network as measured between terminals ob; (c) 
current in R when connected across terminals ob. 

204. It is desired to determine by Th6venin’s theorem the current in branch bde of 
Fig. 183 A. With the contact at b removed, determine: (a) voltage between points 
be; (b) resistance between points be; (e) potential difference between points bd. 


Fio. 203A. 
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(d) Reduce the network abcfa to an equivalent single battery with terminals ab, 
emf E, and internal resistance r, giving values of E and r. (e) Connect the circuit 
bde to the equivalent battery in (d), and determine current in bde. 

205. In Fig. 205.4 is shown an electric network abed. It iB desired to obtain by 
Thdvenin’s theorem the current in the 12-ohin resistor R. The emf a and resistances 
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Fig. 205 A. 


of batteries A and ff, as well as the resistances of the other circuit elements are all 
given. Under the conditions shown in the figure, determine: (a) voltage across ter¬ 
minals ab; (b) resistance as measured between terminals ab. (c) Reduce the network 
to an equivalent single battery with terminals ab, emf E , and internal resistance r. 
(d) Determine current in circuit ef when terminal e is connected to a and / to b. 

206. Repeat Prob. 205 (d) with circuit e'f' replacing e/, 
other conditions remaining unchanged. 

Reciprocity Theorem 

207. In Fig. 207A a 12-volt battery with negligible 
resistance is connected between terminals ab in the elec¬ 
tric network, (a) Determine current between terminals 
cd. Open the connection between terminals cd, and 
insert the battery with the positive terminal at c. (b) 

Connect terminals a and b, determine current in ab, and compare with (a), (c) 

Determine transfer resistance. 

208. In Fig. 208A an 8-volt battery with negligible resistance is connected to the 
electric network between terminals ab as shown, (a) Determine current between ter¬ 
minals cd. (b) Open the connection between terminals cd, and insert the 8-volt bat¬ 
tery with the positive terminal at c. Then connect terminals a and b, determine 
current in ab, and compare with (a), (c) Determine transfer resistance. 
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209. In Fig. 209A a 50-volt battery of negligible resistance is connected between 

terminals ab of the electric network as shown, (a) Determine current between ter¬ 
minals cd. Open the connection between terminals cd, and insert the 50-volt battery 
with the positive terminal at c. (b) Connect terminals a and b, determine current in 
ab t and compare with (a), (c) Determine transfer resistance. 

210. In Fig. 209A determine (a) current between terminals ef. Open terminals e/; 

transfer battery so that its positive terminal is at e and its negative at /. (b) Close 

terminals a and b, determine current in ab, and compare with (a), (c) Determine 

transfer resistance. 
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Equivalent Delta-Y Transformations 

811. In Fig. 211A is shown a delta system of resistors in which AB -* 20 ohms, 
BC * 25 ohms, CA “ 16 ohms. Determine and construct an equivalent Y Bystem 
having terminals ABC. Verify the correctness of the Y system by computing resist¬ 
ances between different terminals and comparing them with the corresponding values 
of resistance in the delta Bystem, 


t A 




212. In Fig. 212A is shown a Y system of resistors in which AO *• 10 ohms; 
BO * 16 ohms; CO *= 20 ohms. Determine and construct an equivalent delta sys¬ 
tem having terminals ABC. Verify the correctness of the delta system by computing 
resistance between different terminals and comparing them with corresponding values 
of resistance in the Y system. 

218. In Fig. 213 A is shown an electric network. The numbers designate the ohms 
resistance of each member. There is no connection at the center between elements 
ab and cd. (o) Convert the Y system, ac, dc, be, into an equivalent delta, (5) Com¬ 
bine (a) with the remainder of the network to determine the resistance between ter¬ 
minals AB. (c) With 50 volts across terminals AB compute the current in members 
ab, be, ca, cd, bd, da. 




Fig. 214A. 


214. In Fig. 214A is shown an electric network between the terminals AB. The 
numbers in the ligure designate the ohms resistance of each member. Simplify the 
network by converting the Y sections Ab, ob, Bb and Aa, oa, Ba into equivalent deltas, 
(a) Determine resistance between terminals AB. ( b ) With 100 volts impressed across 
AB, determine current in members AO and OB. 

215. In the network in Fig. 215A, 25 volts is 
applied to terminals AB. Determine: (a) resist¬ 
ance between terminals AB ; (b) current in each 
member a'b', ao, ob, oc, dd\ (A simple solution is 
to convert the Y system ao, bo, co into an equiva¬ 
lent delta.) 

216. In Fig. 56(a) (p. 90) determine current in the 10-ohm member when voltage 
across terminals AB is 20 volts. 



Fig. 215A. 
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217. By means of Y-delta or delta-Y transformations simplify the network, Fig. 
217A, and determine current in the 600-ohm resistor when 20 volts is impressed across 
terminals AB. 

A 

B 

Fig. 217A. Fig. 218A. 

218. By means of Y-delta or delta-Y transformations simplify the network, Fig. 
218A, and determine current in 300-ohm resistor aj when 30 volts is impressed across 
terminals AB. 

The numbers give the ohms resistance in the several resistors. (It is suggested 
that resistors cd and ef be combined. Then the Y with terminals at a, b, d, the 
common junction being at c, can be readily transformed to a delta.) 

Four-terminal Networks 

210. In Fig. 219A is shown a 4-terminal network with terminals ab and cd. The 
following resistance measurements are made: cd open, Ft** » 42 ohms; cd short- 
circuited, Rob — 22 ohms; ab open, R c a = 34 ohms. Determine: (a) equivalent v net¬ 
work; (6) equivalent T network, (c) With 20 volts applied 
C across terminals ab, determine current in a 50-ohm resistor 
connected across cd. 

d 220. In a network similar to that shown in Fig. 219A 
Fig. 219A. resistance measurements are made as follows: terminals 

cd open, R„t — 18 ohms; terminals cd short-circuited, 
Rmb ™ 12 ohms; terminals ab short-circuited, R t d — 8 ohms. Determine: (a) equiv¬ 
alent r network; (b) equivalent T network; (c) current in 10-ohm resistor connected 
across terminals cd when 15 volts is applied between terminals ab. 

221. Replace the network with terminals ab, cd, Fig. 217A, by (a) an equivalent 
t network; (b) an equivalent T network. 

222. Replace the network with terminals ab, cd, Fig. 218/4, by (a) an equivalent 
v network; (b) an equivalent T network, (c) Determine current in 300-ohm resistor 
ef with 30 volts at terminals ob. 

QUESTIONS ON CHAPTER IV 
Primary and Secondary Batteries 

1. State the reactions which occur when two copper strips are immersed in a dilute 
sulfuric acid solution and a voltmeter is connected between them. Repeat when the 
two copper strips are replaced by two zinc strips; by two lead strips. In general, 
what conditions are necessary in order that there may be an emf between the strips? 

2. With dissimilar metals as electrodes, discuss the possibilities of obtaining an 
emf if the Bulfuric acid be replaced by some other solution. Name three solutions 
which would cause an emf under these conditions. 

2. What is meant by one metal being electrochemically positive to another? If 
metal A is electrochemically positive to metal B, what will be the direction of the 
current between them within the cell? What will be the direction of the current 
between them through the external circuit? 
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4 . Define: electrolyte, electrolytic cell, electrode, anode, cathode, primary cell, 
storage cell. 

6. In what form is the energy stored within the cell ? What changes take place in 
the electrodes when the cell delivers current? Distinguish between a primary cell 
and a secondary cell. 

8. Name four requirements for a satisfactory primary cell. 

7. Discubs the nature of the internal resistance of a cell. In what manner may 
this resistance be reduced? In what way does increasing the sise of the elements of a 
cell affect its current capacity? Its emfT 

8 . What voltage does a voltmeter indicate when it is connected to the terminals of a 
cell which is open-circuited? If the circuit is suddenly closed, to what is the initial 
voltage drop due? To what is the excess drop over this initial drop due? Explain 
the part that hydrogen plays in polarisation. Describe two general methods of 
reducing polarisation. 

9. Discuss the change with time of the terminal voltage of a cell under constant- 
resistance load. Discuss the recovery of the cell when the load is removed. 

10. Describe the construction of the Daniell cell, stating the materials of the elec¬ 
trodes and the electrolytes. For what type of work is it best adapted? What is the 
emf of this cell? 

11. In what way does the gravity cell differ from the Daniell cell7 Which electrode 
requires replacing? What changes occur in the other electrode? What is the cell 
emf, and for what type of work is the gravity cell best adapted? 

12. What materials are used for positive and negative electrodes in the Leclanchg 
cell, and what is used for the electrolyte? What is the approximate value of the emf? 
When planning to use the cell commercially, about what voltage per cell should he 
allowed? What materials are introduced in the cell to reduce polarization? How is 
the cell renewed? For what type of work is this cell best adapted? 

18. In what way does a dry cell resemble a common type of wet cell? Is a "dry” 
cell really dry? Of what material is the positive electrode composed? The negative? 
What is the electrolyte, and how is it placed in the cell? What materials are placed 
between the carbon and the zinc, and what are their functions? 

14. What is the emf of a Lee lane h 6 type dry cell when new 7 After it has stood idle 
for some time? What is the magnitude of the internal resistance when new? Discuss 
the effect of time on the internal resistance. How docs the polarization effect compare 
with the internal-resistance effect? About what current should a good cell deliver on 
short circuit? What is the approximate value of the terminal voltage when the cell 
delivers a moderate current? 

16. What is the principal cause of the cell becoming exhausted? Name some of. the 
commercial applications of dry cells. 

18. Name the materials used for the anode, the cathode, and the electrolyte of the 
Ruben cell. In what two forms is the cell made? Describe each. 

IT. Give the emf of the Ruben cell. State its advantages over the Leclaaehl type. 

18. Name the materials used for the cathode, the anode and the electrolyte of the 
silver chloride-magnesium celL What is its emf 7 For what type of work is this cell 
designed? 

19. What is the function of a Weston standard cell in contrast to the Uses made of 
other types of cells? In practice, what two common electrical quantities are most 
easily reproduced and maintained as standards ? What must be the characteristics of 
a standard cell ? Describe the construction of the Weston cell and its elements. How 
iB its permanency ensured? In what respect does the saturated cell differ from the 
normal cell? Why cannot the emf of the Weston cell be measured with an ordixqpry 
voltmeter? 
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SO. In what way is a storage cell renewed when it becomes discharged ? What con¬ 
dition concerning the materials of the cell is necessary for proper functioning of the 
cell? What three general types of storage cells are in commercial use7 

21. Describe an elementary experiment which illustrates the underlying principle of 
the lead cell. State the change that occurs in each of the lead strips. What voltage is 
observed to exist at different times in the experiment? What gases are evolved, and at 
which plate is each gas given off 7 

22. Even though both of its plates are of lead, show that the existence of an emf in a 
lead storage cell does not in any way violate the principle governing the emf of electric 
cells in general. When the cell is approaching complete discharge, what changes in 
the materials would account for the approach of the voltage to zero? Account for the 
2.5 volts per cell utilized in the process of charging. 

28. What change in the electrolyte during charge and discharge of a cell is shown by 
the chemical equation, (p. 109) ? Why is a cell composed of plain lead plates not use¬ 
ful in practice? Give two reasons. Describe briefly the Plants process, and describe 
two commercial plates that are formed by this process. 

24. Describe the Faure, or pasted, process for making battery plates. What arc the 
advantages and disadvantages of pasted plates over Plants plates? What commer¬ 
cial conditions demand a pasted plate and why? How may erosion of the positive 
plate be retarded and the life of the battery increased? How does the life of a pasted 
plate compare with that of a Plants plate? 

25. Describe briefly the construction of the Exide-lronclad cell and its principal use 
in practice. 

26. What are the two general classes into which lead storage batteries may be 
divided? What types of plate are best suited for regulating duty and for emergency 
duty in stationary batteries? Why? What material is now UBed for the tanks of 
stationary lead-type batteries 7 

27. Name at least three functions of separators. Name at least four materials 
which are used for separators. Indicate the type of service for which each is best 
adapted, including combinations of materials. 

28. Ill lead-type batteries, why is a low specific gravity of the electrolyte desirable, 
and why is a high specific gravity desirable? Name the upper limit of specific gravity 
when the battery is fully charged and the lower limit when it is at the end of discharge. 

29. What precaution should be taken in diluting sulfuric acid for storage-battery 
use? What simple device is used for determining specific gravity? How is this 
device adapted for use with vehicle and portable batteries? 

SO. What change takes place in the electrolyte during the charging period? What 
is the effect of gassing on the specific gravity? What change takes place in the spe¬ 
cific gravity aftor the charging has ceased? Explain. How does the specific gravity 
of the electrolyte change during discharge? What practical use is made of these 
changes of specific gravity ? 

81. State the effect of temperature on the capacity of a lead battery. Of what 
order of magnitude is the change per degree Fahrenheit? 

82. What changes occur in the active material of a cell if the cell is allowed to stand 
idle over long periods? In what way may injury to the battery from this cause be 
avoided? If it is desired to withdraw a battery from service for an indefinite period, 
what procedure should be followed? 

83. What are the requirements of a portable battery that make its design different 


from that of a stationary battery? What changes are made in the plates? Separa¬ 
tors? Specific gravity of the electrolyte? How is a battery assembled for a particular 




of service? What special attention should be paid to the electrolyte? 

In what way is the rating of a storage battery expressed? What is meant by 
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the 8-hr rate T Can aa many ampere-hours be withdrawn from a cell at the 3-hr rate as 
at the 8-hr rate? To what is any difference due? If a cell is apparently exhausted 
after discharging at the 3-hr rate, would it be possible later to obtain any further, 
ampere-hours from it? What can be said of the overload capacity of a storage battery? 

15. What general principle governs the charging rate of a battery? When does it 
become necessary to reduce this current? What are the objections to pronounced 
gassing in a cell? What is the finishing ratef 

56. Name a common example of constant-current method of charging. What type 
of apparatus is necessary for charging a battery from an a-c source? 

What care should be taken in the connecting up of the battery? Describe a simple 
test by which the correct terminal polarity may be ascertained. 

37. What is the one advantage of the constant-potential method of charging? 
About what voltage per cell is necessary in this method? Why is the use of some 
resistance desirable? 

86. When a battery is just floating on a bus bar and it is desired to charge it; in what 
manner may the necessary excess potential for charging be obtained? What propor¬ 
tion of the entire energy necessary for charging is supplied by the booster? 

39. What change occurs in the emf of a cell during the charging period? What 
corresponding change occurs in the terminal voltage? To what is the difference 
between the cell emf and the terminal voltage due? 

40. What is the active positive material of the Edison alkali cell? Describe the con¬ 
struction of the positive plate and the manner of applying the active positive material. 

41. What is the active negative material? Describe the construction of the nega¬ 
tive plate and the manner of applying the active material. 

42. What is used for the electrolyte of the Edison cell? In the chemical reaction 
that takes place on both charge and discharge, what part does the electrolyte play? 

43. On complete charge, what is the material of the positive electrode? Of the 
negative electrode? To what do these materials change on discharge? Discuss the 
changes, if any, which occur in the electrolyte on charge and on discharge, and com¬ 
pare with the changes which occur in the electrolyte of the lead cell. 

44. Describe briefly the mechanical construction and assembly of the Edison cell, 
stating the method of holding the plates and connecting them with the binding posts. 
What kind of tank is used for this cell? What is the advantage of this type of con¬ 
struction? For what purpose is the valve necessary and what care does the valve 
require? How is the battery mounted? 

45. In what way does the normal rating of an Edison cell differ from that of a lead 
cell? What is the voltage per cell? Is it possible to tell accurately the condition of 
charge by readings of either voltage or specific gravity? How can the condition of 
complete charge be determined? 

46. Why does the level of the electrolyte gradually decrease with service? Discuss 
the replacement of the electrolyte. 

47. State the advantages of the Edison battery and some of its Commercial applica- ' 
tions. What factors limit its applications? 

4B. Describe the construction of the positive and negative plates of the nickel-cad- 
mium-alkali (Nicad) cell. What is the active material of each plate? Compare them 
materials with those of the Edison cell. 

49. What are the materials used for the separators? Describe the construction of 
the container. 


50. What is used for the electrolyte, and what part does it play in the operation of 
the cell? What is its normal specific gravity? 


51. What is the normal voltage erf the cell? 
begin to gas? 


On charge, at what voltage 
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52. State the advantages of the Nicad battery and some of its commercial 
applications. 

68 . In what terms may the efficiency of a storage battery be expressed? Discuss 
the ampere-hours efficiency as a true criterion of efficiency. 

54. State the reason why the ratio of the kilowatthours of discharge at the 3-hr rate 
to those of charge at the 8-hr rate in a lead battery does not give the true efficiency. 
Give some of the factors which determine the efficiency of a battery. 

55. What is the order of magnitude of the kilowatthours efficiency of a lead storage 
battery? The ampere-hours efficiency?* Why do the two differ? In what manner 
does the cycle of operation of a storage battery affect the efficiency? 

5ft. State some of the factors which govern the selection of a storage battery for a 
particular purpose. 

57. In what manner may water be made a good conductor? Define electrolysis and 
electrolyte. What are the products of the electrolysis of water and where is each 
released? 

68. Define: electrolytic dissociation, ion, positive ions or cations, negative ions or 
anions. Relate the movement of the ions to the electric current. 

59. Analyze the electrolysis of copper sulfate, showing that sulphuric acid is formed. 
Give examples of industrial applications of electrolysis. 

60. State briefly Faraday’s two laws of electrolysis. In simple language, explain 
their meaning. 

61. State a simple method of producing copper plating upon a carbon brush such as 
is UBed with generators. Which electrode is connected to the positive terminal of the 
supply, and which is connected to the negative terminal? When copper is used in con¬ 
nection with a copper sulfate solution, is there any marked change in the electrolyte? 
Explain. 

62. Can copper be plated from a solution in which neither electrode is copper? 
What voltages in the plating bath must the supply voltage overcome? How are these 
voltages reduced to a minimum? Is electroplating a high-voltage or a low-voltage 
process? In what way are plating baths connected, when possible? 

68 . Show how the gravity cell is an electroplating bath which supplies its own 
electroplating current. 

64. Describe briefly the process of electrotyping. 

PROBLEMS ON CHAPTER IV 
Primary and Secondary Batteries 

228. The emf of a Daniell cell is 1.1 volts, and the internal resistance is 0.20 ohm. 
Determine: (a) maximum current which cell can deliver. The size of the cell is 
increased in such a manner that the plate area is doubled. Determine: (b) the new 
emf; (e) approximate maximum current which latter cell can deliver; (d) maximum 
power which latter cell can deliver. 

224. Two gravity cells have electrodes of the same materials and the same solu¬ 
tions, concentration, etc., but in one cell each linear dimension is twice that of the 
other, making its volume eight times as great. The two cells are connected with ter¬ 
minals of like polarity together. The emf of the smaller cell is 1.07 volts, and its 
internal resistance is 0.3 ohm; the internal resistance of the larger cell is 0.1 ohm. 
Determine: (a) current between two cells; (b) short-circuit current of larger cell; (c) 
short-circuit current of smaller cell; (d) Bhort-circuit current of two cells in series 
aiding; (c) maximum power which two cells in series aiding can deliver to a resistor; 
(/) ya.^inmm power which two cells in parallel can deliver to a resistor. 



QUESTIONS AND PROBLEMS 


631 

286. The emf of ft Leclanehg cell is 1.48 volts. A load of 2.5 amp is applied/ and the 
terminal voltage drops to 1.25 volts almost instantly. After a lapse of some time It 
drops to 1.06 volts, the current remaining at 2.5 amp. Determine: (a) actual internal 
resistance of cell; (6) emf of polarisation; (c) total apparent cell resistance.. 

226. The ignition system of a gasoline engine requires for its operation a voltage 
somewhat in excess of 6 volts. Six LeclanchS type dry cells connected in series, aiding; 
each having an emf of 1.30 itolts, are used. Determine: (a) current which battery can 
deliver without its terminal voltage falling below 6 volts; (6) resistance of ignition coil 
if it is to operate at this value of current and at 6 volts. 

227. The open-circuit emf of a dry cell is 1.36 volts, and the short-circuit, current is 
found to be 16.0 amp. Determine: (a) its internal resistance; (6) maximum power 
which it can deliver; (c) terminal voltage when external resistance is 2.0 ohms. 

228. Each of five dry cells of a 6-cell ignition battery has an emf of 1.45 volts and 
an internal resistance of 0.09 ohm. The cells are connected in series aiding. One 
cell, which has become exhausted, has an emf of 0.8 volt and an internal resistance of 
0.6 ohm. Determine: (a) voltage across exhausted cell when battery delivers 200 ma; 
(6) terminal voltage of battery; (c) short-circuit current of battery; (d) voltage across 
exhausted cell under conditions of (c). 

229. A Weston cell having an emf of 1.0187 volts is connected to a potentiometer 
wire as shown in Fig. 229A, in order to calibrate the wire AC. Between A and B is a 
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Flo. 229A. 

resistance of 0.935 ohm and 10 coils having a resistance of 5 ohms each. The internal 
resistance of the cell is 200 ohms, and the resistance of the galvanometer is 100 ohms. 
Determine: (a) current in galvanometer and its direction when current in AB is 0.021 
amp. (6) Repeat (a) with current equal to 0.0195 amp. Determine: (c) current in 
wire AC when current in standard cell and galvanometer is sero; (d) voltage across 
each of 5-ohm coils in (r); (c) resistance of resistor R } Fig. 229A, under conditions of - 
(d) when emf of battery Ba is 2.02 volts, its resistance being negligible. [This prob¬ 
lem illustrates the principles of the potentiometer (see Sec. 137, p. 179, and Fig. 
132, p. 181).] 

280. In Prob. 229 determine (o) current in galvanometer when current in wire AB 
is 0.0205 amp. In the process of adjustment this current is increased 2 per cent. 
Determine (fc) corresponding percentage change in galvanometer current* (Note 
that this arrangement gives a sensitive method of adjustment.) 

281. A voltmeter, the resistance of which is 1,000 ohms, is used in an attempt to 
measure the emf of the Weston cdl, Prob. 229. Determine (o) voltmeter reading. 
(5) Discuss the practicality of this method of using the Weston cdl as a standard; 
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232. It is desired to dilute a liter of concentrated sulfuric add (sp gr — 1.84) to 
make acid having a specific gravity of 1.210. Determine: (a) liters of water which it 
is necessary to add; (b) total volume of acid when the solution is mixed; (c) total 
weight in kilograms of final solution. [The tablo (p. 116) must be used. Solving 
the problem algebraically does not give the correct result, owing to the interdiffusion 
of the molecules of water and acid.] 

283. A carboy contains 12 1 of concentrated sulfuric acid (sp gr — 1.84). Deter¬ 
mine: (a) weight of acid in kilograms; (b) liters of dilute sulfuric acid (sp gr «■ 1.200) 
which can be made from it; (c) gallons to, which this is equivalent; (d) weight in kilo¬ 
grams of the final solution (see Appendix A, p. 579). 

234. The specific gravity of the electrolyte in the pilot cell of a 640-amp-hr storage 
battery is found to be 1.110 when the battery is in the (not totally) discharged con¬ 
dition. The specific gravitv varies in accordance with the charge characteristics 
(Fig. 76, p. 117). The battery is then charged at the normal S-hr rate of 80 amp 
until the specific gravity reaches 1.190 (after the charge is Btopped sufficiently long 
to permit the specific gravity to become constant). Determine: (a) ampere-houre 
delivered to battery; (5) ampere-hours necessary to charge battery completely to its 
rating. 

236. After the battery (Frob. 234) has been completely charged, it is discharged 
until its specific gravity becomes 1.190. Determine theoretically available ampere- 
hours which remain in battery (see discharge characteristic, Fig. 76, p. 117). 

286. A 6-volt lead storage battery consists of three cells in series, each having an 
internal resistance of 0.0075 ohm. The battery is charged from 120-volt mains, the 
connections being similar to those shown in Fig. 77 (p. 121). The terminal voltage 
of each cell is 2.45 volts The charging rate is 14 amp. Determine: (a) percentage 
of total power from circuit which is delivered to battery; (b) ohms of series resistor; 
(c) power lost as heat in battery. 

237. Repeat Prob. 236 with two 6-volt batteries of this same type in series aiding. 

288. A storage battery, consisting of 20 cells in series, is charged at the 50-amp 
rate from 120-volt d-c mains, there being a resistor in series. The emf of each cell is 
2.2 volts, and the internal resistance of each cell is 0.007 ohm. Determine: (a) per¬ 
centage of energy taken from mains which is delivered to battery; (b) power lost in 
internal resistance of battery; (c) resistance of series resistor. 

289. Repeat Prob. 238 for a 40-amp rate. 

240. The average charging voltage per cell of a 120-amp (8-hr rating) storage bat¬ 
tery consisting of 120 cells in series is 2.3 volts. It is desired to charge the battery 
from constant-voltage bus bars. In order to stabilize the system, a 0.2-ohm resist¬ 
or is connected between the bus bars and the battery. Determine: (a) voltage of 
bus bare; (6) cost at 1% cents per kwhr of energy for charging battery for 8 hr at 
this normal rate; (c) internal resistance of battery if the emf per cell is 2.12 volts. 

241. A booster set (see Fig. 78, p. 123 ) is used to charge a 124-cell storage battery 
from 230-volt bus bars. The battery requires a maximum charging current of 80 
amp, and, when charging at this rate, the terminal voltage per cell is 2.45 volts. 
Determine: (a) voltage and current rating of booster; (b) power taken by booster set 
from bus bare if the motor efficiency is 0.84 and the generator efficiency ib 0.82; 
(c) percentage of power to battery supplied by booster. 

242. A booster set is used to charge a 120-cell 800-amp-hr lead storage battery 
from 240-volt bus bars. The emf of each cell is 2.05 volts, and the internal resist¬ 
ance 1 b 0.002 ohm. The battery is being charged at the normal 100-amp rate. Deter¬ 
mine: (a) terminal voltage per cell; (b) rating of booster generator; (c) power taken 
by booster set if generator has efficiency of 0.83 and motor of 0.85; (d) percentage of 
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power to battery supplied by booster; (e) cost of charging battery Cor 8 hr at normal 
rate if energy costs 1.8 cents per kwhr. Assume that emf and resistance of battery 
remain constant during charging period. 

848. A 20-amp 100-amp-hr Edison cell is charged at the normal rate for 5 hr and 
then discharged at the same rate for the same period. From the curves of Fig. 83 
(p. 127) determine the watthours efficiency. (In solving, average the ordinates of 
the two curveB.) 

244. A Nicad battery is charged at 15-amp rate for 10 hr in accordance with the 
“charge” curve, Fig. 86 (p. 131), and is discharged at a 12.5-amp rate in accordance 
with the curve which shows the “end voltage,” at the end of 10 hr. Determine: 
(a) ampere-hours efficiency; (b) watthours efficiency, (In solving, average the ordi¬ 
nates of the curves.) 

245. Nickel is being plated in a nickel-sulfate bath with a current of 20 amp. 
Determine weight of nickel in grama which is plated on cathode each hour (see Sec. 
110, p. 134.) 

246. Repeat Frob. 245 except that copper is plated and the electrolyte is copper 
sulfate. 

247. From the table of electrochemical equivalents (p. 135), determine (a) grams of 
copper which will be plated from a copper sulfate bath for each ampere-hour, (b) In 
an electrolytic refining process how many kilograms of copper will be refined in 12 hr 
by a current of 250 amp? (c) Determine kilowatthours if voltage across the bath is 
15 volts. 


QUESTIONS ON CHAPTER V 
Electrical Instruments and Electrical Measurements 

1. If a coil carrying a current be placed in a magnetic field, what effect is noticed? 
Explain this effect in two ways, showing that it is based on fundamental laws of the 
magnetic field. Of what importance is thiB principle? 

2 . How is the principle of the moving coil adapted to measuring small currents in 
the D’Arsonval galvanometer? How is the coil suspended? How is the current led 
in and out of the coil? Why is a soft-iron core usually placed between the poles? 

8. What two common methods are used to read the galvanometer deflection? 
What is meant by the damping of a galvanometer? How may this damping be 
accomplished? 

4. How may a galvanometer be protected from excessive currents? Sketch the 
connections of two types of shunt. What are the advantages of the Ayrton shunt? 
Define the multiplying power of the Ayrton shunt. 

6. Show that the movement of a Weston d-c instrument is an evolution of the 
D'Arsonval galvanometer. How is the moving coil pivoted? How is the current 
led to the coil? What means are used to oppose the motion of the coil? Discuss 
the damping of the coil. What is meant by a radial field , and what effect does it 
have on the calibration of the instrument scale? Why are the top and the bottom 
springs coiled in opposite directions? Discuss the application of the movement of a . 
Weston instrument to a galvanometer. 

6. Of what order of magnitude is the current that will give full-scale deflection in a 
Weston instrument? Describe the method by which the instrument may be used for 
measuring current in excess of this value. 

7. Describe briefly the construction of a shunt. Why are four posts, or terminals, 
necessary? Show that when a Weston instrument is used in connection with a shunt, 
it also acts as a voltmeter. 
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8. What law does the current follow in dividing between the shunt and the instru¬ 
ment f Why should the resistance of the shunt and the resistance of the instrument 
remain constant? What errors may be caused by the heating of the shunt or of the 
instrument? 

9. In what way may an ammeter be made to have several scales? In general, 
when is an internal shunt used? An external shunt? 

10. Compare the movement of the voltmeter with that of the ammeter. In what 
important respect does the voltmeter differ from the ammeter? How is the current 
in the coil of a voltmeter limited when the voltmeter is connected across the line? 

11. Show that it is possible for a voltmeter to have more than one scale. Explain. 
What is meant by a multiplier or extension coil ? 

12. What property of Alnico makes possible the use of magnets whose length is 
small as compared with their cross-sectional dimensions? Sketch the design of a 
concentric-magnet type instrument using Alnico for the magnets. 

18. Sketch the design of a concentric-scale instrument showing how a single Alnico 
magnet 1 b used to produce the magnetic held. Describe the method by which torque 
is produced, and compare with that of the Weston movement. What is the principal 
advantage of this type of instrument? 

14. In what manner may the heating effect of an electric current be utilized to 
measure the value of the current? Describe the construction and the method of 
operation of the vacuum thermocouple. To what type of measurements are such 
thermal instruments adapted? 

15. On what fundamental principle do photocells operate? Describe the construc¬ 
tion of the General Electric photocell. Sketch graphs showing the variation of cur¬ 
rent with foot-candles for different values of resistance. 

16. Show the connections that are used in measuring resistance with a voltmeter 
and an ammeter. What precaution should be taken in connecting the voltmeter? 
What special type of voltmeter contact should be used in measuring very low 
resistances? 

17. Show the connections whereby resistance may be measured by means of a volt¬ 
meter alone. What is the order of magnitude of resistances that can be measured by 
this method 7 What special type of voltmeter is often desirable for this work and 
why? To what type of resistances is this method especially applicable? 

18. Show the relation of the ohmmeter principle to the voltmeter-ammeter method 
of Question 16. What are the relations among the “infinite-resistance,” “zero- 
current,” “zero-resistance,” and “maximum-current” points on the scale? Sketch 
the internal connections of an ohmmeter, and show how several ranges may be 
obtained. 

IB. Give the uses of the megger insulation tester , and describe briefly the construc¬ 
tion of its magnetic circuit. Compare the instrument movement with that of the 
Weston instrument, stating the functions of the two principal coils and showing their 
connections. Describe the operation of the instrument, showing how it gives correct 
indications without any spring control. 

20. What is the function of the compensating coil? Show the connection of the 
guard wire, and state its purpose. Why is a slipping clutch frequently used? 

21. Sketch an arrangement of four resistances, three of which are known, a galva¬ 
nometer, and a battery, whereby the fourth resistance may be measured. Prove the 
law of proportionality that exists when the condition of balance has been reached. 

22. State the differences between the portable type and the desk type of Wheat¬ 
stone bridge. In bridge measurements why should a balance with the battery reversed 
be made? To what bridge points should the galvanometer be connected in order to 
obtain maximum sensitivity? 
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29. Compare the plug bridge with the dial bridge from the standpoint of ease of 
manipulation; plug-contact resistance; convenience. 

24. Describe briefly a systematic procedure which should be followed in obtaining a 
balance with a Wheatstone bridge. 

26. In what way does the slide-wire bridge resemble the Wheatstone bridge? Com¬ 
pare it with the Wheatstone bridge from the standpoint of simplicity and accuracy. 

26. Describe the type of measurement which makes necessary a bridge involving 
the principle of the Kelvin type. Make a sketch showing the connections of the 
Kelvin bridge. Indicate the auxiliary arms, and show t^e relation which their resist¬ 
ances must have with those of the other bridge arms in order that the Wheatstone- 
bridge equation may be applied. Derive the equation which gives the necessary 
relations which must exist among the several bridge arms. 

27. Define an “open/ 1 a “cross," and a “ground" in an insulated conductor, 
and describe the tests that can be used to determine which of these types of fault 
may exist. 

28. Draw the connections for the Murray loop test which includes bridge arms, 
when the test is made for a ground. Derive the equations which give the relations 
among the resistances of the bridge arms and the resistance and distance to the 
fault. 

29. Repeat Question 28 except that a slide wire is used. Explain why the galva¬ 
nometer and the battery do not occupy the same positions in Figs. 124 and 126 
(pp. 173 and 174) as they do in Fig. 119 (p. 168). 

80. Repeat Question 28 when a slide wire is used and the test is made for a cross. 

51. Draw the connections for the Varley loop test when the test is made for a 
ground. Derive the equations which give the relations among the resistances of the 
bridge arms and the resistance and distance to the fault. 

52. Repeat Question 31 except that the test is made for a cross. 

88. Why is it desirable in practice to know the insulation resistance of cables? 
Why is the voltmeter method not always practicable? What is the general principle 
of the method described in Sec. 135 (p. 175)7 

84. What method is used to obtain readable deflections of the galvanometer under 
all conditions of circuit resistance? Why is it desirable to keep the 0.1 megohm in 
circuit continuously? Discuss any error which it may introduce. Derive the 
equation which gives the value of the insulation resistance in terms of the galvanometer 
deflections and the multiplying powers of the Ayrton shunt. 

86. What factor other than the resistance of the insulation affects the value of the 
current? What time of electrification has been adopted as standard in commercial 
measurements of insulation resistance? What precautions should be observed in the. 
installation of cable-testing apparatus? 

86. Why is a guard wire sometimes necessary in insulation measurements? Explain 
the principle of the guard wire, showing the path of the end-leakage current. 

87. Why can the potentiometer be used to make accurate measurements of emf 
which are not possible with the usual types of voltmeter? Compare the precision 
obtainable with the potentiometer with that obtainable with a voltmeter. 

86. Upon what standard are potentiometer measurements primarily basedT Make 
a simple diagram of connections, and show how the emf of a standard cell may be 
utilized without its delivering any appreciable current. Why is a null method 
necessary in such measurements? What care as regards polarity must be observed if 
a balance is to be obtained? 

89. Show how a potentiometer resistor may be calibrated and marked in volts, 
afteL* the standard-cell balance has been obtained. Describe and illustrate the method 
by which unknown emfs may be measured by means of the standardized resistor. 
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40. Compare the Leeds and Nor thru p potentiometer, the connections of which are 
shown in Fig. 133 (p. 182), with the simple potentiometer diagram shown in Fig. 132 
(p. 181). Indicate any minor differences, giving the reasons. Where are the 0.1-volt 
divisions located, and how are they utilized when obtaining a balance? How are 
the smaller decimal divisions obtained? What is the resistance of the 0.1-volt units? 
What is the working current of this potentiometer? 

41. Describe the device in the Leeds and Northrup potentiometer by means of 
which compensation for variations in the emfs of standard cells may be secured. In 
what manner is protection provided for the galvanometer? 

42. What is the disadvantage of a potentiometer in which there are no sliding con¬ 
tacts in the circuit of the working current? Make a diagram showing how the num¬ 
ber of dials may be increased by the Thom son-Varley method. Indicate how the 
total resistance of the potentiometer remains unchanged, irrespective of the positions 
of the dial contacts. 

49. Make a diagram of connections of the Wolff potentiometer showing how the 
several decimal values of emf are obtained without the resistance of the potentiometer 
changing with the different positions of the dial contacts. 

44. What is the maximum voltage ordinarily measurable with a potentiometer 
alone? Make a wiring diagram of the device by means of which the voltage range of 
the potentiometer may be increased indefinitely. Also make a diagram of a voltage 
divider , and explain how it may be used to vary the voltage when the supply is at con¬ 
stant voltage. 

45. Show that the potentiometer, which is fundamentally a voltage-measuring 
device, is adapted to measuring currents. On what fundamental law is the measure¬ 
ment of current based? What is meant by a standard resistance, and why are four 
terminals employed? In what units of resistance are standard resistances generally 
manufactured? Why is it desirable that their temperature remain normal, and 
what means are adopted to accomplish this? 

46. What instruments are generally used in measuring the power in a d-c circuit? 
Show that these instruments themselves take power. What should be the relative 
positions of the voltmeter and the ammeter when the power delivered to a high resist¬ 
ance is being measured? When that delivered to a low resistance is being measured? 
Show the methods by means of which correction for power taken by the instruments 
may be made. 

47. Describe the construction of a wattmeter, and show the principle of its opera¬ 
tion. In what way do the fixed and moving coils differ in construction? In their 
manner of connection to the circuit? Why are the instrument deflections a function 
of the power? What care is necessary in using this type of instrument with direct 
current? 

48. What quantity does a watthour meter measure? Upon what familiar electrical 
device is it based ? Show the connections of the field coils, and state the factor which 
determines the current in them. What source supplies the armature current, and to 
what is the armature current proportional 7 To what quantity is the torque developed 
by the armature proportional ? 

49. Why is a retarding device necessary, and what must be the law of retardation? 
Upon what principle does this device operate? 

50. At what values of meter load does friction produce the greatest error? Explain. 
How is this friction error practically eliminated? 

61. What methods are used to reduce friction in a watthour meter? What are 
some of the causes of a meter’s running slow? How is the recording dial of a meter 
actuated? 
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52. Why is it usually important that a watthour meter register accurately? What 
load and measuring devices are necessary in testing a meter? 

53. Give the fundamental relation which exists in some meters between the revolu¬ 
tions of the disk and the energy. What measurements are made in checking the 
meter? 

54. What two adjustments are made toehange the meter speed ? What is the effect 
of moving the magnets nearer the center of the disk? Nearer the periphery? At 
what loads is this adjustment made? 

55. What ad j ustment is made to correct the meter registration at light loads ? Why 
is this adjustment made at light rather than at heavy loads? 

56. Show the connections of a 3-wire watthour meter, and compare them with those 
of the 2-wire watthour meter. Explain the reason why the connection of the 3-wire 
meter is different from that of the 2-wire meter. 

57. Describe in a general way the construction of a watthour meter which makes the 
meter practically astatic and therefore enables it to be used near bus bars carrying 
heavy currents. What two elements in a meter are most likely to be affected by stray 
ficldB? How are these elements safeguarded from these effects? 

PROBLEMS ON CHAPTER V 
Electrical Measurements and Electrical Instruments 

248. The resistance of a galvanometer is 480 ohms, (a) Compute resistances of 

three resistors of a shunt for use with galvanometer so that one-tenth, one-hundredth, 
and one-thousandth the total line current will go to galvanometer [see Fig. 95(a), p. 
J41 ]. (b) Determine resistance introduced into system by galvanometer ulone and by 

galvanometer and shunt together for each value of shunt resistance. 

249. Repeat Prob. 248 for a galvanometer of resistance 820 ohms, (c) With a 
galvanometer current of 2.4 ■ 10~® amp, determine, by Ohm’s law, line current with 
each shunt resistor in circuit. By means of these 
line currents and the specified ratios, verify 
computed values of shunt resistance. 

260. The resistance ironi A to B of an Ayrton 
shunt, Fig. 2504, is 10,000 ohms. The shunt is 
used in connection with a galvanometer, the 
resistance of which is 1,500 ohms, (a) When 
shunt is set at the 0.001 point (C) (resistance 
between A and C — 10 ohms), determine current 
to galvanometer when line current is 2.3 • 10 _T 
amp. (6) Repeat (a) with line current equal to 
2.3 • 10~ a amp with shunt set at 0.01 point (D), 
resistance of AD being 100 ohms, (c) Compare galvanometer currents in (a) and (b), 
together with their theoretical values as determined by Eq. (83) (p. 143). 

251. In Prob. 250 a galvanometer current 2.5 • 10~ 10 amp produces full-scale deflec¬ 

tion. (a) With galvanometer current equal to this value, determine line current when 
shunt is set at 0.001, 0.01, and 0.1 (b) By what ratio is maximum sensitivity of galva¬ 

nometer reduced by presence of shunt? 

252. Tlie total resistance of an Ayrton shunt is 30,000 ohms, (a) Determine largest 

resistance which a galvanometer used in conjunction with shunt may have without 
maximum sensitivity of galvanometer being reduced to less than 0.9 its normal value. 
A galvanometer current of 1.5 • 10“ lfl amp will produce a deflection, of 5 cm. (b) 
Determine line current when shunt is set at 0.0001. (c) With shunt in circuit, deter- 
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mine minimum line current which will produce 1 cm deflection in galvanometer, [d\ 
With shunt set at 0.0001 determine ratio of line to galvanometer current in (6). 

2153. The resistance of a O-to-50-scale mi Hi voltmeter is 10 ohms. Determine: (a) 
resistance of shunt which, when used in conjunction with instrument, will produce 
full-scale deflection with 75 amp; (b) resistance of shunt for 150 amp; (c) ratio of milli- 
voltmeter current to shunt current in (a) and (b). 

254. The resistance of a 50-scale niillivollmeter is 7.2 ohms. It is desired that it 
measure a current of 100 amp with full-scale deflection. Determine: (a) resistance of 
shunt; (b) current in instrument; (r) ratio of instrument to Bhunt current and whether 
or not instrument current may be neglected as compared with shunt current; (d) 
maximum resistance which leads may have and not introduce an error of over 0.2 per 
cent. 

256. With millivoltmeter of Proh. 254, determine resistances of shunts for measuring 
currents of 150 and 600 amp, giving full-scale deflection. In each case compute 
power loss in shunt. 

266. The resistance of a millivoltmeter is 4.5 ohms. It is used to measure a current 
of 40 amp. Resistance of shunt is 0.0012 ohm. Determine: (a) current in instru¬ 
ment; (b) current in shunt.. When current in shunt is 75 amp, instrument needle 
deflects full scale, (c) Determine rating of instrument in millivolts. 

267. The resistance of a 0-to-30-scale millivoltmeter is 2.8 ohms. In order to meas¬ 
ure current, this instrument is to be adapted to a 0.008-ohin shunt, the rating of which 
is 5.0 amp. Determine: (a) additional resistance which must be connected in serix 
with millivoltmeter; (b) resistance of 30-amp shunt; (c) resistance of 75-amp shunt.. 

268. The resistance of a 15-scale ammeter with its shunt is 0.003 ohm. In order to 
increase its range, another shunt, the resistance of whic h is 0.0010 ohm, is connected in 
parallel with the complete instrument. Determine current in external circuit when 
instrument reads (a) 8 amp; (b) 15 amp. 

256. The resistance of the shunt of a 30-scale ammeter is 0.0015 ohm. A manganin 
strip, the resistance of which is 0.00225 ohm, is brazed between the copper terminal 
blocks of the shunt. Determine new range of instrument. 

260. A 50-scale external-shunt ammeter consists of the shunt and a 50-scale milli¬ 
voltmeter adjusted to be used with it. A current of 0.025 amp in the millivoltmeter 
gives full-scale deflection. In attempting to measure an unknown current, the pointer 
of the millivoltmeter goes off scale by a few divisions, and no larger scale instrument is 
available. A resistance of 1.5 ohms is connected in series with the leads connecting 
the millivoltmeter to the shunt, and the millivoltmeter now indieates 45.0 on the 50- 
mv scale. Determine correct value of unknown current. 

261. The resistance of the moving coil of a d-c voltmeter is 62.1 ohms, and it gives 
full-scale deflection when 0.54 volt is impressed across the coil alone, (a) What resist¬ 
ance in scries with moving coil is necessary if instrument is to have a 5-volt range? 

(b) 150-volt range? (c) What are ohms per 
volt in this instrument? 

262. In Fig. 262A iB shown the moving 
coil M of a voltmeter in series with the 
resistors AB, BC t CD. The resistance or 
M is 20 ohms, and the instrument gives full- 
scale deflection with 0.01 amp in M . Three 
scales, 15-, 150-, 300-volt, are desired, and B, C, D are the respective three terminals, 
(a) Determine resistance between AB, BC, CD. A 1,500-ohm resistor is connected 
between terminals OB, and terminals OD are connected to an unknown voltage. The 
300-volt instrument scale reads 280 volts, (b) Determine unknown voltage. 
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263. It is desired to determine resistance of coil M of a 0-to-15-to-150-scale volt¬ 
meter which is connected as shown in Fig. 263 A [also see Fig. 102(b), p. 151]. Values 
of resistance measured with a Wheatstone bridge between terminals O, A, B, are as 
follows: 0 to. A *= 17,500 ohms; 0 to B » 1,750 ohms; A to B ** 19,130 ohms. Deter¬ 
mine (a) resistance of coil system, (b) Show that with the foregoing values of resist¬ 
ance the voltmeter must be connected as shown in Fig. 2G3A or 102(b) and not in the 
manner shown in Fig. 102(a) (p. 151). (c) 

What measured value of resistance between 
terminals A and B would have shown that 
voltmeter is connected in the manner shown 
in Fig. 102(a)? 

264. In measuring an unknown voltage the 
voltmeter of Prob. 263 deflects slightly beyond the 150-volt range. The 15-volt, 
terminal B is then collected to the 0 terminal, and the voltmeter indicates 148 volts. 
Determine unknown voltage. 

265. It is desired to measure the voltage between trolley and rail of a 1,200-volt rail¬ 

way system. A 300-scale d-c voltmeter, the resistance of which is 32,000 ohmB, is 
available, (a) Determine resistance of additional series resistor which is necessary in 
order that scale may have multiplying factor of 5. (b) Should this resistor be con¬ 

nected between the instrument and trolley or between instrument and ground? 
Explain. 

266. The voltmeter, Prob. 265, is used to measure the voltage of a generator, which 
supplies the plate circuit of an electron tube. The voltmeter pointer deflects Bome- 
what. off scale. The voltmeter itself is shunted with a 75,000-ohm resistor, and the 
reading is 268 volts. Determine unknown voltage. 



Fig. 263 A. 



Fig. 268A. 


267. The resistance of a 150-scale voltmeter is 
15,000 ohms. The instrument is slightly off scale 
when connected across a voltage somewhat in excess 
of 150 volts. When a 2,000-ohm resistor is connected 
in series with it, the instrument readB 145 volts. 
Determine unknown voltage. 

268. It is desired to measure an unknown voltage in 
the neighborhood of 600 volts (X volts, Fig. 268A). 
A 60,000-ohm resistor, abed, is connected across the 
unknown voltage; the voltmeter, which haB a 
resistance of 30,000 ohms, is connected between the 


mid-point b of the resistor and d. The scale reading is 242 volts. Determine: (a) 


unknown voltage; (b) voltmeter reading, unknown voltage remaining unchanged, if 


the resistor abed were connected in series with the voltmeter. 


369. In Fig. 268A the voltmeter is connected between tap c and the end d of resistor 
in order to measure a voltage in the neighborhood of 
1,500 volts. The voltmeter reads 269 volts. Determine: 

(a) unknown voltage; (b) voltmeter reading, unknown 
voltage remaining unchanged, if resistor abed were 
connected in series with voltmeter. 

370. A resistor JJ, Fig. 270A, is connected across a 
voltage supply E. A 300-scale voltmeter V, the resist¬ 
ance of which is 15,000 ohms, is first connected between 
terminals ab and reads 240 volts. It is then connected 
between the center tap c of the resistor end terminal b and indicates 65.6 volts. 
D®tennine resistance of resistor R. 
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271. It is desired to measure the potential between point c on a resistor ah, Fig. 
271 A, connected across a 300-volt power source, and point b, when no connection ia 
made at c. A 300-scale voltmeter, the resistance of which is 32,000 ohms, is first con¬ 
nected across ab and indicates 300 volts. It is then con¬ 
nected between b and c and indicates 175.5 volts. The 
resistor is then disconnected from the lower line at b, and 
the voltmeter reads 234 volts. Determine: (a) resistance 
between terminals a c; (b) resistance between terminals 
be; (c) jiotential difference between points b and c 
with b connected to lower line and voltmeter 
disconnected. 

272. A 150-scale voltmeter, the resistance of which is 
16,000 ohms, and a 300-scale voltmeter, the resistance of 
which is 30,000 ohms, are connected in series across a potential difference of 410 
Volts. Determine reading of each voltmeter. 

278. A 100-scale ammeter reads 84.6 amp; a millivoltmeter connected across its 
terminals reads 38.5 mv. (a) Determine resistance of ammeter, neglecting current 
taken by millivoltmeter. When the instrument coil of the ammeter deflects full scale, 
the coil current is 0.018 amp. (b) Determine resistance of instrument itself, exclusive 
of shunt. 

274. It is desired to measure the resistance of the three series resistor unitB ab, be, 
cd of a motor starter, Fig. 274A. The power 
supply is 115 volts d-c. A resistor R is con¬ 
nected in series to limit the current (see Fig. 

108, p. 155). When the ammeter indicates 
32.6 amp, the voltmeter reading across each 
of the three resistors ab, be, cd is 5.6, 8.2, 11.4 
volts. Determine: (a) resistance of each of 
three resistors; (6) resistance of R. (c) Deter¬ 
mine voltage across resistors ab, be, R when 
resistor cd is short-circuited. 

275. The series field of a compound generator is shunted by a diverter (see 
p. 453). It is desired to measure the resistance of the series field and of the 
diverter. With the diverter connected across the series field, a voltmeter across 
the two reads 3.38 volts when the total current is 108 amp. The diverter is then 
disconnected, and the voltmeter reads 5.18 volts, the total current remaining 

unchanged. Determine resistance of divertei 
and of series field. 

276. It is desired to measure the resistance 
of each of the two resistors Ri, R t , Fig. 276A, 
connected in parallel. A resistor R is connected 
in series to limit the current. With the switch 
S closed, the voltage measured across the 
parallel circuit is 78.4 volts, that across R is 36.6 
volts, and the ammeter indicates 9.8 amp. 
With switch S open, the voltmeter across R\ reads 97.4 volts. Determine resistance 
of R h R t and R. 

277. An ammeter and voltmeter are connected to measure the resistances in a 
series-parallel circuit, Fig. 277A, consisting of a resistor R in series with resistors 
Ri and Ri in parallel. The supply voltage is 120 volts. With the switch in series 
with R s closed, the ammeter reads 5.77 amp, and the voltmeter across R reads 92.3 
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volts. With the switch in series with 72s open, the voltmeter across R indicates 68.6 
volts. Determine resistances of resistors R t R u and 
fi,. 

278. The resistance of a sample of copper bus bars 
is measured at 20°C by the method shown in Fig. 109 
(p. 156). When the ammeter reads 200 amp, the milli- 
voltmeter reads 4.38 mv. The bus bar is 0.5 by 3 in. 
in cross section, and the distance between voltmeter 
contacts is 4.0 ft. Determine: (a) resistance of 
sample; (b) resistivity, ohm-centimeters, (c) Com¬ 
pare resistivity with the cbmmercial standard (see 
Sec. 15, p. 14). Resistance of standard copper iB 1.756 microhm-cm at 20°C. 

279. In order to measure the resistance of a 110-lb rail, it is connected in series 
with a standard 0.0001-ohm resistor, Fig. 279.4. Contact points a and b art then 
set in the rail 12.4 ft apart. A millivoltmeter is first connected across the standard 
resistor and indicates 642 mv; the millivoltmeter connection is then transferred to the 


QOOOfJl Stores. Rail 

Fid. 270A. 

contact points a and b on the rail by means of the D-P D-T switch 8, and the reading 
now is 41.3 mv. Determine resistance per foot of rail. 

280. In order to measure the resistance of a short length of installed rail including a 
joint and bond, the circuit of Fig. 280A was used. It was known that there waB cur¬ 
rent I of unknown value in the rail. Hence two contacts were clamped to the roil at 







A 


Fig. 280A. 



a and b, and a battery Ba, ammeter A (with shunt), adjustable resistor R, and Bwitch S 
were connected in Beries between the clamps a and b. A millivoltmeter V was con¬ 
nected between two point contacts on the rail at a and b. With switch S open the. 
millivoltmeter V read 16.6 mv. The switch S was then closed and the resistor 
adjusted until the millivoltmeter read zero. The ammeter A then read 320 amp. 
Determine the resistance of the rail and joint between points ab. 

881. A 300-scale voltmeter, the resistance of which is 32,000 ohms, is connected 
across d-o mains and indicates 240 volts. It is then connected in Beries across these 
same mains with a multiplier whose resistance is unknown. The voltmeter now indi¬ 
cates 48 volts. Determine resistance of multiplier. 
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282. The resistance of a special 150-scale voltmeter is 100,000 ohms. When con¬ 
nected across d-c mains, it indicates 125 volts. The iron frame of a generator U 
connected to one wire of these mains, and the copper of the held coil is connected to 
the other wire through the voltmeter, Fig. 282A. Under these conditions the volt¬ 
meter reads 3.5 volts, (a) Determine resist¬ 
ance in megohms of insulation of field circuit 
to frame of machine. When the voltmeter 
is similarly connected in series with the com¬ 
mutator, it indicates 5.4 volts, (b) Deter¬ 
mine insulation resistance in megohms 
between armature and frame. 

288. In order to obtain increased pre¬ 
cision in the measurement of the resistance 
of some high-voltage insulation, the insula¬ 
tion is connected in series with the special 
100,000-ohm voltmeter of Prob. 282 across 

Fig 282 >4 

a voltage supply of approximately 600 
volts, and the voltmeter indicates 5.6 volts. A 600-scale voltmeter is then connected 
across the voltage supply and indicates 588 volts. Determine resistance of insulation. 

284. In Fig. 284A is shown an ohmmeter, consisting of a microammeter A, an 
adjustable resistor R„, a fixed resistor Ri, and a battery B of emf E and of negligible 
internal resistance. The resistance of the micro- 
ammeter is 400 ohms, Ri is 1,500 ohms, and R v is 
adjusted to 100 ohms. The emf E is 30.5 volts. 

When the pointer is at the center of the scale of the 
microammeter, the current is 250 micro amp. Deter¬ 
mine: (a) unknown resistance connected across 
terminals XX to give 250 microamp in A ; (b) current 
in A should terminal XX become short-circuited; 

(c) unknown resistance to give one-tenth full-scale 
deflection, or 50 microamp. 

288. Repeat Prob. 284 with E = 1.625 volts, Ri — 100 ohms, R. v — 0. 

286. Repeat Prob. 284 with switch S closed, which connects the shunting resistance 
R, of 222 ohms in circuit. 

287. In Fig. 112 (p. 159) the switch is set at position 3, shunting the microammeter 
and /2i and Ri with R n — 54 ohms. Ri is given as 500 ohms, and the resistance of 
the microammeter is 400 ohmB. Ri is set at 90 ohms. The actual voltage of the 
battery is 31.09 volts, and its internal resistance is negligible. Determine: (a) cur¬ 
rent to 4,000-ohm resistor connected between terminals XX] (b) current in micro¬ 
ammeter; (c) current in microammeter with terminals XX short-circuited; (d) resist¬ 
ance of a resistor connected between terminals XX which will give full-scale deflection 
of 600 inicroamp; (c) resistance of a resistor connected between terminals XX which 
will give one-tenth full-scale deflection, or 50 microamp. 

288. In a Wheatstone-bridge measurement, the unknown resiBtor is connected at X 
between one end of the arm A and the arm P (see Fig. 116, p. 164). When a balance 
is obtained, A — 100 ohms; B - 1,000 ohms ;P — 1,389 ohms, (a) Determine resist¬ 
ance of unknown resistor. A resistor of 105 ohms is connected in parallel with the 
unknown reastor in <a). It is desired to measure the combined resistance to four 
significant figures. Determine: (b) values of ratio aims A and B; (c) value of balance 
arm P when bridge is balanced. 

289. It is desired to measure the resistance of a resistor which i8 known to lie 
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between 6 and 7 ohms, (a) Determine ratio of A to B arm in order that unknown 
resistor may be measured to four significant figures (see Fig. 116, p. 164). (b) Repeat 
(a) for a resistor having a resistance between 36 and 44 ohms; (c) 580 and 800 ohms; 
(d) 12,000 and 14,000 ohms. 

290. Choose proper values of A and B (Fig. 116, p. 164) to give four significant 
figures in value of X when X «■ (o) 12,320 ohms; <b) 2.876 ohms; (c) 57.21 ohms; 
(d) 3,284 ohms. Give value of. P for each balance. 

291. A Wheatstone bridge, similar to that shown in Figs. 116 and 118 (pp. 164 
and 167) is used to measure the resistance of an unknown resistor X. With A ■* 1,000, 
B =■ 1,000, an approximate balance is obtained when P ** 46 ohms, the galvanometer 
deflecting decidedly to the right when P « 45 ohms and deflecting to the right to a 
considerably less degree when P * 46 ohms. The galvanometer reverses, deflecting 
to the left when P « 47 ohms. Determine: (a) values of resistance in arms A and B 
to give four significant figures; (b) unknown resistance when P — 4,618 ohms. 

292. In Fig. 292A is shown a Wheatstone bridge in 
balance. Determine: (a) resistance between points o 
and c; (6) current in arms A, B,P, and X. The emf 
of the battery is 2.2 volts, and its internal resistance 
is negligible. 

293. In Fig. 292A with the bridge out of balance, 
the arm P being equal to 1,500 ohms, determine: (a) 
resistance between points o and c; (b) current in armB 
A, B f P, X and in galvanometer. The internal resist¬ 
ance of the battery is negligible (Bee Sec. 127, 
p. 165). 

294. In Fig. 292A with arm P — 1,500 ohms, 
determine: (o) resistance of bridge between points a 
and b, the galvanometer and the battery being interchanged; (b) current in four 
bridge arms A, B, P, X . The internal resistance of the battery is negligible. 

295. An unknown resistor X iB measured by means of a slide-wire bridge, similar to 
that shown in Fig. 119 (p. 168). With R — 100 ohms, a balance is obtained when the 
slider reads 22.6 cm. Determine: (a) value of X; (b ) reading of slider when bridge is 
balanced with a 10-ohm resistor at R. 

296. An unknown resistor is measured by means of a 100-cm slide-wire bridge. A 
known resistor of 100 ohms is inserted in the position of X , Fig. 119 (p. 168). A 
balance is obtained when the slider reads 66.5 cm. Determine: (a) resistance of 
unknown resistor; (b) reading on slide wire for balance when a 200-ohm resistor is 
inserted at X . 

297. A Kelvin bridge, similar to that in Fig. 121 (p. 170), is used to measure the- 
resistance of a sample of No. 0000 AWG solid copper wire. The distance between 
the contact points p and p' is 32 in. The temperature is 20°G. With A =» a ■« 100 
ohms, B — b * 1,000 ohins, a balance is obtained when R * 0.001343 ohm. Deter- 
mine: (a) resistance of copper sample; (b) ohm-centimeters of sample. The diameter 
of the wire is 0.460 in. 

298. A No. 00 stranded wire is measured for its resistance in the Kelvin bridge, 
Fig. 121 (p, 170), as was done in Prob. 297. The distance between contacts p and p # is 
27.6 in. The bridge balances when R — 0.006164 ohm, with the ratio arms A — « — 
300 ohms and B b - 10,000 ohms. Determine: (a) resistivity, ohm-centimeters of 
copper sample; (b) resistivity, ohm-circular-mil-feet. The wire is made up of 19 
strands, the diameter of each of which is 0.0837 in. 

299. A 0 AWG cable, 1,800 ft long, is known to be grounded. A similar cable. 


Ga/v. rests- Rg = B00J? 



Fig. 292A. 
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but with no fault, is looped to the faulty cable at the far end, and the Murray loop 
teat, using bridge arms, Fig. 123 (p. 172), is applied to locate the fault. When the 
system is in balance, A *■ .1,000 ohms, P ™ 524 ohms. In a loop-resistance measure- 
ment r is found to be 0.364 ohm. Determine: (a) resistance to ground fault; (b) dis¬ 
tance to ground fault. 

800. A ground is known to exist in conductor B of a lead-covered No. 6 AWG twin 
pair. The entire cable is 3,600 ft long, To locate the fault, the far end of the pair is 
looped, Fig. 300 A, and the Murray loop test, using bridge arms, is applied, A bal¬ 



ance is obtained when A * 100 ohms and P =■ 284 ohms. Determine: (a) resistance 
from near end to ground in B; (b) distance in feet to fault. A measurement of the 
loop resistance r is then made, and the value is found to be 2.92 ohms. 

SOI. A cable 2,200 ft long consists of two conductors. One conductor is grounded 
at Borne point between stations. A Murray loop test, Fig. 124 (p. 173), with a 100-cm 
slide wire, is used to locate the fault. A balance is obtained at 82.4 cm. Determine 
distance of ground from station end. 

802. An installed two-conductor cable of No. 00 AWG copper wire is 2,600 ft long. 
Owing to a burnout, both conductors are short-circuited and grounded at the same 
point. To locate the fault, a single No. 000 AWG conductor of another cable, whirh 
parallels the faulty one, is looped to one conductor of the faulty cable at the far end, 
as in Fig. 302A. The perfect conductor is connected to the 0 end of the slide wire 


00C cable\ 



Fault —\ 
2-00 conductors 1 


Fig. 302A. 

and one of the faulty conductors to the 100-cm end. A balance is obtained at 77.4 cm. 
The resistance of the 00 conductor is 0.0795 ohm per 1,000 ft, and the resistance of the 
000 conductor is 0.0630 ohm per 1,000 ft. How far out on the faulty conductor is 
burnout? 

808. A cross occurs between two conductors b and c of a 2,800-ft 3-conductor No. 0 
AWG power cable, Fig. 303A. The two conductors a and b are looped at the far end, 
the near ends are connected to the ends of a 100-cm slide wire, and the Murray loop 
test is made. A balance occurs when the slide-wire contact is made at 64.5 cm. The 
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loop resistance of conductors a and b is measured and found to be 0.57 ohm. Deter¬ 
mine: (a) resistance to "cross”; (b) distance to "cross.” 



804. A 2,600-ft length of twin-conductor No. 14 AWG underground lead-covered 
cable develops a ground fault in one conductor. The far ends of the two conductors 
are looped and tested for the fault by means of the Varley loop test, the connections 
of which are shown in Fig. 126 (p. 174). With the switch S at b, so that the loop 
resistance of the cable is measured, the bridge balances under the following conditions: 
A ■» 10, B » 1,000, P — 1,358 ohms. With the switch S at a, in order to locate 
the fault, the bridge balances under the following conditions: A =» 10, B — 1,000, 
P = 1,036 ohms. Determine: (a) resistance to fault; (b) distance from home end to 
fault. 

806. The underground cable of a series open-loop arc-lighting system (see Fig. 454, 
p. 577) is grounded at one point. The cable is solid No. 6 AWG copper, and the loop 
circuit is 32,000 ft in length. To locate the fault, a Varley loop test is made, the con¬ 
nections being shown in Fig. 305A. With the switch S at b, so that the bridge is con¬ 



nected to measure the loop resistance of the cable, the bridge balances when, with 
A — 10 and B «= 1,000, the arm P is made equal to 1,304 ohms. The switch S iB then 
moved to position a in order to determine the location of the fault. The bridge bal¬ 
ances under the following conditions: A — 10, B — 1,000, P ■■ 540 ohms. Determine 
distance from point b t-o fault. 

806. One conductor in a cable containing two No. 12 wires a and b, each 5,000 ft 
long, is known to be grounded. The two are looped at the far end, and the Varley 
loop test is made. P is connected in scries with conductor a. The two arms A and B t 
Fig. 126 (p. 174), are each set at 100 ohms. A balance cannot be obtained with P as 
the galvanometer is found to deflect the same way with P ■» 0 and P “ *>. P is then 
shifted over in series with b, the other conductor, and a balance obtained when P — 4.6 
ohms. The resistance of the conductors is known to be 1.62 ohms per 1,000 ft. 
Determine: (a) faulty conductor; (b) distant'*! of fault from home end. 
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807. A croae occurs between the two conductors of a No. 12 AWO twisted-pair 
signal cable. The cable is 5,200 ft long. A similar cable to the foregoing one, but 
having no fault, extends between the same two stations. One conductor of the latter 
cable is looped at the far end with one of the conductors of the faulty cable to form a 
Varley-loop-test circuit for a cross such as is shown in Fig. 127 (p. 175). The resist¬ 
ance r of the loop is measured and found to be 16.94 ohms. When the Varley loop 
test is made, a balance is obtained when A — 10, B — 1,000, P * 1,167 ohms. Deter¬ 
mine distance to cross. 

808. In an insulation test of a single-conductor cable 1,600 ft long, the connections 
are made as in Fig. 128 (p. 176). When the cable is short-circuited and the Ayrton 
shunt is set at 0.0001, the galvanometer deflection is 18.4 cm. The Bhort circuit is then 
removed, putting the cable in circuit, and the galvanometer deflection is 12.4 cin, with 
the shunt set at 1.0, after the cable has been charged for 1 min. Determine: (a) insula¬ 
tion resistance of cable; (5) insulation resistance of cable in megohms for 1,000 ft; (c) 
megohms for a mile. 

809. In Prob. 308, the resistance of the Ayrton shunt is 12,000 ohms, and the resist¬ 

ance of the galvanometer is 1,000 ohms. The emf of the battery is 350 volts, and its 
internal resistance is negligible. Determine: (a) battery current when cable is short- 
circuited; (b) galvanometer current when cable is short-circuited; (c) galvanometer 
current with 0.1 megohm and cable in circuit; (d) battery current under conditions of 
(c). (e) By means of (a), (b), (c), (d), and Eq. (Ill) (p. 176), verify insulation resist¬ 

ance of cable. 

810. The insulation resistance of a 9,500-ft length of No. 6 AWG solid single-con¬ 
ductor underground cable is measured between conductor and lead sheath, the con¬ 
nections in Fig. 128 (p. 176) being used. The diameter of the conductor is 0.162 in., 
and the wall of rubber insulation is in. With the cable short-circuited, and the 
Ayrton shunt set at 0.0001, the deflection of the galvanometer is 6.8 cm. With the 

cable in circuit and the shunt set at 0.1, the 
deflection of the galvanometer becomes 18.4 
cm after 1 min electrification. Determine: 

(a) insulation resistance of cable in megohms: 

(b) insulation resistance in megohms for 1,000 
ft; (c) resistivity of rubber in megohm-inches; 
(d) resistivity in megohm-centimeters. 

811. It is desired to measure the insulation 
resistance of a cable but no Ayrton shunt is 
available. Hence, a shunt of the type shown 
in Fig. 95 (p. 141) is used, the connections 
Fig. 311 A. being shown in Fig. 311 A. The galvanometer, 

0.1-megohm resistor, cable insulation, and 
battery are all in series. The emf of the battery is 300 volts, and its resistance 
is negligible. The resistance of the galvanometer is 840 ohms. With the 
cable short-circuited by closing key K t and the galvanometer shunt in the short- 
circuit position, the key Ki is closed. The resistance of the galvanometer shunt is 
then gradually increased until it is equal to 12 ohms. The galvanometer deflection is 
then 22.8 cm. 

The short circuit of the. cable is then removed by opening K*, and the galvanometer 
deflection becomes very small. The resistance of the galvanometer shunt iB now 
gradually increased until it becomes infinite. The deflection of the galvanometer then 
becomes 1.2 cm after 1 min electrification. Determine: (a) galvanometer current 
with cable short-circuited; (b) line current in (a); (c) galvanometer current with cable 
in circuit; (d) insulation resistance of cable. 
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SIS. Figure 312 A shows a 100-cm slide wire ab, the total resistance of which is 2.0 
ohms, connected in series with the adjustable 
resistor R to the terminals of the storage cell Ba, 
the end a being connected directly to the negative 
terminal of Ba. The emf of the storage cell is 
2.10 volts, and the internal resistance is 0.04 
ohm. A is a dry cell, the emf of which is 1.40 
volts. Its negative terminal is also connected to 
a, and its positive terminal is connected through 
a galvanometer G to a slider c on ab. With the 
resistor R adjusted to 0.585 ohm, determine posi¬ 
tion of c, in centimeters from a, which will make 
galvanometer deflection zero. 

Explain the effect on the current delivered by the battery Ba of connecting the 
battery A to the Bystem under the conditions that make the galvanometer current 
equal to zero. 

813. A resistor bd, whose resistance is 20 ohms, is divided into 10 equal resistors and 
is connected in series with a 100-cm slide wire ab, the resistance of which is 2.0 ohms, 
Fig. 313A. A battery Ba, whose emf is 2.15 volts and 
whose internal resistance is 0.05 ohm, supplies current 
to the system through the resistor R. It is desired that 
this system operate as a potentiometer, the slide wire 
ab corresponding to 0.1 volt, and each division, 0 to 
0.1, 0.1 to 0.2, etc., of bd corresponding to 0.1 volt. 
Determine: (a) value to which current must be 
adjusted; (b) value of resistance to which R must be 
adjusted. A Weston cell, the emf of which is 
1.0190 volts, is connected to the two contacts od 
through the galvanometer by throwing switch Sw to the left, (c) Determine position 
of contacts c and d, position of contact c being given in centimeters from b, which will 
make galvanometer current equal to zero when value of potentiometer current is equal 
to that determined in (a), (d) An unknown emf is connected to the contacts cd 

through the galvanometer by throwing switch Sw to the right. The galvanometer 
deflection is aero when the contact d is 0.6, and the contact c is 32 cm from b. Deter¬ 
mine value of unknown emf. 






Fig. 3124. 
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314, It is desired to measure the terminal voltage of a storage cell by means of a 
standard cell. The ratio arms A and B and the rheoBtat arm P of a dial-type Wheat¬ 
stone bridge, Fig. 3144, are connected in series across the terminals of the storage 
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cell, and a standard cell having an emf of 1.0188 volts in series with a galvanometer 
and key is connected across arms A and B. Arm A is set at 1,000 ohms and arm B at 
aero. The galvanometer in the standard-cell circuit gives aero deflection when 1,078 
ohms additional is connected in circuit by the dials in P. Determine terminal voltage 
of storage cell. 

9i5. The storage cell of Prob, 314 is of such large capacity that itB emf and terminal 
voltage are sensibly the some when delivering the small current required by the resist¬ 
ances of the magnitude of 2,078 ohms. To measure the emf of another cell, which iB 
not capable of delivering appreciable current, its negative terminal is connected to the 
terminal p and its positive terminal to the terminal a through a key and galvanometer. 
P is then adjusted until the galvanometer reads zero. P is now read and found to be 
946 ohms. Determine emf of cell. 

816. Figure 310A shows a portion of a high-resistance potentiometer arranged on 
the Thomson-Varley-slide principle. Between a and b are sixteen 60-ohm resistors, 
each corresponding to 0.1 volt, a'b' consists of eleven 10-ohm resistors. o"b" is a 20- 
ohm resistor divided into ten 2-ohm resistors, (a) Determine working current of 
potentiometer. With the contacts in the positions shown, determine: (6) poten tial 



drop from a to c; (e) current in resistor a'b '; (d) potential drop from a' to c'; (e) current 
in a"b"; ( f) potential drop between a" and c"; (p) total potential drop from a to c", or 
emf across ef. (Compare this potential drop with the readings of the potentiometer.) 

817. In the Thomson-Varley potentiometer, the diagram of which is shown in Fig. 
135 (p. 184), the current to the potentiometer is adjusted to the value which gives the 
correct values of voltage. Determine current in: (a) resistor BC; (b) resistor B'C (c) 
resistor B"C". The emf of battery Ba, which supplies the current, is 2.10 volts, and 
its internal resistance together with the resistance of the connecting wires is negligible 
in comparison with that of the potentiometer, (d) Determine value of resistance to 
which resistor R must be adjusted in order that correct value of current be obtained. 

818. In the Wolff potentiometer, the diagram of which is given in Fig. 136 (p. 186)j 
the working current is 0.0001 amp. This current is supplied by two dry cells in series, 
the emf of each being 1.3 volts. Determine: (a) resistance which must be connected 
between dry cells and battery terminals Ba of the potentiometer; (b) emf between two 
moving contactors in dial b with dials in positions shown in figure. 

819. A simplified diagram of connections of the potentiometer manufactured by the 
Rubicon Company is shown in Fig. 319A. The standard-cell circuit and other auxili¬ 
ary connections are omitted. The unique feature of the circuit is that a second step 
dial II giving hundredths of volts is in circuit without a current-carrying contact to 
introduce resistance. The contactor of dial IT moves simultaneously with that of II 
to maintain constant resistance in circuit acb. The slide wire III, tapped to contactors 
a and b, operates with one-tenth the normal potentiometer current, so that any effect 
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of the two contactor resistances is reduced to one-tenth the value that would exist with 
the normal current. Dial 1 consists of fifteen 10-ohm resistors and has a range of 1.5 
Volts; dials II and II' each consists of nine 1-ohm resistors. Determine: (a) normal 
potentiometer current; (b) current in slide wire HI; (c) resistance of slide wire III; (d) 
voltage range of slide wire III. (e) With contactor e set at 0.7 the distance from 0 to 
d, and the dials II and II' set as shown., ,compute voltage drop in dl»l I between the 



contactor and 0, in dial II from 0 to the contactor, and from 0 to e in dial III, and add 
to obtain the total omf. 

820. It is desired t-o calibrate a 15-scale voltmeter near the upper end of its scale. 
The positive terminal of the voltmeter is connected to the contact C' of a voltage 
divider, and the divider is connected across a battery, as shown in Fig. 320A. A 
resistor abc is connected in parallel with the voltmeter. Between point b and the 
negative terminal of the battery a standard 
cell S, whose emf is 1.0189 volts, is con¬ 
nected in series with a key K and galvanom¬ 
eter G t the negative terminal of the stand¬ 
ard cell being connected to the negative 
side of the battery at c. The resistance 
between b and c is made equal to 100 ohms. 

When the resistance between a and b is 
adjusted to 1,325 ohms, the galvanometer 
does not deflect when the key K is depressed. 

At this instant the voltmeter reads 14.38 volts. Determine correction to voltmeter 
Beale for this reading. 

821. In Prob. 320, determine value to which the resistance ab must be adjusted in 
order that the corrected reading of the voltmeter shall be 15 voltB, the voltage-divider 
contact C" being changed accordingly. 

822. In Fig. 320A the voltage-divider contact C' is adjusted so that the voltmeter 
indicates 10.00 volts. The galvanometer deflection with the key K depressed becomes 
»ero when the resistance between a and b is 876 ohms. Determine correction to volt¬ 
meter scale for this reading. 

828. It is desired to calibrate a voltmeter at the 125-volt point. No potentiometer 
is available. The voltmeter, whose voltage is adjusted by means of a voltage divider, 
is connected in parallel with the arms of a bridge box, Fig. 323A, and the divider is 
adjusted until the voltmeter reads just 125.0 volts. A standard cell S t which is known 
tohavean emf of 1,0190 volts, is connected across the two rati*? arms A and £ in aeries 
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with a key and galvanometer, the proper polarity being observed. Then a total reaist- 
anee of 100 ohms is unplugged in these two arms. The galvanometer reads aero with 

the key depressed when 12,120 ohms is 
un plu gged in P. Determine correction to 
voltmeter at this reading. 

824 . In Prob. 323 the voltmeter is 
calibrated at the 110-volt point, the 
divider being adjusted so that the volt¬ 
meter reading is 110.0 volts. The gal¬ 
vanometer now reads zero with the key 
depressed, when 11,060 ohms is unplugged 
in P. Determine correction to voltmeter 
at this point. 

825 . The power to a 25-watt tungsten lamp is being measured with a voltmeter 
and an ammeter. The voltmeter, the resistance of which is 15,000 ohms, is connected 
directly across the lamp terminals [broken line, Fig. 141(a), p. 190]. When the 
ammeter reads 0.217 amp, the voltmeter reads 120 volts; determine: (a) true power 
to lamp; (b) percentage error introduced if voltmeter power be neglected. 

826 . The resistance of the ammeter of Prob. 325 is 0.05 ohm. The voltmeter is 
now connected directly across the line [solid line, Fig. 141(a), p. 190]. With the line 
voltage remaining unchanged, determine: (a) voltmeter reading; (b) true power now 
taken by lamp; (c) power given by product of voltmeter and ammeter readings; 
( d ) percentage error if product in (c) is used. 

827 . In measuring the power taken by a low-resistance rheostat, an ammeter, the 
resistance of which is 0.0005 nhin, and a voltmeter, the resistance of which is 300 ohms, 
are used. When the ammeter reads 90 amp, the voltmeter, which is connected directly 
across the rheostat [solid lines, Fig. 141(b), p. 190], reads 2.16 volts. Determine: 
(a) true value of resistance; (b) true value of power; (c) percentage error introduced 
in (b) by voltmeter current; (d) error introduced by connecting voltmeter outside 
ammeter [broken lLne, Fig. 141(b)]. 

828 . In a test of a d-c 15-amp watthour meter the corrected average voltmeter 

reading is 115 volts, and the corrected average ammeter reading is 14.8 amp. During 
the test interval 50 revolutions are counted, and the time is found to be 63 sec. The 
meter constant is 0.6. (a) Determine accuracy of meter at this load, (b) What 

adjustment should be made to bring it nearer correct registration? 

After the meter has been brought to within 0.5 per cent accuracy by the movement 
of the damping magnets, the load is dropped to 1.5 amp but the voltage remains at 
115 volts. It takes 49.7 sec for the disk to make 4 revolutions, (c) Determine 
accuracy of meter at this load. ( d ) What adjustment should be made in order to 
bring it nearer correct registration? 

829 . A 50-amp 230-volt watthour meter is tested for its accuracy near rated load 

and at light load. Near rated load the corrected average voltmeter reading is 230.5 
volts, and the corrected average ammeter reading is 49.85 amp. The time required 
for the disk to make 40 revolutions is measured by means of a stop watch and is 
found to be 63.2 sec. The watthour meter constant is 5. (a) Determine accuracy 

at this load, and state the adjustment which should be made. The load is reduced, 
the corrected average voltage is 231.2 volts, and the corrected average current is 
5.2 amp. The time required for the disk to make 3 revolutions is measured with a 
stop watch and found to be 44.8 sec. (b) Determine percentage accuracy. The 
meter is not adjusted between (a) and (b). From an analysis of the percentage 
accuracy in the two cases, discuss any adjustments of the light-load coil which should 
be made. 
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UO. la order to make a laboratory test of a 2,000-amp 230-volt astatic watthour 
meter, Kg. 330 A, its current coils are supplied with current from a 4-volt storage 
battery, and its armature circuit, which has a resistance of 2,000 ohmB, is connected 
across a 240-volt supply. A calibrated voltmeter is connected in parallel with the 
armature circuit, and an external-shunt ammeter is connected in series with the cur¬ 
rent terminals of the meter. The meter constant is 150. The corrected voltmeter 
reading is 238.6 volts, and the corrected ammeter reading is 2,060 amp. The meter 

240v 



Fig. 330A. 


makes 40 revolutions in 45.2 see. Determine; (a) accuracy of meter at this load; 
( h ) power required for test; (c) power which would be required if meter current were 
supplied at 238.6 volts. 

QUESTIONS ON CHAPTER VI 
Magnetism and Permanent Magnets 

1. Into what two general classes may magnets be divided? Discuss the principal 
differences between permanent, magnets and electromagnets. Describe natural magnets. 

2 . Name the principal magnetic materials and two other materials which have 
weaker magnetic properties. Compare ferromagnetic, paramagnetic, and diamag¬ 
netic materials. 

3 . Describe the general construction of the Bohr atom. Sketch an isolated iron 
atom showing the uncompensated electron spin within the inner orbits. Describe 
the relation among neighboring atoms which is necessary for ferromagnetic properties 
to exist. Why arc ferromagnetic materials so few? 

4 . What is a "domain ”? State the approximate number of atoms in a domain 
and its volume in centimeters. 

6. Explain briefly why ferromagnetic properties are loBt if the temperature exceeds 
a critical value. What is meant by the "Curie point"? 

6 . Into what aggregations do the domains combine? From this relation explain 
the changes in the orientation of the domains, Fig. 148 (p. 201), which prodiice weak 
magnetism; the condition when the magnetism increases almost proportionately to 
the magnetizing force; magnetic saturation. Show on the normal saturation curve 
where these three conditions occur. 

7. Sketch the flux-density curve when the magnetizing force is decreased from a 
positive value to zero, showing the relation between the curve and the changes in 
orientation of the domains. Continue until the flux density becomes zero. What ia. 
remanence? Coercive force ? 

8 . Describe the Barkhauscn effect and what it proves. How is this effect detected? 

3 . Describe the Weber and Ewing theory, and compare with the spinning-electron- 

domain theory. 

10. Define the general property which permanent-magnet materials should have 
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What properties of the domains give permanent magnets thfa property? Define 
magnetic pole; N pole; S pole. What Is the relation among the magnitudes of the 
N poles and the S poles of any single magnet? 

11 . Explain why equal N and S poles always appear on a fragment when a magnet 
is broken. Define consequent poles. What are magnetic figures? 

12 . Describe the compass needle. In what direction does the compass needle 
become oriented when placed in a magnetic field? 

15. Describe and differentiate among lines of magnetization, lines of force, and 
lines of induction. Compare the directions of the fines of magnetization and lines 
of force within a magnet. Compare lines of induction with lineB of force. Under 
what conditions are they equal? Name the cgs unit of magnetic flux. 

14 . Name the four systems of units in general use by which magnetic and electrical 
quantities are measured. How arc the effects of magnetism, electric currents, and 
potential difference determined 7 

16 . State Coulomb's law of attraction and repulsion between magnetic poles. 
Define the cgs unit pole. 

16 . Define cgs unit field intensity. State the relation between the lines of force 
and field intensity. In what two units is cgs field intensity measured? 

17. Define cgs flux density. If the force on one unit pole 1 cm from another unit 
pole in vacuum is 1 dyne, what is the flux density on the surface of a sphere, 1 cm 
radius, with either pole as a center? 

18 . In Question 17 how many maxwells are intercepted by the surface of the 
sphere? How many maxwells leave or enter each unit cgs pole? 

19 . If the area of an N pole at the end of a bar magnet is A sq cm and the cgs poles 
per unit area are o, how many maxwells leave the pole? How many maxwells go 
through the magnet at its center zone? Show that the flux density at the center zone 
B — 4inr gauss. 

20 . From Questions 17 and 18, explain Coulomb’s law in which the force between 
two point magnetic poles varies inversely as the square of the distance between them. 

21 . Describe the production of magnetic poles by magnetic induction. What is 
the relation between the inducing and the induced pole? How docs magnetic indue- 
tion explain the attraction of soft iron to magnetic poles? How may a compass 
needle become reversed? 

22 . State the general law of the magnetic field, and show liow it is illuslratcd when 
a horseshoe magnet attracts an armature to its poles. 

28 . Show that the force on a unit cgs pole, and hence the field intensity, on the 
axis extended of a cylindrical magnet is 2 va (1 — cos /9) dynes. Show that very close 
to the magnetized surface or when the area of the pole face is infinite the force becomes 
2w dynes. 

24 . From the relation given in Question 23, show that the force between magnetized 
parallel surfaces between which the field is substantially uniform is 2ra*A “ B*A/&r 
dynes. 

26 . Name the advantages of the mks system in so far as the magnitudes of the 
electrical and physical units are concerned. Compare the unrationalized and the 
rationalized systems. What must be the value of the permeability of free space in 
the unrationalized system? In the rationalized system what two values of space 
permeability must be used? 

26 . What unit of force is uBed with the two mks systems, and what is its value in 
dynes? 

27 . What property of the domains in magnetic materials makes them valuable for 
permanent magnets? What portion of the hysteresis loop is associated with perma¬ 
nent magnets? 
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2& Show howremanence, coercive force, and area under the demagnetisation curve 
determine the properties of permanent magnets. 

SO. Show how permanent magnets may be used for magnetic chucks. 

00 . Describe the principle of shielding sensitive instruments from stray magnetic 
fields. Show that complete shielding is impossible. 


PROBLEMS ON CHAPTER VI 
Magnetism and Permanent Magnets 

SSL An N pole m of 1,000 cgs unit poles and an S pole w! of 1,200 cgs unit poles 
are spaced 8 cm apart in air. Determine: (a) force in dynes acting between the poles; 
(6) force in dynes exerted by N pole on a 10 cgs unit pole midway between the poles; 

(c) force in dynes exerted by 5 pole on a ,12 cgs unit pole midway between the poles; 

(d) total force and its direction acting on a 5 cgs unit 

pole midway between the poles; (a) field intensity at point ru-1200 m*200 m'HSDO 
midway between the poles. a Cfc £* sib 

8S2. In Fig. 332A are shown at a an N pole of 1,200 1, 6an X 

cgs unit pole strength and at b an S pole of 1,500 cgs unit |^__ JSan r | 

pole strength. An N pole of 200 cgs unit pole strength is y JQ ^32A 

located at c, 6 cm from a. Determine: (a) total force 

acting on pole located at c; (b) field intensity in oersteds. If the 200 cgs N pole is 
located at e\ € cm from b in the direction of a, determine: (c) total force acting on it 
and direction; (d) field intensity at e'. (The poles are in air.) 

S83. In Fig. 333A arc shown three N poles a, b, r. in air, each 600 cgs unit poles, 
arranged at the three apexes of an isosceles right triangle. Determine resultant force 
and its direction acting on pole (a) at a; (b) at b; (c) at c. 


If the 200 cgs N pole is 
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334. In Fig. 334A arc shown An N pole a of 1,000 cgs units strength and tWQ 
S poles b, r, each 500 cgs units strength. Determine resultant force and its direction 
acting on pole (a) at a; (h) at b; (c) at c . 



Fig. 335A. Fig. 330A. 

SSS. A bar magnet, Fig. 335A, is 18 cm long, and the N and £ poles at the ends of 
the magnet are each of strength m - 800 cgB unit poles. At point P, where angle 
aPb is 90° and P is equidistant from the N and the £ pole, an N pole of 16 egs units is 
located. Determine: (a) magnitude and direction of force whioh pole of magnet 
at a exerts on N pole at P; (b) magnitude and direction of force which 8 pole of mag* 
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net at 6 exerts on N pole at P; (c ) magnitude and direction of resultant force acting on 
iV pole at P; (d) field intensity in oersteds and direction of magnetic field at P. 

386. In Fig. 336 A is shown a bar magnet similar to that of Prob. 335. The point P 
is located a distance of 15.59 cm from the N pole and 9.0 cm from the S pole, the angle 
aPb being 90 D . An N pole of 16 cgs unit pole strength is located at P. Determine: 
(o) direction and magnitude of force exerted by N pole of magnet at a on pole at P; (5) 
direction and magnitude of force exerted by 5 pole of magnet at 6 on pole at P; (c) 
magnitude and direction of resultant force at P, (d) field intensity in oersteds at P 

337. An N pole of 300 cgs unit pole strength is 
located at P, Fig. 337A, 16.97 cm from each of the 
two ends a and b of a bar magnet 24 cm long. The 
triangle jiPb is a right isosceles triangle. There is an 
N pole at one end of the bar magnet, and an equal 
S pole at the other end. The resultant force f 
exerted on the N pole at P is 383.5 dynes acting to the 
left and parallel to the direction of the magnet, as 
indicated. Determine magnitude of N and S poles. 
Indicate north end and south end of magnet. 

338. Two similar bar magnets each 20 cm long are pivoted together at their centers, 
Fig. 338A. The pole strength of each of the N and S poles is 600 cgs unit poles. One 
of the bar magnets is held rigidly. Determine turn¬ 
ing moment in centimeter-dynes acting on other bar. 

339. The cross section of a bar magnet 20 cm long 
is 0.5 sq cm, and the flux density at the center sec¬ 
tion is 3,000 gauss. Determine: (a) intensity of 
magnetization at each end of magnet in cgs poles 
per square centimeter; (6) number of maxwells in¬ 
tercepted by a sphere at either end, having a pole as 
center and a radius of 4 cm, the poles being considered 
point sources; (c) flux density at surface of sphere; (d) 
field intensity at surface of sphere in oersteds. 

340. The diameter of a cylindrical bar magnet 24 cm 
poles at the ends have magnitudes of 50 cgs unit poles. Determine: (a) intensity of 
magnetization in cgs unit poles per square centimeter at ends of magnet; (6) flux 
intercepted, by sphere having a pole at either end as center and a radius of 3 cm, the 

poles being considered point sources; (c) flux 
density in gauss, and field intensity in oersteds at 
surface of sphere; (d) total flux crossing center 
section of magnet; (?) force on a pole of 15 cgs unit 
poles at surface of sphere. (/) Verify (e) by 
Coulomb’s law of inverse squares. 

341. A uniform field is produced between two 
parallel polar surfaces of a magnet, the surfaces 
being 15 cm apart, Fig. 341 A. The field intensity 
is 500 oersteds. A bar magnet 10 cm long is 
inserted in this field at right angles to the lines of 
force. The two poles at the ends of the bar magnet 
are each 60 unit poles. Determine: (a) magnitude 
and direction of force acting on each pole of bar magnet; (6) turning moment acting on 
magnet in centimeter-dynes. (c) When magnet is turned 45° to direction of field, 

determine turning moment. 



m=600 



lm=600 


long is 0.5 cm, and the N and S 


T-86l5d. 




300 


4i- * 

^. 24cm .---*■! 

Fig. 337A. 





QUESTIONS AND PROBLEM8 



F io. 343 A. 


842 . A thin bar magnet 12 cm long is located in a uniform magnetic field and per¬ 
pendicular to the direction of the field. The N and S poles of themagnetareeach SO 
cgs unit pole strength. The turning lnoinent of the bar magnet is 1.152 -10* om- 
dynes. Determine (a) field intenisfcy. (5) Make a sketch indicating general appear^ 
ance of resulting magnetic field, (c) Determine t urning moment act¬ 
ing on bar magnet when direction of magnet is 60° with direction of 
uniform field. 

348 . In Fig. 343A is shown the end of a long cylindrical magnet, 

2 cm diameter. The flux density at the center section of the magnet- 
is 600 gauss. Determine: (a) intensity of magnetization at end of 
magnet; (b) pole strength in cgs unit poles; (r) field intensity in 
oersteds at point P on axis of magnet extended, 1.5 cm from end of 
magnet; (d) field intensity in oersteds when P is an infinitesimal 
distance from end of magnet at its center. 

344b With a magnet similar to that of Fig. 343.4 except that the 
diameter is 2.5 cm, the pole at P consists of 12 cgs unit N poles, and 
P is 2 cm from the center of the end surface of the magnet. The 
force on the pole at P is 573.5 dynes. Determine: (a) intensity of magnetization a on 
end of magnet; (b) total flux in maxwells at center section of magnet. 

345 . In Fig. 345A is shown an air-gap between two parallel circular pole faces, 
spaced 2 cm from each other. One pole is N, and the other is S. The diameters of 
the pole faces are 3 cm, and the intensity of magnetization 
is 60 cgs unit poles per square centimeter. Determine field 
intensity in oersteds at point P on a perpendicular to each 
pole surface at its center, point P being 0.8 cm from the N 
pole and 1.2 cm from the S pole. 

346 . A long cylindrical bar magnet has a diameter of 3 
cm, and there are 420 cgs unit poles at each end. A small 
transverse saw cut is made at the center section of the 
magnet. Determine: (a) cgs unit poles per square centi¬ 
meter on each of pole surfaces created by saw cut; (b) field 
intensity within short air-gap; (c) force exerted by one of pole 
faces on a unit cgs pole at surface of other; (rl) total pull in 
dynes and in kilograms between two pole fares. 
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347 , The diameter of a long cylindrical magnet is 3.6 cm, and the magnetic pull 
between two surfaces formed by a transverse saw cut at its center is 1,651 g. Deter¬ 
mine: (a) maxwells per square centimeter on each of pole-face surfaces at saw cut; (b) 
pole strength at ends of magnet. 

343 . It is desired to make an electromagnet of the type shown in Fig. 34RA, capable 
of holding a symmetrical armature load of 1,500 lb. The cores of the magnet are 



Fig. 348.4. 

circular in crow section. The pole faces are flat and make contact with the armature 
over their entire area. The flux density at the area of contact of poles and armature 
is to be 30,000maxwells per sq in. Determine diameter D of pole cores. 




056 


DIRECT CURRENTS 



0.48cm v.48cm 
Fig. 349 A. 


849 . In Fig. 349/4 is shown an Alnioo horseshoe magnet with a soft-iron armature 
across the poles. The poles are 0.48 by 0.64 cm each, and the flux density at the pole 
pieces in contact with the armature is 7,500 gauss. Determine 
force in kilograms necessary to remove armature. 

MKS System 

860. Two point poles, an N and an S pole, of 2 • 10~ 4 
unrationalized mks unit pole strength are spaced 10 cm apart 
in air. Determine force of attraction in: (a) newtons; (6) 
kilograms. 

861. Determine the strength of two poles in termB of 
rationalized mks unit poles which will exert the Bame force of 
attraction as that between the poles in Prob. 350, the spacing 

of 10 cm remaining unchanged. 

862 . In Fig. 333/4 assume that the three N poles at a, b, c have magnitudes of 
8 ■ 10 _B unrationalized unit pole. Determine in newtons and kilograms the resultant 
force and its direction acting on pole (a) at a; (6) at b; (c) at c. 

868. Repeat Prob. 352, assuming that the three N poles have magnitudes of 9.6 • 10~ B 
rationalised unit pole, the spacings remaining unchanged. 

864; In Fig. 336/4 the strength of the poles at a and b in unrationalized mks unit 
poles a, b is 6.00 • 10~ 8 and at P, m — 2.0 ■ 10" 8 . Determine force in newtons on 
one unrationalized mks pole at P. 

866. Repeat Prob. 354 with pole strengths in rationalized mks units, a, b ** 

7 ■ HT 1 ; and at P 9 m - 2.5 ■ 10" 7 . 

856. In Prob. 343 determine: (a) intensity of magnetization in unrationalized mks 
unit poles per square meter; (b) pole strength in mks unrationalized unit poles; (c) 
force on a unit mks pole at P in newtons; (d) force on a unit inks pole when P is an 
infinitesimal distance from the end of the magnet pole at its center. 

867 . Repeat Prob. 356, using rationalized mks poles and quantities. 


QUESTIONS ON CHAPTER VII 
Electromagnetism 

1. What are the nature and general shape of the magnetic field about a cylindrical 
conductor carrying an electric current? What relation exists between the direction of 
the current and the direction of the field produced about the conductor? 

2. How may the above relations be shown ex peri men tally? What two simple rules 
enable one to remember the relation which exists between the current direction and the 
direction of the magnetic field? 

8, The direction of the current in a conductor iB from left to right. In what direc¬ 
tion will the north end of a compass needle point if the compass needle is held over the 
conductor? If held beneath the conductor? 

4 . If two parallel conductors carry current in the same direction, state whether or 
not these conductors tend to separate or to come together. Give two reasons for the 
answer. Repeat for two conductors carrying current in opposite directions. 

5. By means of a sketch illustrate the Biot-Savart law, which gives a quantitative 
relation between the magnitude of a current and the field intensity which it produces. 

8. Show that if an element Ax of a conductor carries a current, only that component 
of Ax which is perpendicular to a line connecting Ax with a unit pole at P contributes 
to the force at P. 

7. Derive, in cgs units, the equation from which the field intensity due to a current 
in a straight conductor of finite length can be calculated. 
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fi. In Question 7 derive, in cgs units, the value of held intensity when the length of 
conductor becomes infinite. Approximately, for what ratio of length of conductor to 
the distance of the point from the conductor does the Value of field intensity equal 
essentially that for an infinitely long conductor? 

9. From the result in Question 7 derive in cgB units an expression which gives the 
work done in carrying a small magnetic pole once around a conductor carrying a cur¬ 
rent. Of what quantity is the work independent? 

10. A single loop of wire lying in the plane of the paper carries a current in a dock- 
wise direction. What effect will be noticed if a compass is placed within this loop? 
Compare the magnetic properties if this loop with those of a bar magnet. ■■ 

11. Derive the equation which gives quantitatively the field intensity at the center 
of a circular loop of wire in which there is a current. Compare this relation with the 
fundamental definition of an electric current. 

12. Derive the equation which gives quantitatively the field intensity at any point 
on a perpendicular at the center of the plane of a circular loop of wire in which there is 
current. 

18. Show how loops similar to the one of Question 10 may be combined to form a 
solenoid. 

14. State three methods whereby the polarity of the poles at the ends of a solenoid 
may be determined, provided that the direction of the current through the solenoid 
turns be known. 

15. Derive, in cgs units, the equation which gives the field intensity at the center of 
an infinitely long, straight solenoid. Compare the result obtained when the ratio of 
the length to the radius of the solenoid is moderately large, with that obtained with the 
solenoid of infinite length. 

16. Convert Eq. (138) (p. 231), which gives the Biot-Savart law in cgs units, into an 
equation employing rationalized inks units. 

17. Derive the field intensities required in Questions 7 and 8 in terms of rationalised 
mks units. 

18. Express the work required in Question 9 in terms of rationalised mks units. In 
what unit is the work expressed? 

19. Derive the field intensities required in Questions 11 and 12 in terms of rational¬ 
ized mks units. 

20. Derive the field intensity required in Question 15 in terms of rationalised mks 
units. 

21. Make a sketch showing the construction of (a) a simple solenoid with plunger; 
(6) an ironclad solenoid with plunger; (c) of (b) with stop. By means of a graph show 
the relation between the pull of the plunger and its position within the solenoid. 
Point out the effect of the ironclad feature and of the stop on the tractive pull of the 
plunger as it is drawn into the solenoid. 

22. Explain by the fundamental laws of magnetism why the plunger is drawn into a 
solenoid when there is current in the solenoid winding. State several uses of com¬ 
mercial solenoids. 

23. Describe the construction of a magnetic brake, stating any precautions which 
are taken in case of failure in the power supply. 

24. Describe the construction and operation of a typical magnetic separator. 

25. Sketch the cross section of a lifting magnet, showing the path of the magnetic 
flux. Where are such magnets used commercially, and in what way are they more 
eco nomical than the older methods of.handling material? Does the magnet itself do 
appreciable work when it is being used to handle iron and steel? 

26. What baric principle should be followed in the location of the exciting coils in 
dynamos? Sketch the cross section of the magnetic circuits in a multipolar dynamo, 
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and show the paths of the magnetic flux, including leakage. What are the disadvan¬ 
tages of magnetic leakage? Does it represent a loss of power? 

PROBLEMS ON CHAPTER VII 


Electromagnetism 

(Most problems may be solved with either cgs or inks units.) 

808. In Fig. 358A is shown a long straight conductor carrying a current of 300 amp. 
At P f a perpendicular distance of 12 cm from the axis of the conductor at 0, there is a 
point pole consisting of 10 cgs unit poles. Considering the effect only of the section 
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of the wire ao and oh, each equal to 100 cm, determine: (a) field intensity at P in 
oersteds; (6) work in ergs performed in carrying P once about conductor in circular 
path, 12 cm radius, and in opposition to force acting; (c) nmif represented by (6); (d) 
direction of force at P. 

309. Repeat (o), (6), (c), Prob. 358, with a0 = 20 cm and 0b = 50 cm. 

360. Repeat (a), (6), (c), Prob. 358, with oO = 0b - infinity. 

361. In Fig. 361A is shown a straight conductor carrying a current of 200 amp. 
Parallel to the conductor and 8 cm from its axis is a thin bar magnet nV, 20 cm long. 

« 200 a . „ b 



Fig. 361 A. 


A line from 0 perpendicular to the conductor intersects the center of the magnet. 
The strcnglh of the poles of the magnet is 10 cgs unit poles. Considering the effect 
only of the section of the wire ah t where a0 = 06 « 40 cni, determine (a) turning 
moment acting on magnet in centimeter-dynes. (6) Repeat (a) with aO -= 20 cm; 
06 = 40 cm. (c) Repeat (a) with aO — 06 =* infinity. 

362. Repeat Prob. 361 with the n' pole of the magnet 8 cm from the axis of the 
conductor and the position of the magnet radial to the conductor, the, s' pole being 
the more remote. 

363. In Fig. 363.4 are shown two parallel W'ircs A and B on crossarms, the wires 
being spaced 72 cm between centers, and each wire carrying a current of 500 amp in 
opposite directions, as indicated by the arrows. 



Fiu. 363A. 


Assuming that the conductors are infinite in length, determine: (a) field intensity 
in oersteds and its direction at point P midway between conductors; (b) field intensity 
At point P' 12 cm from conductor B and lying in plane of two conductors: (c) field 
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intensity at point P" 12 cm from conductor B in direction of conductor A and lying 
in plane of two conductors. - r; 

364 . A current of 350 amp flows around the 90° arc ab, Fig. 384A, being led in 
and out by the two wires a'a and b’b, the directions of which are radial. The radius 1 
of the arc is 15 cm, and a small S pole S of 50 cgs unit poles is located at the center 
of the arc o6. Determine direction and magnitude in grams of force acting on pole S. 
(See p. 27 for the definition of an abampere.) 



Fna. 364A. Fig. 305A. 


366. A wire, Fig. 365A, is bent into the form of a square 20 cm on a side. There 
is a current of 200 amp in the wire, being conducted by the two leads ab and cd which 
are very dose together. Determine magnitude in grams and direction of force on an 
jV pole n at center of square, n having a pole strength of 50 cgs unit poles. 

366. A wire, in Fig. 366A , is bent into the form of a rectangle 18 by 12 cm. There 
is a current of 300 amp in the wire being conducted 
by the two leads ab and cd, which are very close 
together. Determine: (a) field intensity at center 
n of rectangle; (5) force on a point N pole at n having 
a pole strength of 40 cgB unit poles. 

367. The arc flb, Fig. 364A, is extended to complete 
a circle. With a current of 300 amp determine: (a) 
field intensity at its center; ( b ) force in dynes on a 
point S pole at the center, S having a pole strength 
of 25 cgs unit poles. 

868 . A flat coil of wire 18 cm diameter consists of 12 turns of small wire bound 
closely together. There is a current of 15 amp in the coil, the leads carrying the cur¬ 
rent to and from the coil being very close together. Determine: (o) field intensity in 
oersteds at center of coil; (fe) field intensity at a point on a perpendicular to plane of 
coil at its center and 12 cm above plane of coil; (c) force acting on a small pole of 18 cgs 
unit pole strength, placed on perpendicular 6 cm above 
^ -*J g plane of coil. 

T 369 . In Fig. 369A are shown two circular coaxial coils 

fOcmR A, B, each consisting of 12 turns and having small cross 

_£_ sections. The radius of each coil is 10 cm, and the planes 

of the coils are parallel and arc spaced 12 cm. There is s 
current of 5 amp in each turn of the two coils. With the 
currents in the two coils having the same direction, deter- 
Fio. 369A. mine: (a) field intensity in oersteds at point P on common 

axis of the coils and 4 cm from plane of coil A toward coil 
B; (6) field intensity at point P* at center of coil A; (c) field intensity at point P" on, 
common axis ol coils 4 cm from plane of coil A in direction away from coil B. 

876. Repeat Prob. 369 with the currents in the two coils in opposite directions. 

371. In Fig. 371A are shown two circular coaxial coils A, B t each consisting of 15 
turns and having small cross sections. The radius of coil A is 8 cm and that of coil B 
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Fig. 366A. 



660 DIRECT CURRENTS 

is 6 cm, and the planes of the coils are parallel and are spaced 10 cm. There is a cur¬ 
rent of 75 amp in each turn of the two coils. With the currents in the two coils having 
the same direction, determine field intensity in oersteds at (a) point Pi, at center of 
coil A; (b) Pi t midway between planes of coils and on their common axis; (c) P», 4 cm 
from plane of coil A away from coil B and on common 
axis; (d) P A , 3 cm from plane of coil B in a direction away 
from coil A and on the common axis. 

872. Repeat Prob. 371 with the currents in the coils in 
opposite directions. 

878. In Prob. 372, to what value must current in coil 
B be adjusted in order that field intensity at point P t 
be zero? 

874. Assume, Fig. 371 A, that the planes and centers 
of the two cdils coincide and that the currents in the two 
coils are in opposite directions. Determine value of 
current in coil B which will make field intensity at 
point P, at center of coils, equal to zero. 

876. The diameter of a cylindrical solenoid is 6.4 cm, and the length is 120 cm. 
There arc 11 turns of No. 20 AWG enamel wire per centimeter length. There is a cur¬ 
rent of 4 amp in the winding. Determine: (a) field intensity in oersteds at the center 
of solenoid, assuming solenoid to be infinite in length; (b) flux density in maxwells per 
square centimeter, or gauss, at center of solenoid (the flux density over the center sec¬ 
tion of the solenoid is uniform); (c) flux in maxwells across center section; (d) exact 
field intensity at center of solenoid; (e) field intensity at either end of solenoid on its 
axis. 

876 . In Prob. 375 compute field intensity along axis of solenoid at the following 
distances from either end: (o) 1 cm; (b) 2 cm; (c) 3 cm; (d) 4 cm. Plot a curve with 
field intensity as ordinates and distance along solenoid as abscissas. 

877. A long straight conductor similar to that shown in Fig. 358A, but which may be 
considered as having infinite length, carries a current of 250 amp. Point P is 8 cm 
from the center of the conductor. Determine (a) in ampere-turns per meter field 
intensity at P; ( b ) work in joules in carrying a rationalized unit inks pole in a circular 
path of 8 cm radius once about conductor. 

878. In Prob. 377, determine field intensity at P in ampere-turns per meter due to 
effect of section ao — 40 cm and ob = 20 cm. 

879. Two parallel conductors similar to those of Fig. 363A, but which may be con¬ 
sidered as being infinite in length, are spaced 60 cm between centers and carry a current 
of 600 amp. Determine in ampere-turns per meter the field intensity at a point in 
plane of conductors: (a) midway between conductors; (b) 20 cm from conductor B and 
40 cm from conductor A; (c) 70 cm from conductor A and 10 cm from conductor B. 

880. Solve Prob. 366, using rationalized mks units. 

881. Solve Prob. 368, using unrationalized inks units. 

882. A long straight solenoid is wound with 10 turns per centimeter, the cross sec¬ 
tional area is 12 sq cm, and the current is 5 amp. Determine in rationalized mks units 
(a) field intensity at center; (b) field intensity at end. 

88S. Repeat Prob. 382, using unrationalized mks units. 

884. In a simple solenoid and plunger, similar to that shown in Fig. 185 (p. 240), the 
field intensity is 2,500 oersteds just at the end of the plunger, and the approximate pole 
strength at the end of the plunger is 2,820 cgs unit poles. The plunger is cylindrical, 
and the diameter of the plunger is 3 cm. Determine force on plunger in grams, the 
other end of plunger being well outside of magnetic field. 
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384 with the exeiting current in folenoia reduced 30 per cent, 
fieldmtensityand pole etrength being proportionately reduced. 

W. A solenoid Broil* to that of Prob. 384ia ironclad, and aatop of the game diam- 
B 6 is added. When the end surface of the plunger is nearly ui contact 

with the surface of the stop, the flux density between them U 3,000 guiBS. Determine 
pull in kilograms between plunger and stop. (The pull may be considered as due 
entirely to magnetised surfaces.) 

I»7; Repeat Prob. 386 with the editing current in solenoid reduced 20 per cent. 
The iron may be awuined not saturated so that the flux density decreases 
proportionately. 

If the magnetic members of a solenoid are not saturated, how does the mill on the 
plunger vary with the exciting current T 

303. The flat circular pole pieces of an electromagnet, each 4 in. diameter, are in. 
contact with each other, and a total flux of 400,000 maxwells passes from one to the 
other. Determine force in pounds necessary to separate these pole pieces. Assume 
that flux is distributed uniformly over 
pole faces. 

869 . In Fig. 389A is shown the cross 
section of a circular lifting magnet with 
its load, having an outside diameter of 
36 in. The radial thickness of the 
annular pole piece is 3.61 in., and the 
diameter of the center pole is 15.5 in. 

With a maximum flux density of 30,000 
maxwells per sq in. at surface of contact when a flat iron load is being lifted, 
determine holding force of magnet in pounds. 

890. In a lifting magnet constructed similar to that shown in Fig. 389A, the outside 
diameter of the annular pole Bhoe is 32 in., and the inner diameter iB 28.87 in. The 
diameter of the center shoe is 13.8 in. Determine flux density in maxwells per square 
inch at surfaces of pole shoes when magnet iB holding a flat iron piece with a force of 
4,000 lb. Assume uniform flux distribution over pole surfaces. 
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QUESTIONS ON CHAPTER VHI 
The Magnetic Circuit 

1. In what way does the magnetic circuit resemble the electric circuit? In what 
three respects do they differ from each other? Why cannot magnetic flux be con¬ 
fined to definite paths? In a general way, how does the accuracy obtainable in mag¬ 
netic calculations compare with that obtainable in electrical calculations? 

2. Define ampere-turns. What is the numerical relation between mmf in gilberts, 
and ampere-turns? Which is the larger unit, the gilbert or the ampere-turn? To 
what quantity in the electric circuit does mmf correspond? 

8 . Define reluctance. To what quantity in the electric circuit does it correspond? 
What is the fundamental unit of reluctance T How is permeance related to reluctance 
and to conductance? How should permeances in parallel be added? 

4 . Define permeability. To what quantity in the electric circuit does magnetic flux 
correspond? Name the cgs unit of flux; the inks unit. Define induction or flux 
density. Name the cgs unit of flux density. 

6. How is the reluctance of a magnetic path related to its length? To its cross 
section? Its permeability 7 Write the equation for reluctance. How are reluctances 
in series combined? in parallel? How are permeances in parallel combined? 
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6. In iron and steel, why is it usually necessary to represent the relation between 
magnetizing force and flux by a curve? What is the gen eral shape of the lower part of 
such curves? the upper part? What is meant by saturation? How may a perme¬ 
ability curve be obtained from a B-H curve? How does the variation of permeability 
compare with the usual variation of electrical resistance in conductors due to heating? 

7. State the simple law governing the relation which exists among flux, minf, and 
reluctance. Repeat, when there is a number of different reluctances in series. To 
what law in the electric circuit does this law correspond? 

8 . Show that in air the mrnf per centimeter is equal numerically to the field intensity 
H in oersteds and that when ^ » 1, B = H numerically. 

9. Why is a method of trial and error sometimes necessary in solving magnetic prob¬ 
lems? Show that when the flux or flux density is given and it k required to determine 
the ampere-turns, the method of trial and error is no longer necessary. 

10. On what three factors is the mmf acting on a magnetic circuit dependent? Give 
the numerical equation for ampere-turriB in centimeter units; in inch units. 

11. How are magnetization curves plotted to reduce computations to the simplest 
basis? From the magnetization curves, compare the magnetic properties of coat iron, 
silicon ate el, dynamo sheet steel, and cast steel. 

19. Indicate the method of using the magnetization curves for determining the 
ampere-turns for different parts of a magnetic circuit. Indicate the procedure for 
determining the ampere-turnB per pole in a multipolar dynamo. 

19. The mmf acting on a sample of iron is increased from zero to some definite value 
and then decreased again to zero. Plot the relation between the mmf and the flux 
density. Compare the part of the curve for increasing values of mmf with that for 
decreasing values. 

14. In Question 13 what value does the magnetic flux density reach when the 
excitation is decreased to zero? How rnuy the flux density be brought back to zero? 
Define: cycle; hysteresis loop; remanence; coercive force. 

18. Account for hysteresis loss by the domain theory. Show that hysteresis loss is 
equal to the area of the hysteresis loop multiplied by a constant. How does hysteresis 
loss per cycle vary with the maximum flux density ? What is the relation of hysteresis 
loss to frequency ? 

16. What method is used to reduce eddy-current loss in iron? How does eddy- 
current loss vary with thickness of laminations? With frequency? With flux 
density? With the resistivity of the material? 

17. Discuss the effect on hysteresis and eddy-current losses of the silicon content in 
magnetic steel. 'Why is the silicon content greater in transformer steel than in 
dynamo steel? On what general basis are core losses compared? 

16. What relation between hysteresis and eddy-current losses makes it possible to 
separate the two? Of what two quantities are core losses a function? Show that by 
making measurements at two different values of these quantities, the losses may be 
separated. 

19. Write the equation which gives the flux in unrationalized inks units. Write the 
equation which gives hysteresis loss as a function of the area of the hysteresis loop, in 
unrationalized mks units. 

20. Repeat Question 19 for rationalized mks units. 

21. What type of ferromagnetic alloy shows unusual magnetic properties, particu¬ 
larly at the lower flux densities? What is the general composition of Permalloy? 
What remarkable magnetic characteristics has it? Compare its magnetic properties 
with those of a pure iron, at both low and high flux densities. To what uses is it 
limited? 

22. Describe Perminvar, and Btate its particular magnetic property 
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98. Give the ^composition of Hipernik. What precautions are necessary in Hi 
manufacture? What particularly valuable properties has it, and what is its principal 
use? State the nature of Coupcmik. 

94. Beginning with carbon tool steel, discuss the alloys w hich were usd for per* 
manent magnets, including their properties, up to the development of the Alnico 
alloys. 

25. What metals are used in the Alnico alloys, and what are the approximate per¬ 
centages of each? How are the alloys improved by the development of a "grain 11 ? 

96. Compare the Alnico alloys with the earlier magnetic ones in the matter of rema* 
nence, coercive force, stored magnetic energy, and "energy product. 1 ’ 

97. Derive the equations by means of which the values of H m and for any par¬ 
ticular design may be determined. What is meant by a "shearing line,’ 1 and how is 
its slope determined? 

28. Show the paths of operation with changes in the air-gap, for different points on 
the demagnetization curve. Show that with improper operation demagnetization 
can readily occur. Sketch the types of demagnetization curve best adapted to short 
fixed air-gaps, for longer air-gaps which may be variable, and for devices which may be 
disassembled. 

29. Describe two methods of magnetizing permanent magnets. Why do magnets 
lose with time some of the initial magnetization? Describe two methods of 
stabilization. 

80. Describe the method by which flux may be measured by means of a ballistic 
galvanometer. Upon what three factors does the ballistic throw depend? Describe 
the means by which known values of flux are obtained. 

31. Derive the equation which gives the flux in a ring-type solenoid having a cross- 
sectional area A sq cm, a mean circumferential length l cm, and wound with n turns 
per centimeter (circumferential). Under what conditions does this equation give the 
flux within a long straight solenoid near its center? 

82. Describe the method of calibrating the ballistic galvanometer by means of a 
standard solenoid. Derive Eq. (203), (p. 288), which gives the quantity Qi discharged 
through the. galvanometer when the flux in the standard solenoid ib caused to change. 
In a similar manner derive Eq. (204) (p. 288), which gives the quantity Qt discharged 
through the galvanometer when the flux in the test specimen is changed from 4n to 
By means of these two equations derive the galvanometer constant, [Eq. (206), p. 280]. 

38. Describe the yoke method of magnetic testing. What are its advantages? 
Name two important sources of error. 

34. Describe the ring method of magnetic testing, comparing the procedure with 
that of the yoke method. State its advantages and disadvantages. 

35. Upon what well-known principle does the Kocpsel perm earn e ter operate? 
What is the form of the test specimen, and where is it placed? Describe the exciting 
coil, and give the function of the compensating coils. What is the advantage of this 
instrument as a method of testing? What errors may exist in the instrument? 

36. Make a diagram of connections used for obtaining hysteresis loops by means of 
a cathode-ray oscilloscope. Derive the equation which gives the functioning of the 
integrating circuit. What practical use is made of this method? 

PROBLEMS ON CHAPTER VIU 
The Magnetic Circuit 

(Several problems other than those specified may be solved by either inks system.) 

891. In Fig. 391 A is shown a closed-ring type of solenoid, the core being of non¬ 
magnetic material. The average diameter of the ring is 8.0 cm, and the cross-sectional 
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diameter of the ring is 0.8 cm. The winding on the ring is uniform! and there is a 
total of 1,170 turns. A current of 0.4 amp flows in the winding in the direction shown. 
Determine; (a) ampere-turns per centimeter of average 
circumference; (b) gilberts per centimeter in (a); 

(c) from (a) and (b) determine ratio of ampere-turn 
to gilbert, stating which unit is larger. Determine: 

(d) flux density in gauss; (e) flux in maxwells; (/) flux 
if nonmagnetic material is replaced by steel having 
permeability of 1,080. 

892. An air-gap 0.1 cm long is made in the steel 
ring, Prob. 391(/), by transverse saw cut. Determine: 
(a) total mmf in gilberts; (6) reluctance of steel ring; 
(c) reluctance of air-gap; (d) flux in maxwells; (e) flux 
density in gauss. Neglect fringing and leakage. 

899. In "Fig. 393A is shown an electromagnet on 
which there are four equal exciting coils A, B, C, D, 
with 6,900 turns each, the resistance of each coil being 33.0 ohms. At first, coils 
A and B are connected in series across 120-volt mains, the connection being such 
that the coils are acting in conjunction on the magnetic circuit, (a) Determine 
total ampere-turns acting on magnetic circuit, (b) Coils C and D are connected in 
series with A and B in such a way that their ampere-turns are acting in conjunction 
with those of A and B . The four coils in series are then connected across the 120-volt 
mains. Determine total ampere-turns now acting on magnetic circuit, (c) Deter¬ 
mine total power lost in exciting coils in (a) and (b), and 
find ratio of power loss in (b) to that in (a). This illus¬ 
trates the principle that by increasing the amount of 
copper and likewise the amount of iron the excitation 
loss may be reduced to almost any desired value with¬ 
out changing the ampere-turns, (d) Determine total 
mmf in gilberts, (e) Determine ampere-turns and the 
excitation loss when coils A B in scries are connected in parallel with coils CD in series, 
across 120 volts. 

894. (o) In Prob. 393(b) determine total ampere-turns when current in both pairs of 

coils, AB and CD, in series, is adjusted until heating in each coil is same as in (a), (b) 

Determine total ampere-turns when current is adjusted until total heating in Prob. 
393(b) is same as total heating in Prob. 393(e). 

895. An exciting coil, with 12,000 turns of No. 30 AWG enamel wire, is designod for 

a 120-volt circuit, the resistance being 126 ohms, (a) Determine number of turns and 
resistance of another exciting coil of same size and having same winding space factor 
(ratio of net copper section to total coil section), which is wound with No. 27 wire 
having twice the cross section of No. 30. (b) With same voltage, what is ratio of 

ampere-turns in two cases? (c) Determine heating in two cases, (d) What voltage 
should be impressed across second coil in order that ampere-turns in two cases may be 
same? (e) In order that heating may be same? 

896. Two coils A and B have 8,400 and 5,600 turns and 72 and 48 ohms resistance. 
Both coils are designed to operate at 240 volts without overheating. Both are placed 
on the same magnetic circuit. Determine ampere-turns acting on circuit with (a) 
coil A alone; (b) coil B alone; (c) coils A and B in series; (d) coils A and B in parallel. 
The voltage is 240 volts in each case, and in (c) and (d) the coils act in conjunction on 
the magnetic circuit. 

897. In Prob. 393 the average length of the Bteel circuit is 33 in., and the cross sec¬ 
tion is 7.1 aq in. The permeability of the steel 1 b 950. Each of the two pole faces has 
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on area of 36 sq iq., and the air-gap, which is uniform, hoa a length of 1.0 in, The pola 
pieces are 1 in. thick, and their reluctance can be neglected. The four cods are can-* 
nested in series across a 120 -volt supply. Determine in .centimeters and egg units (a) : 
length and cross section of sted circuit; ( 6 ) reluctance of steel circuit; (c) reluctance of 
air-gap; (d) flux in maxwells; (c) field intensity m air-gap in oersteds. Neglect flang¬ 
ing and leakage. 

39B. In Prob. 393 determine current in four coils in series which will produce a 
flux of 504,000 maxwells in the air-gap, the permeability of steel now being 700. 
ABin Prob. 397 the four coils A, B, C, D are connected in series aiding across a 120- 
volt supply, the reluctance of the pole pieces, fringing, and leakage being neglected. 

399. In Fig. 399A is shown a magnetic circuit with a 
steel core and an air-gap. The numbers give the dimen¬ 
sions in ems, and the thickness of the core into the paper 
is 7.5 cm. The air-gap may be considered as having the 
same cross-sectional area as the steel. The permeability 
of the steel is 1 , 000 . There are 3,000 turns in each of 
the exciting coils, and the current is 1.0 amp. Deter¬ 
mine: (a) reluctance of steel core, using average length; 

( 6 ) reluctance of air-gap; ( c ) flux in maxwells; (d) flux Fro, 3994 . 

density in iron and air-gap in gauss. 

400. In Prob. 399 the permeability of the steel is 800 when the flux density is 13,000 
gauss. Determine: (a) ampere-turns for steel core; (b) ampere-turns for air-gap; (c) 
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current in exciting coils. 

401. In Fig. 401A is shown a magnet the 
core of which is soft steel. The core is 6 cm 
square, the pole pieces P are 12 cm square, 
and the length of the air-gap is 1.2 cm. There 
are two exciting coils C, C, each having 2,500 
turns. The reluctances of the pole pieces 
are negligible. The mean path of the flux is 
shown by the dotted line. The core is 
operated at a flux density of 14,000 gauss, 
at which density the permeability is 650. 
Determine: (a) ampere-turns for Bteei core; ( 6 ) 
ampere-turns for air-gap; (c) exciting current; 


(d) field intensity in air-gap in gauss. Neglect fringing and leakage. 

402. At a flux density of 15,000 gauss (Prob. 401) the permeability of the steel is 450. 


Repeat (a), (5), (e), (d). 

403. In the magnetic circuit in Fig. 403A, the cross section of the iron core A,B, C is 


square, 4 cm on a side, and that of the 
iron armature D is 3 by 4 cm. The 
length of each air-gap is 1.5 mm. The 
permeability of the parts A, B, C is to be 
taken as 1,000 and that of the armature D 
as 800. Each of the two exciting coils 
has 1,500 turns, and the exciting current 
is 0.9 amp. Determine: (a) combined 
reluctance of the members A, B t C; ( 6 ) 
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reluctance of armature D; (c) reluctance 

of two air-gaps; (d) total mmf in gilberts acting on circuit; (a) total flux; (/) flux 
density in air-gap in gauss. Neglect fringing and leakage. 

404. In Prob. 403 it is desired to obtain a total flux of 150,000 maxwells in each dir- 
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gap. The increased flux density reduces the permeability of the core A, B, C to 900 
and that of the armature D to 750. Determine: (a) flux density' in core A , B, C and in 
air-gaps; (5) flux density in armature D; (r) mmf in gilberts necessary for core A, B,C ; 
(d) mmf in gilberts necessary for two air-gaps; (e) mmf in gilberts necessary for arma¬ 
ture D\ (J ) total ampere-tums; (g) 
exciting current. 

406. In Fig. 4054 is shown the core 
of an electromagnet composed of a 
semicircular portion 4, and two cores; 
and pole pieces B and C in the form of 
rectangular prisms. The dimensions 
and permeability of each portion are 
given. An exciting winding of 8 y 000 
turns is wound over the core, and the 
exciting current is 1.2 amp. Determine: 
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(a) reluctance of magnetic circuit; (b) flux and flux density in core; (c) flux density in 
air-gap. 

406. In Fig. 406A is shown an electromagnet composed of a yoke A 56 cm long and 
having a cross section of 4 by 10 cm and two cores B, each consisting of quarter rings 
having inner and outer radii of 16.5 and 

24 cm. The cross sections of the cores ^ I e ’3 crn 

are circular, 7.5 cm diameter. The two 
pole pieces are 15 cm square, and the 
air-gap is 3 cm in length. Six exciting 
coils are shown. The permeability of 
the yoke is 900, and that of the cores is 
800. The reluctance of the pole pieces 
is negligible. It is desired to produce a 
flux of 360,000 maxwells in the air-gap. 

Determine: (a) flux density in air-gap; 

(5) flux density in cores; (c) flux density 
in yoke; (d) ampere-turns for uir-gap; (e) ampere-turns for cores; (/) ampere-turns For 
yoko; ( g ) total ampere-turns. Neglect fringing and leakage. 

407. Repeat Prob. 406 for a flux of 400,000 maxwells in the air-gap. The greater 
flux density decreases the permeability of the yoke to 800 and of the. core to 720. 

408. In Fig. 403A assume that the core ie made of cast steel, the magnetic character¬ 
istics of which are given in Fig. 198 (p. 253), and that the core operates at a flux density 
of 10,000 gauss. Determine: (a) ampere-turns for core; (b) flux density in armature; 
(r) ampere-turns for armature; (d) total ampere-turns. Neglect fringing and leakage. 

409. Repeat Prob. 408 with the flux density in the core equal to 12,000 gauss. 

410. In Fig. 406A, the cores and yoke may be assumed to be made of cast steel, the 
magnetization curve of which is given in Fig. 202 (p. 258). Assume also that the cores 
operate at a flux density of 80,000 maxwells per aq in. Determine: (a) ampere-turns 
for cores; (6) flux density in yoke in maxwells per square inch; (c) ampere-turna for 
yoke; (d) flux density in air-gap; (e) ampere-tums for air-gap; (/) total ampere-turns. 
Neglect fringing and leakage. 

411. Repeat Prob. 410 with the flux density in the cores raised to 90,000 maxwells 
per sq in. 

412. Figure 4124 shows a magnetic circuit composed of two branches, which are 
similar and in parallel. The permeability of the iron is 700 throughout. The mean 
length of path in the iron core may be taken as the distance l shown on the left-hand 
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branch of the circuit, (a) Compute reluctance of each branch and total reluctance of 
circuit; A coil of 3,600 turns is placed on center core. When the excitingcu treat ii 
1.6 amp, determine: (b) flux in each air-gap; (e) flux in center core. Neglect fringing 
and leakage. 

418* In Fig. 4124, assume that the core is cast 12 cm 

steel, the magnetic characteristics of which are given 

in Mg. 108 (p. 263). The steel is operated at a ^*~***!^^ ^* * Z S4c/h 
flux density of 12,000 gauss. For the left-hand 

circuit, determine: (o) ampero-turas for air-gup; jjTIl ^ i 

(6) ampere-turns for core, using Fig. 198; (c) total a* 

ampere-turns for left-hand core; (Vi) total ampere- TS355.it 

turns of coil wound on adjacent legs of the two ‘' **** 

magnetic circuits which will produce flux density of Fig. 4124. 

12,000 gauss in both cores. 

414. In an ironclad solenoid, Fig. 4144, the reluctance of the yoke is negligible com¬ 
pared with that of the cylindrical cast-steel plunger. The diameter of the plunger is 
1.5 cm, and the net length inside the yoke is 20 cm. The magnetic characteristics of 

_ _ the plunger are given in Figs. 198 and 199 (pp. 253 

I* _ ~*1 and 254). In the exciting coil are 500 turns, and 

the exciting current is 0.5 amp. By the method of 
trial and error (Sec. 188, p. 257), determine flux 
\ltc f and flux density in plunger. 

415. Repeat Prob. 414 with the exciting current 
equal to 0.8 amp. 

416. It is desired to produce a total flux of 

Fig. 4144. 18,500 maxwel]s in the pi un g nr| Fig. 4144. Using 

the magnetisation curve, Fig. 198 (p. 253), determine exciting current. 

417. Repeat Prob. 416 for a flux of 23,000 maxwells. 

418. In Fig. 4184 is shown a ring specimen made of dynamo sheet steel, 0.014 in. 


- 20cm - 


thick, the characteristics of which are given in 
Fig. 202 (p. 258). The outside diameter of the 
ring is 6 in., the inside diameter is 5 in., and the 
gross cross section is ^ by 1 in. Because of the 
oxide on the laminations the net area of steel is 
0.9 the gross, or measured cross section. There are 
1,000 turns in the exciting winding. Using the curve, 

Fig. 202, determine ampere-turns necessary to pro¬ 
duce a flux density (in the net cross section of steel) 
of (a) 80 kilomaxwells per sq in.; (b) 90 kilomaxwells 

per sq in.; (c) 100 kilomaxwells per sq in.; (d) exciting /Vc /section • 0.9gross section 

current in (c). Fig. 4184. 

419. When the current in the winding, Prob. 418, 

is 1.9 amp, determine: (a) flux in maxwells; (t>) flux density in gauss. (Use curve, 
Fig. 202, and method of trial and error, p. 258.) 

420. If, in Fig. 4184, a transverse saw cut 0.06 in. long is made in the iron core and 
the flux density is 92 kilomaxwells per sq in. in air-gap, determine: (o) ampere-turns for 
air-gap; (b) ampere-turns for steel core; (c) exciting current. Use Fig. 202 (p. 258). 

Neglect fringing and leakage, 

421. If, in Fig. 4184, with air-gap of Prob, 420 the exciting current is 2.7 amp, 
determine: (a) flux in maxwells; (6) flux density in gauss. (Use curve, Fig, 202, p. 
258, and method of trial and error, p. 257.) 
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485. Figure 422A shows nn electromagnet conesting of the two similar east-steel 
cores A and B forming a single air-gap. The different dimensions are given. The 
cores sire 4 in. square, and the pole faces are 10 by 0 in. The air-gap is 1 in. long. 

The mmf for the pole pieces can be neglected. 
Determine ampere-turn b necessary to produce 
a flux density of 50,000 maxwells per sq in. in 
air-gap. Use magnetization curve, Fig. 202 
(p. 258). Neglect fringing and leakage. 

428. Assume in Prob. 422 that the half A is 
isolated and that the air-gap dimensions are 
6 by 6 in. The exciting coils are located in the 
same position as shown in Fig. 422A. The coils 
will of course be smaller in size since they mtist 

|«._be ^mnd about a core only 4 in. square. Using 

Fia. 422 A. the magnetization curve for cast steel, Fig. 202 

(p. 258), determine ampere-turns necessary to 
produce a flux density of 33,500 maxwells per sq in. in air-gap. Neglect fringing and 
leakage. 

424. Repeat Prob. 422 with the flux density in the gap equal to 45,000 maxwells per 
sq in. 

426. Repeat Prob. 422 with the flux density in the gap equal to 45,000 maxwells per 
sq in. and the air-gap 1.2 in. long. 

426. In Fig. 391 A, with nonmagnetic material, there are 1,170 turns, and the cur¬ 
rent is 0.4 amp. Determine in unrationalized inks units (a) minf; (b) reluctance; (c) 
flux in web ere; (d) mmf per meter; («) flux density in webers per square meter. 

427. Repeat Prob. 426 using rationalized inks units. 

428. In Fig. 391A the non-magnetic material is replaced by steel having a relative 
permeability of 1,080. There are 1,170 turns and the current is 0.4 amp. Determine 
in unrationalized inks units (a) mmf; (b) reluctance of steel; (c) flux in webers; (rf) 
flux density in webers per Bq m. 

429. Repeat Prob. 428, using rationalized inks units. 

480. In Fig. 403A, assume that the core and armature are made of cast steel, the 
magnetic characteristics of which are given in Fig. 198 (p. 253), and that this core 
operates at a flux density of 1 weber per sq m. Using the rationalized mks system, 
determine: (a) ampere-turns for core; (b) flux density in armature; (c) ampere-turns 
for armature; (d) total ampere-turns. Neglect fringing and leakage. 

481. In the ring made of dynamo sheet steel, Fig. 418A, the relative permeability of 
the steel at a flux density of 1.4 webers per sq m is 800. There are 1,000 turns in the 
winding, and the ratio of net steel to gross croBs Bection is 0.9. In unrationalized mks 
units determine exciting current at flux density of 1.4 webers per sq m. 

482. If in Fig. 418A a transverse saw cut 0.15 cm long is made at the flux density of 
1.4 webers per meter, determine in unrationalized mks units (a) amp turns for core; (b) 
amp turns for gap; (c) total amp turns. 

488. Repeat Prob. 431, using mks rationalized units. 

484. Repeat Prob. 432, using mks rationalized units. 

486 . In Fig. 435A is shown the magnetic circuit of a 2-pole dynamo. The field 
cores are of cast Bteei and are 5.0 by 5.0 in. The armature is of dynamo sheet steel and 
has a net axial length of 5.2 in. over the iron; the yoke is of cast steel, the cross section 
being 1.75 by 0 in. The other necessary dimensions are given on the figure. Using 
the magnetization curves of Fig. 202 (p. 258), determine field ampere-turns per pole 
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neceesary to produce an average flux density of 40,000 maxwells per ag in, in air-gap. 
Tlw coefficient of leakage is 1.2, that is, the flux in the pole cores and yoke is 1.2 that in 
the gap. The ampere-turns for the pole pieces 
may be neglected. 

480. Repeat Prob. 435 with an average air-gap 
density of 45,000 maxwells per sq in. 

487. Repeat Frob. 435 with an air-gap length, 
of 0.1 in. 

488. Repeat Prob. 436 with an air-gap length 
of 0.1 in. 

489. In Fig. 4394 is shown a portion of a 
6-pole 500-kw 250-volt d-o generator. Two 
complete magnetic circuits are shown, as well 
as portions of two others. The outside diam¬ 
eter of the armature is 30 in a| the radial 
thickness of the armature iron including the 
teeth is 4.5 in. f and the gross axial length of the armature is 14 in. The slots 
are 1.5 in. deep. The pole cores are 7 by 13.5 in., and the pole faces are 10 by 
13.5 in. The radial thickness of the yoke is 3 in., and the axial length » 16 in. The 
pole cores and the armature are made of dynamo Bheet-steel laminations, the magneti¬ 
zation curve for which is given in Fig. 202 (p. 258). The ratio of net to grow iron in 
the armature and the field cores is 0.92. The yoke is of rolled steel, the magnetisation 
curve of which is essentially that for cast steel in Fig. 202. 
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Fig. 4364. 



Fig. 4394. 

The general path of the useful flux 4 and the leakage flux pi is indicated. The leak¬ 
age factor, the ratio (p + pi)/p, is 1.20. In computing the ampere-turns for the pole 
cores, the ampere-turns for the pole pieces may be neglected, a length of 7 in. being 
used. The air-gap has an equivalent length of 0.3 in. When the air-gap flux is 
5.6 • 10 s maxwells, determine; (a) average flux density in air-gap; (5) flux density in 
armature laminations; (c) pole cores; (d) yoke; (e) ampere-turns for air-gap. Using 
the magnetization curves, Fig. 202, determine; (/) ampere-turns for each pole cote; (g) 
ampere-turns for yoke; (k) total ampere-turns per pole. 

440. Repeat Prob. 439 with an air-gap flux of 6.0 • 10* maxwells, 

441. Repeat Prob. 439 with an air-gap flux of 6.8 • 10* maxwells. 

448. Repeat Prob. 440 with an effective length of air-gap of 0.26 in. 

448. Repeat Prob. 441 with an effective length of airgap of 0.26 in. 
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444. A transformer core built up of silicon-steel laminations 0.0356 cm (0.014 in.) 
thick and 12 cm wide has a cross-sectional area of 144 sq cm and a volume of 12,000 cu 
cm. The core operates with an alternating flux which varies between positive and 
negative valueB of 1,293,000 maxwells at ft frequency of 60 cycles per sec. Owing to 
the oxide on the surfaces of the laminations, the ratio of the net steel to the gross cross 
section is 9 to 10. Using the data of See. 194 (p. 267) fa *= 0.001), determine: (a) ergs 
loss per cubic centimeter per cycle; (b) total loss in ergs per cycle; (c) ergs loss per 
second; (d) hysteresis power loss in watts (1 watt * 10 7 ergs per bcc). 

445. Repeat Prob. 444 with the flux equal to 1,350,000 maxwells and the frequency 
equal to 50 cycles per sec. 

446. Repeat Prob. 444 with the flux equal to 1,400,000 maxwells and the frequency 
equal to 25 cycles per sec. 

447. The volume of a transformer core, made of silicon-sheet-steel laminations 0.014 
in. thick, is 1,000 cu in., and the gross cross-sectional area is 16 sq in. The ratio of net 
iron to total core cross section is 9 to 10. Determine: (a) hysteresis loss in ergs per 
cubic inch per cycle if maximum flux density is 70,000 maxwells per sq in.; (b) hystere¬ 
sis loss in watts at a frequency of 60 cycles per sec. 

448. In Proh. 444 determine eddy-current loss in watts. The resistivity of the 
laminations is 60 rnicrohm-cm. 

449. In Probs. 447 and 448 determine eddy-current loss in watts when frequency is 
25 cycles per see. 

450 . A transformer core consists of transformer-steel laminations 0.014 m. thick, 4 
in. wide, and stacked to make a gross cross section of steel of 16 sq in. The ratio of net 
to gross steel is 0.9. The total volume of steel is 960 cu in. The resistivity of the steel 
is 60 microhm-cm. Determine eddy-current loss in watts at frequencies of 60 and of 
50 cycles per sec at a flux density of 9,000 gauss. 

451. In a transformer core of laminated silicon steel the hysteresis loss is 240 watts 
when the total flux (maximum value) is 320,000 maxwells, and the frequency is 50 
cycles per sec. Determine loss when (a) frequency is 60 cycles per sec, flux remaining 
unchanged; (b) flux is 300,000 maxwells and frequency is 50 cycles per sec; (c) flux is 
280,000 maxwells and frequency is 60 cycles per sec. 

452. In Prob, 451 the eddy-current Loss is 104 watts at 320,000 maxwells and 50 
cycles per sec. Determine eddy-current, loss under conditions of (a), (b), (c). 

469. In Table I (p. 269), the hysteresis and eddy-current loss in watts per pound for 
Allegheny "Transformer 'C' "-grade sheet steel are given as 0.658 and 0.1:14 watt per lb 
at 60 cycles per sec and 10,000 gauss. Determine these two losses at (a) 60 cycles per 
sec, 9,000 gauss; (b) 50 cycles per sec, 12,000 gauss; (c) 25 cycles per sec, 13,000 gauss. 

454. Repeat Prob. 453 for Allegheny " Dynamo-Special "-grade sheet steel, in which 
the hysteresis and eddy-current losses are 0.733 and 0.128 watt per lb. 

455. In a transformer corf; the core losses are measured at frequencies of 60 and 25 
cycles per sec and at. a flux density of 10,000 gauss and are found to be 67.5 watts and 
23.2 watts. Separate the losses, and determine at foregoing flux density: (a) hysteresis 
and eddy-current loss at 60 cycles; (b) at 25 cycles. 

458. In a transformer core the core losses at a constant flux density of 10,000 gauss 
are measured at frequencies of 60 and 25 cycles per sec and are found to be 309.5 and 
105.5 watts. Determine: (a) hysteresis loss and eddy-current loss at 60 cycles per sec; 
(b) hysteresis loss and eddy-current loss at 25 cycles per sec. 

457 . A straight air-core solenoid, 150 om long, consists of a single-layer primary 
winding of magnet wire, with 12 turns to the centimeter, and a secondary of 1,200 
turns is wound over the primary winding near the center. The inside diameter of the 
solenoid is 5.0 cm. When the primary current is 0.60 amp, determine: (a) flux density 
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fiwcondwy^ oentor pt «°l®noid; (b) total flux in maxwells; (c) cgs flux linkages with 

4M. In Prob. 457, using unrationalized mks units, determine: (a) flux deniity hi 
weben per square meter at renter of solenoid; (6j total flux in wsbera: (e) mks flux 
linkages with secondary. 

469, Repeat Prob. 458, using rationalised mks units. 

460. A secondary coil having 24 turns, and used with the yoke method and a bal- 

listic galvanometer, is connected in series with the secondary of the solenoid Of Prob. 
457. When the current of 0.60 amp in the primary of the standard solenoid is sud¬ 
denly reduced to sero by opening the switch, the ballistic deflection of the galvanom¬ 
eter is 8,5 cm. (o) Determine galvanometer constant [see Eq. (206), p. 280). (5) The 

current in the primary of th » yoke specimen iR increased from sero to 0.4 amp, and one 
section of the test specimen is withdrawn, thus reducing the flux suddenly to sero, 
practically. The correspond mg galvanometer deflection is 8.8 cm. Determine value 
of flux in specimen, (c) If the diameter of the yoke- specimen is 1 cm, determine flux 
density. 

461. In Prob. 460, the current in the yoke specimen is increased to 1.6 amp, 
decreased to sero, and then increased to 0.9 amp in the reverse direction. At t.hiw 
point, half of the specimen is again withdrawn, and the corresponding galvanometer 
deflection is 12.3 cm (reversed). Determine flux density corresponding to this value of 
current. Make a sketch of hysteresis loop indicating this point and similar one given 
in Prob. 460. 

462. The normal saturation curve of a ring specimen is being determined by the 
ring method. The cross section of the ring is 1 cm square, and the average diameter of 
the ring is 10 cm. The galvanometer of Prob. 460 is used in the measurement, the 
calibration remaining unchanged. There are 20 turns on the secondary of the ring. 
With a complete reversal of the current in the primary of the ring, the deflection of the 
galvanometer is 14 cm. Determine flux in ring for this value of current. 

QUESTIONS ON CHAPTER IX 
Self- and Mutual Inductance 

1. Describe the method of inducing an emf in a coil by thrusting a bar magnet into 
its center. Analyze the reaction which develops between the induced current and the 
inducing agent. 

2. Describe the reactions which develop when the bar magnet is withdrawn from the 
coil. Compare the direction of the induced emf with that in Question 1. Show that 
the reaction on the bar magnet is the same, whether the bar magnet is thrust into the 
coil or is withdrawn. 

8 . Give the equation for induced emf when the flux is changed by A* maxwells in 
A t sec. Repeat for instantaneous rate of change of flux with time. 

4. How is the geometrical position of the lines of induction related to the current in a 
circuit? Compare this relation with the term linkages. How may these linkages be 
calculated? With constant permeability, what is the relation of inductance to the 
flux linkages? Define inductance under these conditions, stating the unit. 

6. How does inductance vary with the turns, the permeability remaining constant? 

6 . If the flux linking a coil be made to change by altering the value of the current in 
the coil itself, show that an emf must be induced. What is the relation between the 
direction of this emf and the direction of the current in the coil? How does the 
induced emf affect the rapidity with which the current builds up to its Ohm’s law value? 

7. Give the equation for induced emf when the ourrent changes At amp in Af see. 
Repeat for instantaneous rate of change of current with time. 
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6. In Questions 3 and 7 why are the equations for induced emf preceded by a miiius 
sign? State Lens's law, showing that it is in accordance with the law of the conserva¬ 
tion of energy. 

9. Define inductance under the conditions of variable permeability. Describe a 
method for obtaining the value of the inductance under these conditions. 

10. Derive the equation which gives the rise of current as a function of time, in a 
circuit having both resistance and inductance in series. Sketch the graph which 
Bhows this relation. 

11. What is meant by the time constant of a circuit, and by what two quantities is it 
expressed? In a general way, what does it indicate as regards the circuit? What is 
the practical importance of the time lag of current due to self-inductance? 

12. Explain why current continues in an inductive circuit after this latter is short* 
circuited. Derive the equation which gives the relation of current to time. Indicate 
the value of current at the value of tin^e given by the time constant of the circuit. 

15. Comment on the following two statements: It requires power over an interval of 
time to store energy in a magnetic field. It requires no power to maintain a steady 
magnetic field. 

14. Compare the energy stored in the magnetic field with a mechanical analogue. 
Discuss the relation of thfe energy stored in the magnetic field with any expenditure of 
energy that may be necessary to maintain it. Account for the energy supplied to the 
exciting coils of electromagnets after the current reaches a steady value. How does 
stored magnetic energy vary with the current ? Give the equation for stored energy in 
terms of inductance and current. 

10. In what way does the energy of the magnetic field manifest itself when the cur¬ 
rent maintaining the field is interrupted? How can it be shown that this condition is 
not produced by the mere interruption of the current itself 7 Analyse the arcing at 
switch contacts which occurs when an inductive circuit is opened. Under what con¬ 
ditions in practice may such arcing become a menace? How may this menace be par¬ 
tially or wholly eliminated? 

16. Describe, and draw the connections of, a field-discharge switch. Derive the 
equation by means of which the emf across the field circuit can be computed in terms 
of the exciter-bus voltage and the shunting resistance. 

What personal dangers may result from opening inductive circuits? Make a wiring 
diagram showing the correct position of the voltmeter connected across an inductive 
circuit. 

17. Show, with a wiring diagram, the method of utilizing stored magnetic energy for 
ignition in automobile engines. 

18. Show that it is possible for a change of current in one coil to induce an emf in a 
second coil which is completely insulated from the first coil. Show that this is analo¬ 
gous to the production of emf by the insertion of a bar magnet into the second coil. 
What is the relation between the direction of the induced emf in the secondary when 
the primary circuit is closed and its direction when the primary circuit is opened? 
Compare the direction of the induoed current- to that of the inducing current. Upon 
what fundamental law is this relation based? 

19. State the equation which gives the emf induced in one coil by a change of cur¬ 
rent At in the other coil. Repeat for an instantaneous rate of change of current with 
respect to time. 

90. Discuss the possibility of all the flux produced by one coil, linking aU the turns of 
a second coil. Define coefficient of coupling . 

21. With unit current in one coil, to what factors is mutual inductance proportional? 
Define mutual inductance in terms of rate of change of current in one of the circuits. 

99. Discuss methods of increasing mutual inductance between circuits. Show that 
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if two elec tric ci rcuits are linked with the same magnetic circuit, themutual inductance 
■ k v£iL St where k is the coefficient of coupling and Li and In are the icif- 
inductances of the two circuits. 

SS. If the two coils in Question 22 are connected in series, show that the total induct¬ 
ance L ■ Ln + L| i 2 Ltm. 

M. Write the equation which gives the total energy stored in a magnetically 
coupled circuit. 


25. Describe methods of measuring mutual inductance by means of an a-c 
bridge. 

26. State the general effect of self-inductance on changes in the current. To what 
mechanical property is it analogous? , Give mechanical analogues of inductance; 

27. Describe the operation of the induction coil showing that it depends on mutual 
inductance. By what method is the primary current interrupted, and why is it x 
sary that this current be interrupted 7 What is the 
character of the emf induced in the secondary 7 


PROBLEMS ON CHAPTER IX 
Sell- and Mutual Inductance 





468. In Fig. 463A an N pole of a bar magnet, 
having a pole strength of 120 cgs unit poles, is 
suddenly thrust through the center of a coil having 
400 tumB. The total time required for the pole to 
pass through the coil is 0.1 sec. Determine: (a) 

direction of induced emf (in or out top section of coil); (6) average induced emf. The 
pole is withdrawn in 0.08 sec. Determine: (c) direction of induced emf [see (a)]; (d) 
average induced emf. 

464. A coil, Fig. 404A, is wound with 600 turns, and 
when the current to the coil is 4 amp, a flux * 8,000 
maxwells links the turns. Determine: (a) flux link¬ 
ages in maxwell-turns; (b) maxwell-turn flux linkages 
per ampere divided by 10 s ; (e) self-inductance of coil 
in henrys. 

465. A coil of the same dimensions as that in 
Fig. 464A is wound with twice the number of turns, 
but the wire is one-half the cross section so that the 
geometry of the coil remains unchanged. The current 

N turns? ig B till 4 amp. Determine (o), (b), (c) of Prob. 464. 

Fiq. 4644. (d) Compare these results with those of Prob, 464, 

and state the relation of inductance to turns if the magnetic reluctance is constant. 

466. In Fig. 4664 is shown a small relay magnet energised by two coils in series 
aiding, each with 400 turns. The cross section of the iron is 1 

1.8 sq cm, and there is an air-gap 1.5 mm long. The 
reluctance of the iron is negligible compared with that of the 
air gap. Neglect any fringing. When the current to the 
coils is 2.0 amp, determine: (a) reluctance of air-gap; (6) flux 
in maxwells; (c) maxwell-turn linkages; (d) inductance in 
henrys. 

in Prob. 466 the coils are connected in parallel aiding, 
and the total current to the two coils is 5.0 amp, which divides 
equally between them. Determine: (o) flux in maxwells; (6) maxwell-turn linkages 
of each coil; (c) inductance in henrys of circuit 




Fm. 4664. 
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468. In Prob. 466 it is desired that the inductance be 0.16 henry. Determine num¬ 
ber of turns for which each coil should now be wound. 

469. In a ring solenoid, Fig. 469A, the equivalent length of the nonmagnetic core is 
21 cm, and the cross section is 1.8 sq cm. The ring is 
wound with 600 turns. When the current is 0.8 amp, 
determine: (a) flux in maxwells; (b) maxwell-turn 
linkages; (c) the maxwell-tum linkages per ampere; (d) 
inductance of ring in henrys and millihenrys (1 mh — 
0.001 henry). 

470. Repeat Prob. 460 with the ring wound with 800 
turns, other quantities remaining unchanged. 

471. A ring solenoid of the same dimensions as that 
of Fig. 469A has a steel core whose permeability can be 
assumed constant at 800, and the winding has 600 turns. 
There is a transverse saw cut 0.04 cm long. The current 
is 0.05 amp. Determine: (a) flux in maxwells; (6) 

maxwell-turn linkages; (c) reluctance of iron; (d) reluctance of air-gap; (e) inductance 
in millihenrys. 

472. A ring solenoid with a core similar to that of Prob. 471 is wound with 400 turns 
and the current is 1.5 amp. The permeability remains constant at 800. Determine: 

(a) flux in maxwells; (6) maxwell-turn linkages; (c) inductance in millihenrys. 

478. A plunger-type tractive solenoid, Fig. 186 (p. 240), is wound with 2,500 turns 
of magnet wire. When the current is 4.0 amp, the net flux Linking the turns is 60,000 
maxwells. Assuming constant permeability, determine: (a) maxwell-turn linkages; 

(b) cgs linkages per ampere divided by 10 B ; (c) inductance of solenoid in henrys. (d) 
Would inductance of such a solenoid, when in operation, be constant even if permea¬ 
bility of iron remained constant? Explain. 

474. The solenoid of Prob. 478 is rewound with 5,000 turns of magnet wire having 
half the cross section of that of Prob. 473. It now operates at twice the voltage so that 
the current is 2.0 amp. Determine: (a) maxwell-turn linkages; (b) inductance in 
henrys; (c) relation of inductance to that, of Prob. 473. (Compare with number of 
turns.) 

476. The inductance of a coil having 800 turns wound on an iron core having con¬ 
stant permeability is 0.24 henry. When current is 10 amp, determine flux in max¬ 
wells, assuming that all the flux links all the 
turns. 

476. In Fig. 476A is shown a magnetic 
circuit with two similar branches with an 
exciting coil having 1,600 turns on the center 
leg. The dimension into the paper is 2 
cm. There is a transverse air-gap in each 
branch. The relative permeability of the 
magnetic material is 800 and may be assumed 
constant. The current to the exciting coil 
is 1.25 amp. Determine: (a) reluctance of 
rationalized mka units; (b) total reluctance; (c) webers linking coil; (d) inductance in 
henrys; (e) stored energy in joules. 

477. A coil of 1,200 turns links a magnetic circuit, and when the current is 4.0 amp 
the flux is 5 - 10~ a weber. Determine: (a) inductance; (b) number of turns which it ib 
necessary to add to make inductance 2.0 henryi 

478. The two exciting coils of a bipolar dynamo are wound with 2,000 turns each. 
When the exciting current is 0.75 amp, the flux crowing each air-gap is 0.03 weber. 



each branch of magnetic circuit in 






QUESTIONS AND PROBLEMS 

average emf induced bvch^linfl..^ 1 < ‘l« ner B r “ !■">-*■«*«■ «^4i »■ 
178 . j n . 4 _ i y “J® 6 m flux linkages when circuit ie opened in O.OSsec. 

rent is 0 5 antn /h n ^ 3 '°°° turn * *** P^and when the exoitingour- 

2 «oi tL“ P ’ h , r Ka f flux 18 0 0135 weber - The coefficient of leakage ja 1.26 (p 
afc.1- Determine: <«) weber. linking each field coil; (6) weber-tum lffikeL J^w 
(c) total weber-turn linkages; (d) self-inductance of field circuit, neglecting any chaLe 

e) t 9 tor i;r, r f- v in iou,w ' w eni f uXsrsSss 

change of flux lmkages if field u opened in 0.1 sec. y 

e ith 500 turas - T** Nation of the flux linking these 

® e CUr,e ." t 18 g,ver fe y Kg. 229(6) (p. 306). Determine eelfdndueUnce of 

n 8 “!?. k j ““ tlng , CUrr “ t “ (o) 1 8 amp - : (b) 2 5 “»P (see Bee. 218, p. 304). (c) 

ft) ifT!T , ? ' 1Ced 6m f m (o) * lf rurrant “ increasing at rate of 120 amp per sec; (d) in 

0 96 W^VircT 81 " 8a \r of30arap9ec - (Thevalueof <**/<*St 1.5ample 
0.86 10 s and at 2.6 amp is 4.8 . 10« maxwells per amp.) 

481. The accompanying data give the relation of flux to exciting current in a sole¬ 
noid circuit m Which there are 1,000 turns in the exciting winding. Determine induct- 


Amp. 

0 

0.4 

0.0 

0.8 

1.1 

1.4 1.7 

2 0 

2.2 

2 4 

Kilomaxwells. 

0 

23.0 

33.2 

42.5 

54.0 

64.0J 71.0 

76.8 

70.8 

82.0 


once when current (a) varies from 0 to 0.5 amp (straight part of curve); (ft) equals 1.0 
amp; (c) equals 1.6 amp; (d) equals 2.2 amp. When current is increasing at rate of 120 
amp per sec, determine induced emf (e) in (a); (J) in (ft); (g) in (c). ( h ) Determine 
induced emf in ( d ) when current is increasing at rate of 150 amp per sec. (t) In ( a ) and 
(6) determine rate at which flux i'h changing with respect to current. 

482. A circuit consisting of a resistor of 15 ohms in series with 0.60-henry inductance 
is connected suddenly across a constant 120-volt source. Determine: (a) equation 
giving current as a function of time, and plot: (ft) time constant of circuit; ( c ) current at 
time (6); (d) current when time is 0.08 sec; (e) rate at which current is increasing at 
time (6); (/) rate at which current is increasing at time (d). 

488. In Prob. 482, determine energy stored in magnetic field when current is (o) 3 
amp; (6) 6 amp; (r) when current reaches its steady-state value, (d) Determine rate 
of increase of current at instant of closing circuit. 

484. The resistance of a telephone relay, which operates at 24 volts* is 750 ohms, and 
its inductance is 8.6 henrys. Determine: (a) equation giving current (in milliamperes) 
as a function of time, and plot; (ft) time constant of circuit; (c) rate at which current 
increases at instant of closing circuit; (d) rate of increase of current at 0.04 sec. (/) 
If it requires 28 ina to start moving the relay armature, determine time delay after 
circuit is dostni. 

465. The armature of a relay in a 240-volt circuit is not actuated until the current 
reaches 0.360 amp. It is desired that the relay clow* 0.005 sec after the relay circuit is 
dosed. The resistance of the relay is 400 ohms, and its inductance is 2.0 henrys. 
Determine resistance of resistor which must, be inserted in series with relay. 

486. The inductance of the field of a synchronous generator is 6 henrys, and the total 
field resistance is 30 ohms. When field is connected across a constant 240-volt source, 
determine: (a) equation of current, and plot; (ft) energy stored in magnetic Add at 
value of time corresponding to time constant of circuit; (e) power loss in resistance in 
(ft); (d) rate of increase of current at instant of closing circuit; (a) rate of increase of 
current when time is equal to time constant. 
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407 . The circuit of Prob. 482 is suddenly short-circuited after the current has 
attained its steady-state value. Determine: (a) equation of current as a function of 
time; ( 6 ) rate at which the current begins to decrease; (c) current at instant corre¬ 
sponding to time constant of circuit; (d) energy stored in magnetic field in (c); (e) cur¬ 
rent when t - 0.06 sec; (/) power lost in resistance and supplied by magnetic 
field in (e). 

488. With the current equal to the steady-state value, tbe field of the synchro¬ 
nous generator, Prob. 486, is disconnected from the power source and is simultaneously 
connected in series with a field-discharge resistor of 30 ohms (see Fig. 233, p. 312). 
Determine: (a) initial value of field and resistor current; (b) initial value of voltage 
across field winding, and resistor; (c) equation of current; (d) rate at which current is 
diminishing at 0.06 sec; (e) energy in magnetic field at time in (d). 

489. In Prob. 466, it is desired that the emf across the field shall not exceed 600 
volts. Determine: (a) resistance of field-discharge resistor; (b) initial field current at 
instant of opening field switch; (c) magnetic energy in field in (b); (d) equation of field 
current as function of time; (e) magnetic energy stored in field when time equals time 
constant; (f) power lost in field circuit at time in (e). 

490. A series circuit, in which the resistance is 26 ohms and the inductance is 1 
henry, is connected momentarily across a 120-volt supply. At the end of 0.05 sec, the 
circuit becomes Bhort-circuited. Determine: (a) value of current at instant of short 
circuit; (b) energy stored in magnetic field at this instant; (c) equation of current as 
function of time, (d) From (c), plot current as a function of time until current has 

nearly reached its zero value. At instant 
of short circuit determine rate in amperes 
per second at which current (e) is increas¬ 
ing; (/) begins to decrease. 

491. Two coils A and B, in air, Fig. 
491 A, are insulated electrically but are so 
placed that 70 per cent of the flux pro¬ 
duced by one of tbe coils links the other. 
In coil A there are 300 turns, and in coil B 
there are 260 turns. When the current in 
coil A is 1.6 amp, 100,000 maxwells link 
the coil. Determine: (a) coefficient of 
coupling of two circuits; (b) maxwells 
which link coil B. When circuit to coil 
A is opened in 0.05 sec, determine: (c) 
emf induced in coil A; (d) emf induced in coil B. 

492. In Prob. 491, when the current in coil B is 1.8 amp, the same flux which was 
caused to link coil A by 1.5 amp now links coil B . When the circuit to JS is opened in 
0.08 sec, determine emf induced in (a) coil B\ (b) coil A. 

493. In Probs. 491, 492, determine Belf-inductance in henrys of (o) coil A; (b) coil B. 
(c) Determine mutual inductance in henrys of coils A and B , based on the definition 
emf induced in one circuit per unit rate of variation of the current in the other (see p. 316). 
id) Verify (c) by Eq. 238 (p. 316). 

494. Repeat Prob. 493 with coils A and B moved farther apart, so that the coeffi¬ 
cient of coupling is now 0.60. 

498. In Prob. 491 with 1.5 amp in coil A and 1.8 amp in coil B and the coils con¬ 
nected so that they produce flux in the same direction, determine magnetic energy (a) 
in coil A alone; (b) in coil B alone; (c) due to coupling; (d) of total coupled system. 

499. Repeat Prob. 495 for the conditions of Prob. 494. 

497. Coils A and B of Prob. 491 are now linked magnetically by an iron core, Fig. 
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4&7A, so that praelacallyall the flux of one links with the other. One-tenth amperein 
■ now Produces 1^)0,000 maxwells in the joint magnetic circuit. Determine: (a) 
amperes m coil B which will produce this same flux; (b) self-inductance of oa& At to 
self-inductance of coU B; (d) mutual in- ’ ' 

ductance; (e) total magnetic energy of 
coupled system with coils aiding when cur¬ 
rent is 1.0 amp in coil A and 2.0 amp in 
coil B] (/) (e) with coils opposing. 

Assume that permeability of magnetic core 
is constant. 

498. In Prob. 497, if current of O.ramp 
in coil A is interrupted in 0.04 sec, deter¬ 
mine (a) average emf induced in coil B, If 
a current of 0.2 amp in coil B is interrupted 
in 0.02 sec, determine (6) emf induced in 
coil A. Determine total stored energy of 



coupled system with the foregoing values of current with coils (c) aiding; (d) opposing. 

499. In Prob. 498 determine: (a) time in which current in coil A must .be interrupted 
in order to induce 10 volts in coil B ; (b) time in which current of 0.2 amp in coil B must 
be interrupted in order to induce 15 volts in coil A. 

BOO. In Fig. 497A the coils A and B are connected in series aiding. Determine: (a) 
self-inductance of entire circuit; (b) stored energy in magnetic field when current is 0.2 


amp, using both Eq. (232) (p. 311) and Eq. (249) (p. 319). 

501. Repeat Prob. 500 with the two coils connected in series opposition. 

502. Two coils A and B are on the same magnetic circuit. There are 600 turns 
in coil A and 400 turns in coil B. A current of 1 amp in coil A produces 120,000 
maxwells in coil A. The coefficient of coupling of the two coils is 0.80. Determine: 

(a) flux produced in coil B by 1 amp in coil A ; (6) self-inductance of A and of B; (c) 
mutual inductance of A and B- (d) total self-inductance with two coils connected in 
series aiding. The reluctance of the magnetic circuit remains constant. 

505. In Prob. 502, compute: (a) self-inductance of two coils in series opposing; (5) 
stored energy in (a) with current equal to 1.5 amp; (c) stored energy with coils in series 
aiding, current equal to 1.5 amp. 

504. Two coils A and B are on the same magnetic circuit. The inductance of coil A 
alone is measured and is found to be 0.6 henry; the inductance of coil B is likewise 
found to be 0.320 henry. The inductance of the two coils in series aiding is then meas¬ 
ured and is found to be 1.314 henrys. Determine: (a) mutual inductance of coils; 

(b) coefficient of coupling. 

505. Two coils C and D are on the same magnetic circuit. The inductance of the 
two in series aiding is first measured and found to be 0.7764 henry; the inductance of 
the two in series opposing is found to be 0.0236 henry. Determine: (a) mutual induct¬ 
ance; (5) self-inductance of coil C if that of D is 0.16 henry; (c) coefficient of coupling. 


QUESTIONS ON CHAPTER X 
Electrostatics: Capacitance 

1 . According to modern electron theory, under what conditions is an atom electri¬ 
cally neutral? When does the atom become positively charged? When does matter 
become negatively charged? 

2. Compare the dynamic electric circuit and associated electron phenomena with 
the static condition of electricity. Also compare dynamic electrioity with static elec¬ 
tricity, stating why the two sometimes appear to be different in their nature. 
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8 . If two insulated conducting bodies near each other are connected to the terminals 
of an influence machine, upon what portions of the bodies will the density of charge be 
greatest? 

4. State Coulomb's law, and express it by an equation. Define a unit cgs charge. 

5. State the three systems of units that are in general uae in electrostatics. Com¬ 
pare the capacitivity of evacuated space in the three Bystems. What is the unit of 
force in each system? 

0. What effect does an electric charge produce in the surrounding medium? Com¬ 
pare this condition with that surrounding a magnet. Define an electrostatic field, and 
state any evidence that shows its existence. Define a "tube of force.” 

7. Compare the dielectric field with current; with magnetic lines of force; with mag¬ 
netic lines of induction. Show that dielectric lines must be normal to a conducting 
surface where they enter or leave such a surface. State three laws which govern the 
configuration of a dielectric field of force. 

B. If a positive charge is brought into the neighborhood of an insulated and 
uncharged conducting body, what phenomenon occurs? What is the relation of the 
induced charge to the inducing charge? State the laws relating to induced charges. 
Distinguish between free and bound charges. How may it be shown experimentally 
that free and bound charges behave differently? 

9. Why must a positive charge on nil isolated sphere reside on the surface and be 
uniformly distributed over it? Prove by two methods that a charge distributed uni¬ 
formly over the surface of a sphere behaves, so far as its external effects are concerned, 
as if the charge were concentrated at the center of the sphere. 

10. Define electrostatic field intensity. To what magnetic quantity does it corre¬ 
spond? In the cgs system what is the relation between field intensity and flux den¬ 
sity? Show that 4a- lines of force leave or enter each unit charge. 

11. State Gauss’ theorem, and derive the proof. 

12. Define potential difference in terms of field intensity and unit charge. What is 
meant by the "integral of field intensity”? 

13. Distinguish between the dielectric properties and the insulating properties of a 
medium. In what one important respect do dielectric lines differ from current and 
magnetic lines? Give examples of excellent insulators and of excellent dielectrics. 
In what terms is dielectric strength measured? Discuss the probable mechanism of 
dielectric rupture according to modern electron theory. 

14. What is the usual effect of inserting a dielectric other than air between the elec¬ 
trodes of a capacitor? What is capacitivity, and to what magnetic property is it 
analogous? What is the capacitivity of glass? Of mica? Of rubber? For a given 
number of dielectric lines, how does the field intensity in a dielectric vary with the 
capacitivity? 

15. Define a capacitor. What is the effect of applying voltage to a capacitor? 
Define capacitance. What is the order of magnitude of the time required to charge a 
capacitor directly from a d-c source? Why does the current cease? 

16. How can it be shown that electricity is actually stored in a capacitor? How 
does the quantity which can be stored in a capacitor vary with the voltage? What 
simple relation does this give among charge, capacitance, and voltage? State the 
equation, written in three different ways, which gives the relation among charge, 
capacitance, and voltage. 

17. What is the practical unit of capacitance ? Why is the microfarad commonlj' 
used as a unit? Under what conditions is the micromierofarad also used os a unit? 
Define elaatance, stating the unit. 

18. Determine the equivalent capacitance of capacitors in parallel. To what rela¬ 
tion among conductances in the electric circuit is this analogous? > 
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b Determine tbe equivalent capacitance of capacitors in series. What is therels- 
tio n among the electric charges on a number of capacitors in series? To what equa¬ 
tion in the electric circuit is the equation relating to the equivalent capacitance of 
capacitors in serios similar? 

20. Derive the relation among the voltages across a number of capacitors in series, if 
the individual capacitances are known. Are these voltage relations dependent on. the 
insulating properties of the dielectrics? In the case of leaky capacitors, on what docs 
the ultimate voltage distribution depend? 

21. Show that the field intensity between charged parallel electrodes is 4*v dynes 
per unit charge provided that the distance between the electrodes is Bmall compared 
with their dimensions, a is the density of charge on the electrodes in esu per square 
centimeter. How many dielectric lines leave each square centimeter of each elec¬ 
trode? In a dielectric whose capacitivity is unity, what is the relation of field, 
intensity E and flux density D? 

22. Show that the force of attraction between charged parallel electrodes close 
together is 2mr*A dynes. 

23. How may it be shown that energy is stored in a capacitor? Outline the pro¬ 
cedure by which it may be proved that the stored energy in a parallel-electrode capaci¬ 
tor is q x /2C ergs, where q is the charge in statcoulombs or esu and C is the capacitance 
in statfarads. Prove that the same equation holdB when an additional charge is given 
to the capacitor. 

24. How does stored energy vary with the voltage of a capacitor? Express the 
stored energy in terms of voltage and charge. Derive the expression which gives the 
stored energy per cubic centimeter as a function of the field intensity and the capaci¬ 
tivity of the dielectric. 

25. Outline the procedure which is used in calculating the capacitance of a capaci¬ 
tor. Show that an electrostatic field cannot exist within a region totally enclosed by a 
conducting body provided that there is no charge within the region. 

26. Derive the equation which gives the capacitance of a parallel-electrode capaci¬ 
tor. Upon what factors does the capacitance depend? What is the effect on the 
capacitance of changing the area of the electrodes? Of decreasing the distance 
between them? Of substituting hard rubber or glass for air? Show that the expres¬ 
sion differs from the correct value when two simple electrodes alone are used. 

27. Prove that, the force exerted by a straight, infinitely long charged filament on a 
unit charge, h cm from the filament, is 2q/h dynes, where q is the esu per centimeter 
length. 

28. From the relation in Question 27, derive the expression which gives the capaci¬ 
tance of cylindrical capacitors. How docs the capacitance vary with the length of 
cylinder? The radius of the outer cylinder? The radius of the inner cylinder? 
State a common use of this type of capacitor. 

29. Derive the equation for the capacitance of concentric spherical capacitors. 
Show that the capacitance of an isolated sphere in statfarads 1 b equal to its radius in 
centimeters. What is the approximate capacitance in microfarads of the earth as an 
isolated sphere? 

SO. From the relation in Question 27 prove that the capacitance of two parallel cyl¬ 
inders is \j ^4 log, ^ 7 -^) statfarads per cm. 

Unratlonalized MCS System 

81* Given that the permeability of evacuated space, is equal to 10~\ show that in 
the vnraHonaliztd mks system the capacitivity «, of evacuated space is 1.113 ■ 10-“, 
Give Coulorab'B law in the unrationalised system. 
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SL Show that 4 t electrostatic linos leave each anit positive charge. Also show 
that the flux density D — m*E, where * is the relative capacitivity and B is the fidd 
intensity. 

Derive the equations for the following: 

S3. Capacitance in farads of a parallel-electrode capacitor. 

84 . Field intensity due to a long straight filament with a charge of q coulombs per m. 

85 . Capacitance in farads per meter of a coaxial cylindrical capacitor. 

88 . Capacitance in farads of a concentric spherical capacitor. 

87 . Capacitance in farads per meter of a parallel-cylinder capacitor. 

Rationalized MKS System 

88 . Given that a,', the permeability of evacuated space, is equal to 4 r • 10~ 7 , show 
that in the rationalized mks system the capacitivity of evacuated space is 
8.854 ■ 10-“. 

89 . Derive Coulomb's law, and show that the field intensity E *■ D/( where D 
is the displacement. 

Derive the equations for the following: 

40 . Capacitance in farads of a parallel-electrode capacitor. 

41 . Field intensity due to a long straight filament with a charge of q coulombs per m. 

48 . Capacitance in farads per meter of a coaxial cylindrical capacitor. 

43 . Capacitance in farads of a concentric spherical capacitor. 

44 . Capacitance in farads per meter of a parallel-cylinder capacitor. 

46 . A capacitor C is suddenly connected across a source of constant voltage E, 
What is the theoretical instantaneous value of current? Explain. If a resistor of 
resistance R is connected in series with the capacitor, what is the current /„ at the 
instant of closing the circuit? Explain. 

46 . Derive the equation which gives the current i to a capacitor of capacitance C in 
series with a resistor of resistance A as a function of time t. Sketch and discuss this 
current function. 

47 . In Question 46 derive the equation for the quantity q in the capacitor. Sketch 
and discuss the function. 

48 . In Questions 46 and 47 determine the time constant. Discuss its significance 
with respect to current and to quantity during the time of charge. 

48 . A charged capacitor of C farads at emf E 0 is discharged through a resistor of 
resistance R. Derive the equation of current as a function of time. Sketch and dis¬ 
cuss the function. 

50 . Describe the constitution of a simple type of gaaeouB atom according to modern 
electron theory. Describe the mechanism by which ionB are produced by collision. 
What iB meant by ionization ? State the properties of ionized air. What is meant by 
corona? Sketch an arrangement of electrodes which will permit a high degree of ioni¬ 
zation in the surrounding air at one electrode without producing a complete rupture of 
the air. 

51. What two methods are commonly employed in the measurement of capaci¬ 
tance? On what fact does the ballistic galvanometer method depend? What rela¬ 
tion exists between the quantity passing through the galvanometer and.its maximum 
balhatic throw? 

Should the measurement be made on cAarpe or on discharge? Explain. How is the 
galvanometer calibrated? 
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8S* Describe theTwidge method of oapacitanoe measurement. Compare it frith the 
Wheatstone-bridge method of resistance measurement. How does the bridge formal* 
for capacitance differ from the formula employed when resistance is measured? What 
is the source of power and what simple detector is used in the capacitance bridge? 

ML How may a disconnection in a cable be located? On what principle does this 
method of measurement depend? la this method applicable if the fault is grounded? 


PROBLEMS ON CHAPTER X 


Electrostatics; Capacitance 

BOB. Each of two small spheres, spaced 15 cm between centers in air, has a charge 
of 5 eeu (statcoulombs), one charge being positive and the other negative. Deter¬ 
mine: (a) force in dynes acting between two spheres; (6) force acting between the 
spheres when they are immersed in oil, having a relative capacitivity of 2.5; (c) direc¬ 
tion of force in (a) and (6). The distance between spheres and the charges remain 
unaltered. 

In this problem, as well as in those which follow, the charges may be assumed to 
act as if concentrated at the centers of the spheres. 

607. The charges on two small spheres, A and B, each having a radius of 1 cm, 
spaced 12 cm between centers in air, are 4 and 6 positive esu. Determine: (a) force 
in dynes between the spheres; (b) force in dynes on these spheres when immersed in 
oil, the relative capacitivity of which is 3.0; ( c ) direction of force in (a) and (b); 
(d) total electric flux leaving each sphere when in air and when in oil. 

508. In Prob. 507, determine field intensity on a line connecting the centers of the 
two spheres at (a) surface of sphere A; (b) surface oi sphere B. 

609. Two spheres, each 1 cm radius, arc 

spaced 12 cm between centera in air, Fig. Item-— -H h—fcm R 

509A. One is given a positive charge, the JrR. i ^ i_-ffi 

other a negative charge of 8 statcoulombs. z . 0 V m j-s 

Determine: (a) force in dynes between y 

spheres; (b) dielectric flux leaving or enter- \ y 

ing each; field intensity (c) at point a; (d) p 

at point b; (e) field intensity at point 0 Yiq. 509 A. 

midway between centers of spheres; (/) 

field intensity at point c on the line joining the centers of the spheres, 4 cm from the 
center of left-hand sphere; (?) field intensity at point P. 

610. Two small spheres in air are spaced 16 cm between centers. . There is a charge 
of +12 esu on one sphere, and the force of attraction between the spheres is1,6 dynes. 
Determine: (a) magnitude and sign of charge on second sphere; (b) force in dynes 
on a unit charge placed on Hne joining their centers and midway between them. 

611. Two small Bpheres A and B in air, each of radius 0.5 cm, are charged with 
+8 and -12 esu. The force between them is 0.375 dyne. Determine: (a) distance 
in centimeters between centers of spheres; (b) number of electric lines leaving sphere 
A; (e) entering sphere B; (d) field intensity at surface of sphere A, on line joining 
centers of two spheres; (e) of Bphere B; (/) force on a unit positive charge at mid¬ 
point of line joining centers of two spheres. 

612. Repeat Prob. 511 with the spheres immersed in oil, the relative capacitivity 
of which is 2.5. The charges on the spheres remain unchanged. 

616. In a concentric spherical capacitor similar to that shown in Fig. 261 (p- 348) 
the radius of the inner sphere is 3 cm, and the inside radius of the outer spherical 
shell is 8 cm. There are 150.8 eleetric lines leaving the inner sphere A to the outer 
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sphere B. The dielectric is sir. Determine: (a) charge in esu on inner sphere; 
(b) number of lines per square centimeter at surface of inner sphere A ; (c) field inten¬ 
sity at surface of inner sphere; (d) number of lines per square centimeter at inner 
surface of outer spherical shell B; (e) field intensity midway between spherical sur¬ 
faces. (/) State law of variation of density of dielectric lines with respect to distance 
from center of inner sphere. 

514. A capacitor, the capacitance of which is 50 af, is connected across a 200-volt 
source. Determine: (a) charge in coulombs; (6) charge when 320 volts is impressed 
across capacitor; (c) current in each case when capacitor is charged for 0.2 boc at 
constant rate; (d) total energy in each case. 

616. The capacitance of a capacitor is 36 /if. Determine: (a) its emf when its 
charge is 9,000 microcoulombs; (b) value to which charge must be increased to make 
emf equal to 400 volts; (c) stored energy in (a) and (6). 

616. A capacitor of 50 /if capacitance is charged at a uniform rate by a current of 
0.001 amp. Determine: (a) Lime this current must continue to raise emf of capacitor 
to 300 volts; (b) stored energy at time in (a). 

517. A capacitor is charged by a steady current of 0.0012 amp for 25 sec, at which 
time its emf is 600 volts. Determine; (a) capacitance of capacitor; (b) stored energy. 

518. The capurritors used with an impulse, or “lightning," generator are 0.2 /if each, 
and each capacitor is charged to 60,000 volts before discharging to give the lightning 
stroke. The charging current to each capacitor is essentially constant at 0.30 amp. 
Determine: (a) seconds required to charge each capacitor; (b) energy stored in each 
capacitor. 

519. An air capacitor consists of three equidistant parallel electrodes, the two outer 
electrodes being connected together to form one electrode, and the center electrode 
forming the other electrode [see Fig. 258(b), p. 3451. The capacitance of the capacitor 
is 0.00036 /if- An emf of 600 volts is applied to its terminals. The source of emf is 
then removed and the capacitor immersed in transit oil, the capacitivity of which is 
3.2. Determine: (a) charge with air as dielectric; (b) stored energy with air as dielec¬ 
tric; (r) charge with oil as dielectric: ( d ) emf with oil as dielectric; (e) stored energy 
with oil as dielectric. Assume no leakage of charge. 

620. The voltage of GOO volts applied to the capacitor, Prob. 519, is unchanged 
after the capacitor is immersed in the transil oil. Determine: (a) charge when 
immersed in oil; (b) stored energy in (a). While the capacitor is in the oil, the volt¬ 
age source is disconnected and the capacitor is removed from the oil. With air now 
as the dielectric, determine: (c) charge; (d) voltage; (c) stored energy. Assume no 
leakage of charge. 

621. The charges taken by four capacitors when they are connected in parallel 
across 240 volts are 2,380, 2,400, 5,760, 4,320 microcoulombs. Determine: (a) equiv¬ 
alent capacitance of combination; (b) energy stored in each capacitor; (c) total 
stored energy. 

622. A capacitor A of 20 /if capacitance is charged at 600 volts. The voltage 
supply iB then disconnected, being replaced by a capacitor B of 16 /if capacitance. 
Determine: (a) resulting charge in each capacitor; (b) voltage of system; (c) initial 
energy in A ; (d) ultimate energy with A and B in parallel; (e) account for the differ¬ 
ence in energy between (c) and (d). 

623. A capacitor A of 50 /if capacitance is connected across 600 volts. The volt¬ 
age supply is removed, and the capacitor is then connected across three uncharged 
capacitors B , C\ D in parallel. The charges are 4,000, 6,000, and 8,000 microcoulombs. 
Determine: (a) capacitance of B, C, D; (b) voltage across parallel combination; (c) 
energy initially stored in A ; (d) energy stored in A, B, C, D in parallel; (e) account 
for the difference in energy between (c) and (d). 
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584 . Three capacitors, of capacitances lfl, 24, 30 /if, are charged to 200, 240, 400 
volts. They are then connected in parallel with terminals of like polarity together. 
Determine: (a) voltage across parallel combination; (b) total initial energy stored in 
three capacitors; (c) energy when in parallel, (d) Account for the differencebetween 
(6) and (c). 

526. The three capacitors, Prob. 524, are now separated and recharged to theinitial 
potentials of 200, 240, 400 volts. They are then connected again in parallel with 
terminals of like polarity together but with a fourth uncharged capacitor connected in 
parallel with the system. The voltage of the system is now 232.0 volts. Determine: 

(a) capacitance of fourth capacitor; (6) total initial energy stored in three capacitors; 
(c) energy of parallel system, (d) Account for the difference between (b) and (c). 

626. After the three capacitors of Prob. 524 are charged to their respective volt¬ 
ages, they are again connected in parallel with the polarity of the 10-/if capacitor, 
the reverse of the other two. Determine: (a) voltage across parallel combination; 

(b) total initial energy stored in three capacitors; (c) energy when in parallel, (d) 
Account for the difference between (b) and («). 

527. Three capacitors, of capacitance 8 , 10, 12 pf, are connected in series across a 
120-volt source. Determine: (o) single capacitance which will replace the three; 

(b) voltage across each; (c) energy stored in each. The three capacitors, without 
loss of charge, are disconnected and then connected in parallel, with electrodes of like 
polarity together. Determine: (d) total charge of parallel combination; (e) charge on 
each capacitor; (/) voltage across parallel combination; ( g ) energy stored in (/). 

528. Repeat (d), (e), (/), (g), Prob. 527, with the polarity of the 8-/if capacitor 
reversed. 

529. Four capacitors, of capacitance 20, 24, 36, 40 /if, are connected in series, and 
240 volts is impressed across the four. Determine: (a) charge on each; (b) voltage 
across each; (c) energy stored in system. The four capacitors while still charged are 
disconnected and connected in parallel. The last three are connected with terminals 
of like polarity together, and the 20-/if capacitor is connected in parallel with them, 
but with its positive terminal to their negative terminal. Determine: (d) net charge 
on entire parallel combination (c) charge on each capacitor; (f) voltage of parallel 
combination; (g) total stored energy, (b) Account for difference between (c) and (g). 

550. When four capacitors are connected in series across a 240-volt source, their 
voltages are 30, 50, 60, 100 volts and the charge on each is 1,800 micro coulombs. 
Determine: (a) capacitance of each; (b) capacitance of series combination; (c) total 
stored energy. The four capacitors are disconnected in the charged condition and 
are then connected in parallel, the last three with terminals of like polarity together 
and the 30 pf with reversed polarity. Determine: (d) voltage of parallel combination; 
(e) charge on each capacitor; (/) stored energy. 

531. A parallel-electrode capacitor consists of two flat circular electrodes 50 cm 
diameter and spaced 0.4 cm in air, The churgc on each electrode is 750 esu. Deter¬ 
mine: (a) total dielectric lines leaving or entering each electrode; (b) density in lines 
per square centimeter at each electrode; (c) field intensity between electrodes; (d) 
work in ergs done in carrying a unit charge from one electrode to other; (e) force of 
attraction in dynes acting between the electrodes; (/) stored energy in ergs per cubic 
centimeter. Neglect effect of leakage flux and fringing. * 

582. In a capacitor identical with that of Prob. 531, except that the electrodes 
are spaced 0.50 cm, the mutual force of attraction between the electrodes is 5.0 dynes. 
Determine: (a) density of charge on each electrode; (b) total charge on each electrode; 

(c) field intensity between electrodes; (d) work done if two electrodes are allowed to 
move 0.20 cm nearer each other; (e) Btored energy in ergs per cubic centimeter. The 
electrodes are perfectly insulated. 
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189. Repeat Prob. 532, with the capacitor electrodes immersed in oil, the capaci- 

__ tivity of which is 2.8. The mutual force of attraction 

| ^ is now 2.0 dynes. 

j 554. A 6 -/if and a 10-/if capacitor, connected in 

2S0¥ I * | parallel, are in series with a 12 -jjf capacitor, Fig. 534A. 

: EjaJO&f The combination is then connected across a 250-volt 

1 1> 1 source. Determine: (a) charge in each capacitor; 

’(b) total energy; (c) energy in 6-/i£ capacitor; (d) energy 
Fio. 5344. in 10-/J capacitor; (e) energy in 12-/if capacitor. 

556. Repeat Prob. 534 with the 10- and 12-/if capacitors interchanged in the circuit 
and the circuit voltage increased to 500 volts. 

555. Three capacitors A, B, C, Fig. 536A, without initial charge, are connected in 
series parallel across a 240-volt source. The capacitance + 
of capacitor A is 40 /rf, and that of capacitor B is 12 /if. 4 Q^f 

The charge on capacitor A is 3,200 microcoulombs. ; A j200juc 

Determine: (a) voltage across parallel circuit; (b) charge 240v . 1 . 

on capacitor C; (c) capacitance of capacitor C; (tf) energy i B -X ; J^ c 
stored in capacitors A, B, C. j T T 

657. An air capacitor consists of three electrodes. The I T 

two outer ones are connected together as one terminal, pj Q 530 . 4 . 

and the other terminal iB connected to the inter¬ 
mediate plate between the two outers. The dimensions of each electrode are 36 by 
36 cm, and the electrodes are spaced 0.15 cm apart. Determine: (a) capacitance; 
( 6 ) stored energy if the voltage is 500 volts; (c) field intensity in dynes per unit charge. 
If the space between the electrodes is filled with paraffin, having a dielectric con¬ 
stant 2.4, determine: (d) capacitance; (e) stored energy at 300 volts; (/) flux density; 
( 0 ) field intensity. 

658. A high-voltage capacitor is to be made of alternate layers of glass and tin foil, 
the glass having a dielectric constant 6.4. The glass electrodes are % 4 in. thick and 
are 6 by 8 in. area; the tin foil is 2 mils thick, and its dimensions are 4 by 6 in. Deter 
mine: (a) number of glass electrodes and sheets of tin foil necessary to make a capaci¬ 
tor of 0.0662 /if; (b) size of completed capacitor. 

589. It is desired to construct a 0.5-/if capacitor made up of alternate layers of 
tin foil 0.0025 cm thick and paraffined paper 0.004 cm thick and having a capacitivity 
of 2.51. Each tin-foil layer iB a rectangle 10 by 15 Cm. The two outer tin-foil layers 
are of the same polarity, Fig. 258(b) (p. 345). Determine number of tin-foil layers 
for each of the two systems of electrodes. 

540. Determine (a) capacitance in micromicrofarads of the parallel-electrode 
capacitor in Prob. 531; (b) Stored energy when it is connected across a 1,000-volt 
source. With the charged electrodes disconnected from the power source, they are 
moved to 0.6 cm. apart. Determine: (c) voltage; (d) stored energy, (e) From what 
source is the increased energy obtained? 

541. A long straight wire of small diameter is charged with 10 esu per centimeter 
length. Determine: (a) force in dynes acting on a positive unit charge located 12 
cm distant perpendicularly from center of wire; ( 6 ) work in ergs done in moving 
cHarge 10 cm farther away from wire. 

541. An air capacitor consists of two coaxial cylinders, 2 m long. The outer 
diameter of the inner cylinder is 2 cm, and the inner diameter of the outer cylinder is 
6 cm. Determine: (a) capacitance in micromicrofarads; ( 6 ) charge in coulombs when 
2,000 volts is impressed between cylinders. Neglect end effect. 

545. A single-conductor 4,000-volt cable consists of a solid No. 2 AWG copper 
conductor, the diameter of which is 257.6 mils, sad a wall of rubber 1 fi 4 in. thick of 
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capacitivity 4.5. •(Therubber is surrounded by s K«-«, lead sfaesth.) 
capaoiiance of 1-mile length of this cable. 

Mift. In a 15,000-volt 350,006-cir-mil single-conductor impregnated paper the . 

diameter over the conductor is 0.710 in. The conductor is wrapped with a *-*n. 
wall of impregnated paper of dielectric constant 2.8. (The paper is surrounded by 
a %-in. lead sheath.) Determine: («) capacitance in microfarada of a 5-znBs length 
of cable. The cable is tested with high-voltage direct current: obtained from a 
Kenotron set. When 25,000 volts is impressed on the cable, determine: (b) charge in 
coulombe; (c) stored energy in joules. 

545. The inside diameter of the outer sphere of a concentric spherical capacitor is 
15 cm, and the outside diameter of»the inside sphere is 5 cm. The dielectric is air. . 
Determine: (a) capacitance of capacitor in statfarads; (b) charge when the potential 
difference between the spheres is 2 statvolts, the outer Bhell being positive (1 statvolt — 
300 volts); (c) force on a cgs unit positive charge at surface of inside sphere; (d) flux 
density at inner surface of outer sphere; (e) work iii ergs in carrying a unit positive 
charge radially from outer surface of inside sphere to inner surface of outside sphere. 

540. In the spherical capacitor of Prob. 545, but with the potential difference 
between spheres equal to 2.5 statvolts, determine: (a) work in ergs in carrying unit 
charge (esu) from surface of inner sphere to inner surface of outer sphere; (5) field 
intensity at any point midway between electrode surfaces. 

547. A. single-phase 40-mile 33,000-volt transmission line consists of two 000 AWG 
solid copper conductors spaced 4 ft between centers. The diameter of the conductors 
is 0.410 in. Determine capacitance of line in microfarads. 

548. A single-phase branch line extends 15 miles from a 132-kv transmission line. 
It consists of two 0000 AWG Bolid copper conductors having an outside diameter of 
0.460 in. and spaced 12 ft between centers. Determine capacitance of line in 
microfarads. 

Unrationalized MKS System 

(Most of the foregoing problems may be assigned to be solved in either inks system.) 

549. Two point charges of opposite sign and each equal to 24,000 esu are 16 cm 
apart in air. Determine: (a) force in newtons acting between charges; (b) electric 
lines between charges; (e) flux density at point midway between charges; (d) field 
intensity in volts per meter at point in (c). 

550. Two spheres each of radius 0.005 m are spaced 0.25 m in air, and the charge on 
each is 6 • 10' • coulomb, the charges being of opposite sign. Determine: (a) electric 
lines from or to each sphere; (b) flux density at surface of each sphere due to its own 
charge; (c) total flu* density at surface of each sphere on lino connecting their centers; 
(d) field intensity in (c); (c) flux density 0.10 m from the center of either sphere on 
line joining centers of spheres; (/) field intensity in («). Assume that charges act as 
if concentrated at centers of spheres. 

561. A parallel-electrode air capacitor consists of two flat circular, electrodes, each 
0.60 m diam eter and spaced 0.005 m. The charge on each electrode is 3.0 * 10T 7 cou¬ 
lomb. Deter min e: (o) capacitance; (b) voltage; (c) electric flux between electrodes; 
(d) flux density; (e) field intensity. (See Prob. 531.) 

662. A long straight cylindrical conductor of small diameter is charged with 4 * 10"** 
coulomb per m. Determine: (a) force in newtons acting on a coulomb (field intensity) 
located 0.12 m perpendicularly from center of wire; (b) flux density at point iii (a); (<) 
work done in moving coulomb 0.10 m farther from wire. (See Prob. 541.) 

558. An air capacitor consists of two coaxial cylinders 2.5 m long. The radius of 
the inner cylinder is 0.0075 m, and the radius of the inner surface of the outer cylinder 
is 0.045 m. The voltage between the cylinders is 1,000volt*. Determine: (a)capaeir 
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tance; (6) charge; (c) stored energy; (d) flux; (*) flux density at Burface of inner cylinder; 
(/) flux density at inner surface of outer cylinder; ( 0 ) field intensity in (e); field 
intensity in (/). 

654. Repeat Prob. 553 with a dielectric of capacitivity 4.0. 

666 . In a concentric spherical capacitor the inside diameter of the outer sphere is 
0.15 m, and the outside diameter of the inner sphere is 0.05 m (see Prob. 545). The 
dielectric is air. The voltage between spheres is 600 volts. Determine: (a) capaci¬ 
tance in farads; (5) charge in coulombs; ( c ) stored energy; (d) total flux; (e) flux density 
at surface of inner sphere; (/) flux density at inner surface of outer sphere; ( g ) field 
intensity in (e); (A) field intensity in (J). 

666. Repeat Prob. 555 with a dielectric of capacitivity 3.0. 

Rationalized MKS System 

667. Solve Prob. 549, using rationalised mks units. 

668. Solve Prob. 550, using rationalized mks units. 

669. Solve Prob. 551, using rationalized mks units. 

860. Solve Prob. 552, using rationalized mks units. 

661. Solve Prob. 553, using rationalized mks units. 

662. Solve Prob. 554, using rationalized mks units. 

663. A circuit consisting of a 50-/if capacitor in series with a 1,500-ohm resistor is 
connected suddenly across a 120-volt source. Determine: (a) initial value of current; 
(5) equation of current as function of time; (c) time constant; (d) value of current at 
instant in (c); (e) rate at which current begins to decrease. (/) Plot function in (b). 

664. A 100-/if capacitor in series with a 150-scale voltmeter of 20,000 ohms resist¬ 

ance is connected suddenly across a 120-volt source. Determine: (a) equation of cur¬ 
rent as function of time; (b) reading of voltmeter when time t ** 1 sec; (r.) voltage 
across capacitor in (6); (d) value of current when voltmeter reads 20 volts; (s) time 
corresponding to (d). (/) Plot function in (a). 

666. A 40-/if capacitor is charged to 600 volts and then is discharged through a 
resistor of 10,000 ohms. Determine: (a) initial value of current; (ft) equation of cur¬ 
rent as function of time; (c) rate at which current, begins to decrease. 

666. (a) In Prob. 563 derive equation for quantity q. Determine: (ft) rate at which 
quantity begins to increase; (c) quantity when time i — 0.03 sec; (d) time when charge 
in capacitor is 90 per cent ultimate value, (e) Plot function in (a). 

667. (a) In Prob. 564, derive equation for quantity q. Determine: (6) rate at which 

quantity begins to increase; (c) quantity when time is equal to time constant; (d) volt¬ 
age across capacitor at time in (c). («) Plot function in (a). 

668. In Prob. 564, the capacitor is charged to 240 volts and is then disconnected 
from the power source and connected across the voltmeter. Determine: ( 0 ) equation 
of current; (ft) equation of quantity; (c) value of q when voltage across capacitor is 150 
volts; (d) time t in (c); (c) value of current in (c). 

669. In Prob. 564 the capacitor is charged to 300 volts and is then disconnected from 
the power source and connected across the voltmeter. Determine: (a) equation of 
quantity q\ (ft) charge in capacitor when voltmeter reads 150 volts; (c) rate at which 
current is decreasing in (b); (d) charge in capacitor when current has reached 10 per 
cent its initial value; (e) energy stored in capacitor when time (is equal to time con¬ 
stant of circuit. 

670. In a ballistic measurement of capacitance (see Fig. 266, p. 363), the ballistic 
deflection of the galvanometer is 22.8 cm when the unknown capacitor C 1 is connected, 
the Ayrton shunt used with the galvanometer being Bet at 0.1. The galvanometer 
deflection is 7.6 cm with the Ayrton shunt set at 1.0 when the galvanometer is call- 
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brated with a 0.05-jif standard capacitor. The same battery, whose emf is 46 volts, is 
used in each ease. Determine: (a) galvanometer constant; (6) value of unknown: 
capacitance. 

671, In a bridge measurement of capacitance, the bridge is connected m in Fig. 
269(a) (p.364). When a balance is obtained, /ft - 100 ohms, K* » 1,280 ohms, 
C* — 0.8 /d. Determine value of C ti the unknown capacitance. 

672. In a test for a cable fault, the apparatus is connected as in Fig, 270 (p. 264), 
The length of each cable is 3,200 ft, and the two cables are looped at the far end as 
shown in the figure. In the capacitance measurement of the part x, the ballistic 
deflection of the galvanometer is 6.4 cm. In the measurement, of the capacitance of 
the perfect cable plus the looped end of the faulty cable, the deflection is 18.6 cm. 
Determine distance of fault from the near end of cables. 

QUESTIONS ON CHAPTER XI 
The Generator 

1. Define an electric, generator. Which two principal elements of the generator are 
instrumental in the conversion of power? How is the emf induced? Discuss the 
relative motion of armature and field in d-c and a-c generators. 

2. In wlmt way is the flux linking any coil of a generator armature made to vary ? 
Describe the manner in which this variation of flux causes an emf to be induced. How 
doeB this induced emf vary with the speed? The flux7 The number of turns in the 
coil ? 

3. In the armatures of rotating machinery why is it usually more convenient to con¬ 
sider the emf as being due to the cutting of flux by the conductors, rather than to the 
change of flux linkages in the armature coils? If the induced emf is considered as 
being due to the cutting of flux by individual conductors, how does the emf vary with 
length of conductor? flux density ? velocity of conductor? 

4 . Show, by means of an example, that the emf induced by the cutting of flux is 
equal to that induced by change of flux linkages. What is meant by a "transformer 
emf” and a "speed emf"? 

6 . What definite relation exists among direction of induced emf, direction in which 
conductor moves, and direction of flux? What simple rule enables one to determine 
the relation ? 

6. What are the relative values of the emf induced in a rotating coil, (a) when the 
coil is in the plane perpendicular to the flux? (6) When its plane lies parallel to the 
flux? Discuss any reversal of direction in the induced emf during the rotation of the 
coil, 

7. Show how the alternating emf induced in the coil may be converted into d-c emf 
for the external circuit. WTmt is the effect on the emf wave form of adding coils to the 
rotating member? To wbat are "ripples" in an emf wave due? 

8 . What functions does the commercial armature perform ? Why is the core made 
of iron laminations? Why are the faces of the poles practically coaxial with the arma¬ 
ture? Name two advantages of slotted construction. What factors roust be con¬ 
sidered when the winding is designed ? 

9. In what way is the open-coil type of armature different from the closed-coil typet 
Which type is the gramme-ring armature, Fig. 278 (p. 373) ? Show that in the open- 
coil type of winding the contribution of the individual conductor to the total emf is 
different from that with the closed-coil winding. 

10. Although obsolete, what characteristics of the gracnme-ring armature make it 
useful in studying induced emfs and power generation within an armature? 
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11. In both a 2-pole and a 4-pole armature trace the paths in which the emfs 
induced in the individual coils all act in conjunction. Show the points in the windings 
between which the maximum difference of potential exists and the points at which the 
brushes should be placed. 

12. Name three disadvantages of the gramme-ring winding. 

18. Show that the three disadvantages of Question 12 are overcome by the use of the 
drum winding. State the advantages of the use of slots for holding the coils. 

14. State four requirements which a drum winding should meet. Describe briefly 
the manner of adapting the preformed coils to a slotted armature. 

15. Define pole pitch. What factor determines the spread of the coil on the 
armature? 

Define coil pitch and its relation to pole pitch. What relative positions in the slots 
do the two sides of any coil occupy? Why? What is meant by a winding elementt 
May it consist of more than one cond:mtor? Explain. 

16. What is the relation among number of winding elements, number of coilB, and 
number of commutator segments? Define front pilch, back pitch , average pitch. 

17. In a simplex lap winding, how many commutator segments does the winding 
advance each time that a coil is added 7 Define commutator pitch. What three funda¬ 
mental conditions must be fulfilled by the winding? What is a winding table, and 
what is its practical value? 

16. Why is it sometimes desirable to place more than two winding elements in a slot? 
In what type of generator is this necessary? Are the winding relations and the con¬ 
ductor numbering in any way affected ? What one condition should be imposed on 
the multiple-coil type of winding, and why? 

10. What is meant by "paths through the armature"? How is the current output 
of a machine affected by increasing the number of paths 7 How is the voltage affect¬ 
ed? The power output? How many paths are there in all simplex lap windings? 

20. What is meant by a duplex winding? Show that such a winding may be com¬ 
posed of two simplex windings each lying in alternate slots. How many closures may 
such a winding have, and what is its degree of reentrancy in each case? 

21. If a duplex winding does not close after one passage around the armature, is the 
number of segments even or odd? When does such a winding close? How many 
times does it close, and what is its degree of reentrancy? 

22. In a lap winding the multiplicity of which is m, how many winding elements 
does the winding advance each time that the winding is lapped back? How many 
parallel paths are there in a 6-pole generator having a simplex lap windingT A 
duplex lap winding? A triplex lap winding? 

28. To what causes are unequal emfs in different paths of an armature winding due? 
Do equalising connections do away with these inequalities? What is the purpose of 
equalizing connections? What care should be taken in regard to the number of slots 
per pole when equalizing connections are used? Why? 

24. What is the fundamental difference between a lap winding and a wave winding? 
Does the direction of induced emf in opposite sides of a coil differ in the two types? 
Explain. 

25. After a wave winding has passed under every pole in going around an armature, 
what relation should it have to its starting position if the winding is simplex? What 
would a closure after one passage around the armature mean? 

26. Show that the definitions of front pitch and back pitch in a wave winding do not 
differ from the definitions in a lap winding. Gan the front pitch be even? Odd? Can 
the back pitch be even? Odd? Gan the front pitch and the back pitch be equal 7 Can 
the average pitch be even? Odd? When is a winding progressive? Retrogressive? 
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®T. la it always posable to fit t wave winding to an armaturehaying a fixed unnrfwf 
of dote if all the dote are to be utilised? Explain. What makeshift may fee wed to 
accomplish the desired result? 

88 . If the number of pairs of poles is even, is the number of commutator segments 
even or odd? Answer if the number of pain of poles is odd? 

88 . Explain the meaning of forced winding. Under what conditions is it necessary 
to use such a winding? Compare the formed coil used for the wave winding with that 
used for the lap winding. 

80. What is the minimum number of brush sets that can be used in a wave winding? 
What is the maximum number that it is possible to use? When would only two sets 
be used, and why? Why is the maximum possible number ususlly desirable? 

81. How many paths are there in a simplex wave winding? In what way is the 
number of such paths affected by the number of poles 7 How many paths in a duplex 
wave winding? a triplex wave winding? 

88 . When is it desirable to use a wave winding, and why? A lap winding? Give 
specific reasons. 

88 . In addition to forming a part of the magnetic circuit, what other function does 
the yoke of a dynamo perform ? Of what two materials is it made, and why 7 Describe 
a process whereby the yoke is made without casting. 

84. Of what materials are the field cores made? The pole shoos? Wha i. is the 
advantage of using laminations? 

85. What type of wire is used for field coils, and how is it treated? What is the; 
advantage of using a spool? How is the. series winding frequently formed? 

88 . Why iB it necessary to construct the armature of laminations? By what two 
methods are the laminations and dots produced? How are the laminations held in 
position in the armature? Discuss ventilating ducts. 

87. When the diameter of the armature exceeds 38 in. or so, of what do the lamina¬ 
tions consist, and how are they assembled and held in place? 

88 . Sketch two general types of slot. Where is each used ? What two methods are 
used to hold the armature conductors in the slots? 

SB. Of what is the commutator made? What insulation is uBed between segments? 
How are the segments clamped together? How are the coil connections made? 

40. What is the purpose of the brushes? Of what material are brushes made usu¬ 
ally ? What pressure is used to hold the brush on the commutator? What is the pur¬ 
pose of the plating on the brush? What is the purpose of the pigtail? 

PROBLEMS ON CHAPTER XI 
The Generator 

578. A coil 25 cm square, of 80 turns, has its plane perpendicular to a uniform mag¬ 
netic field of density 900 gauw. The coil is made to revolve a quarter turn about it* 
axis in 0.05 sec, so that it then lies parallel to the direction of the field. Determine: (e) 
maximum flux through coil; (5) average induced emf during period that coil is makin g 
quarter turn; (c) average induced emf when coil rotates at 5 rps, assuming rectified 
half waves, Pig. 276(b) (p. 370); (d) induced emf at instant that coil is perpendicular to 
field; (s) parallel to field. 

574. A coil 20 cm square, of 50 turns, rotates at a speed of 600 rpm in a uniform 

magnetic field of density 800 gauss. Determine: (a) maximum flux through oofl; (b) 
time in seconds for cod to make a quarter turn; (e) average emf induced insoil, assum¬ 
ing rectified half wave. Fig. 276(b) (p. 870). (d) If flux and speed ere both doubted, 

what is average induced emf? M ; _ J'i ■ 

575 . In Prob. 574, determine: (o) emf per conductor when coil is parallel to direction 
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too 

of field; (6) induced emf per coil side at this instant; (c) total emf induced in coil at this 
instant, (d) Show that ratio of maximum emf to average emf under these conditions 
isir/2. 

576. In Prob. 574, the coil is stationary* and its plane is perpendicular to the field. 
The field circuit is interrupted bo that the flux becomes zero in 0.04 sec. (a) Deter¬ 
mine average induced emf during this period. The coil is turned so that its plane 
mftlflH an angle of 45° with the direction of the field, and the coil remains stationary 

in this position. After the flux iB brought to the 
density of 800 gauss, it is reduced to zero in 0.05 
sec. (ft) Determine average induced emf during this 
interval. 

577. Figure 577A shows a conductor 30 cm long 
on the surface of an armature of diameter 32 cm. 
The a-mature rotates at a speed of 25 rps. Deter¬ 
mine: (a) emf induced in conductor when it is in the 
position shown, directly under pole, where the flux density is uniform at 7,500 gauss, 
(ft) Determine speed in rps at which armature must rotate in order that emf induced 
in conductor be 6.79 volts. 

678. In Fig. 578A are shown the two poles of an electromagnet with a uniform 
air-gap between the poles, the poles being rectangular, of dimensions 25 by 20 cm. 
A coil C of 80 turns, also 25 by 20 cm, lies in the gap as shown, so that all the flux 
across the gap links the coil. The density of the flux 
in the gap 1 b 4,800 gauss. The coil slides out of the 
gap in 0.001 sec. Determine emf induced in coil 
computed from (a) change of flux linkages; (ft) cut¬ 
ting of flux by individual conductors. [Solve (ft) 
with the coil sliding in two directions, one parallel to 
the 20-cm side and one parallel to the 25-cm aide.) 

679. There are 53 slots in the armature of a 
4-pole generator in which single coils are used, (a) 

Determine number of winding elements, (ft) Design 
a progressive simplex lap winding in which the back pitch is 27, and make a 
winding table. 

680. Repeat Prob. 579 for a retrogressive winding with book pitch of 25. 

681. Repeat Prob. 579 with back pitch 25 and front pitch 23. 

582. There are 83 slots in the armature of a 6-pole- generator, and there are 83 coils. 
Determine: (a) number of winding elements; (ft) appropriate values of back pitch and 
front pitch for a progressive simplex lap winding, (c) Sketch a portion of winding, 
(d) Make a winding table, 

688 . In an armature for an 8-pole generator there are 120 slots, and the winding is 
to be a 2-layer simplex lap winding, with two coil sides per slot. Determine: (a) wind¬ 
ing elements; (ft) suitable values of back pitch and front pitch to give a progressive 
winding, (c) Sketch a portion of winding, (rf) Make a winding tabic. 

684. There are 120 slots in the armature of a 6-pole generator. It is desired to 
wind'the armature with 360 coils, necessitating the employment of triple coils. The 
winding is to consist of a 2-layer simplex progressive lap winding. Determine: (a) 
number of winding elements; (ft) suitable back pitch; (c) suitable front pitch; (d) num¬ 
ber of commutator segments, (e) Make a sketch of a portion of winding. (/) Make 
a portion of winding table. Note. The back pitch Bhould be less than the average 
pitch but as nearly equal to it as possible. 

886 . On the armature of an 8-pole generator there are 140 slots and 6 winding 
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elements per slot. Determine (a) value of back and front pitch for a simplex lap 
winding. Choose the value of batik pitch which is nearest the value of average pitch 
and yet fulfills the conditions which such a winding necessitates. (6) Sketch & few 
slots with their winding elements and connections, (e) How many commutator seg- 
ments are necessary? (See Note, Prob. 584.) 

666. A 300-kw 250-volt 6-pole generator has a simplex Jap winding. Determine: 
(o) total amperes; (5) amperes per armature path; (c) volts per path. 

687. A 500-kw 250-volt 8-pole generator has a duplex lap winding. Determine: 
(a) total amperes; (6) amperes per armature path; (c) volts per path. 

668. There are 140 slots in the armature, Prob. 587, and double coils are used. 
The back pitch is less than the average pitch but as near its value as permissible. 
The winding is progressive, (a) Determine front and back pitch. (6) Sketch a por¬ 
tion of the winding with commutator connections, (c) Make a portion of the wind¬ 
ing table. 

689. Repeat Prot 588 for a triple-coil winding, the conditions remaining the 
same. 

690. In the armature of a 4-pole generator there are 72 slots and a double-coil 
duplex progressive lap winding is used, (a) With a back pitch of 73, sketch a por¬ 
tion of winding, including commutator connections. (5) Make a winding table. If 
the generator is rated at 20 kw, 250 volts, (c) determine current per path. 

691. Repeat Prob. 590 except that armature has 71 slots. 

592. In the armature of a 15-kw 250-volt 4-pole generator there are 63 slots, (a) 
Determine pitch which will give a simplex retrogressive wave winding with two de¬ 
ments per slot. (5) Sketch winding for two or three passages around armature, 
(c) Make portion of winding table, (d) Determine voltage and current per path. 

693. Using the pitch of Prob. 592, determine number of slots which will make a 
progressive winding possible. 

694. The armature of a 4-pole generator has 43 slots, (a) With two elements per 

slot, making y b -* 23 and y f —21, sketch a simplex wave winding showing at least 
three passages around armature. (6) Make a winding table. Check with Eq. (331) 
(p. 391) and Eq. (332) (p. 392). (c) Is this winding progressive or retrogressive? 

696. Repeat Prob. 594, making Vh * 21 and y f « 21. Again chock with Eq. 
(331) (p. 391) and Eq. (332) (p. 392). Is this winding progressive or retrogressivet 

696. In a 6-pole generator there are 89 slots on the armature with two elements peT 
slot, (u) Sketch a portion of a wave winding, tyb “ 31, j// — 29, for at least three 
passages around armature. (l>) Make a winding table, (c) Is this winding progressive 
or retrogressive? 

697. (a) In Prob. 596 determine number of slots, nearest 89, which will make 
possible a retrogressive wave winding. (6) Determine buck pitch and front pitch. 

696. It is desired to wind a 6-pole armature with n progressive wave winding, two 
elements per slot, and the front and back pitch are both to be 33. (a) Determine 

number of slots. (5) Repeat (a) for a retrogressive winding. 

599. In a 4-pole generator there arc 68 slots, and it is desired that the armature be 

simplex wave-wound, (a) Attempt to design a winding which will fulfill the neces¬ 
sary conditions. (For example, try y b - 35, yj - 33.) (6) By use of a dummy coil 

again try (a), (c) Make a winding table. 

600. In a 6-pole armature there are 81 slots, and there are to be two winding ele¬ 
ments per slot. Attempt to place a simplex wave winding on this Armature, making 
y h m y f — 27. Omit the connection of a single coil (dummy coil), and investigate! 
" m to whether or not the winding is possible. Use Eq. (331) (p. 391). 

601. In Prob. 599, use an average pitch of 33, and, without employing a dummy 
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coil, design a duplex retrogressive wave winding, (a) Make a winding table. (6) 
Sketch winding for three passages around the armature. 

-Ml The armature of a 4-pole dynamo of approximately 10 kw rating has 33 slots 
and a triple-coil simplex wave winding is used, making six winding elements per slot. 

(a) Determine values of back pitch and front pitch which are nearest to full pitch and 
which fulfill conditions imposed by wave winding and triple coil. Make ™ V/. 

(b) Make winding table for three passages of winding around armature, (c) Sketch 
portion of winding for slots near beginning and end of winding. 

003. The armature of an 8-pole 500-kw 250-volt generator has a simplex lap wind¬ 
ing. Determine its rating in volts and amperes if rewound as follows: (a) duplex lap 
winding; (b) duplex wave winding. The kilowatts rating remains unchanged. 

QUESTIONS ON CHAPTER XII 
Generator Characteristics 

I. What fundamental relation gives the omf induced in a single armature conduc¬ 
tor while it is cutting flux? 

3. Show that in a ring winding and in a simplex lap winding, the emf between 
brushes at any instant is equal to the sum of the emfs in all the conductors between 
any two consecutive commutating planes. Show from this that the emf between 
brushes is equal to the average emf induced in any single conductor during the time 
it is passing between the two commutating planes, multiplied by the number of 
conductors between commutating planes. Why is the curve of emf and time for any 
one conductor identical in shape with the curve of flux density along the air-gap? 

3. Derive the equation which gives the emf induced in the armature of a generator 
in terms of flux per pole, speed, number of armature conductors, number of poles, 
and number of parallel paths in the armature. 

4. A certain armature has a fixed number of conductors on its surface. What are 
the separate effects on the induced emf of (a) doubling the speed of the armature; 
(b) doubling the flux; (c) reconnecting the armature so that the number of parallel 
paths in the armature is doubled? 

6. In a given generator, on what two factors does the induced emf depend? If 
the speed of the generator be maintained constant, on what one factor does the 
induced emf depend? 

6. Show that a similarity should exist between two curves plotted as follows: (a) 
The field ampere-turns of a generator as abscissa and the flux leaving one of its N poles 
as ordinate, (b) The field current of the Baine generator as abscissa and the induced 
armature emf at constant speed as ordinate. 

7. In the curve relating ampere-turns of the field and flux of one N pole, why does 
not the flux start at zero value? In the curve giving induced emf as a function of 
field current, why is the first part of the curve practically a straight line? At the 
higher values of field current, why does the induced emf increase less and less rapidly 
for any given increase in field current? 

3. Discuss any difference that may exist between the saturation curve obtained 
with increasing values of field current and that obtained with decreasing values. 

9. Sketch the connections used in determining a saturation curve (a) using a simple 
field rheostat; (b) using a voltage divider with the Add. Give two reasons why the 
generator should be separately excited. 

10. Show that Ohm's law can be expressed graphically. What two quantities are 
plotted when expressing Ohm'B law in this manner? 

II. Sketch the connections of a shunt generator. Is the field of comparatively low 
resistance or of high resistance? Explain. 
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11. ExpUin i» detail W a .hunt generator " buiWe up.” What Unite the voltage 
to which a generator can build up? 

IS. What is meant bycritical field resistance? Give four causes, each of Which may 
prevent the building up of a generator. What teats and remedies should be used for 
each cause T 

14. What is; the relation of the general direction of the flux produced by the current 
in the armature conductors to the brush axis? What effect does the armature mmf 
have on the resultant flux in a generator? How does it affect the position of' the neu- 
tral plane? What effect does the change in position of the neutral plane have on the 
brush position ? 

15. When the brushes are moved forward in a generator, what is the resulting direc¬ 
tion of the armature mmf? Into what two components can this mmf be resolved? 
What is the effect of each component on the resultant flux? 

11 Which conductors on an armature produce a demagnetising effect? Which 
produce a cross-magnetising effect? 

IT. Indicate the mmf and its distribution produced by the current in a single arma¬ 
ture coil. Show how the mmfs of the several armature coils combine to produce a 
stepped triangular mmf distribution. Compute the maximum value of the mmf curve 
in terms of the ampere-conductors per peripheral inch A and the pole pitch What 
is the slope of the mmf curve? 

18. Sketch the conductors on the armature, together with the field poles, for a 
loaded multipolar generator, indicating the current directions in the various conductors. 
Sketch a curve showing the values of armature mmf along the armature Surface. 
Show the flux produced by this minf when acting alone. 

18. Show the effect of the flux due to the armature mmf on the distribution of the 
total flux along the armature surface. How is the neutral zone affected? What 
change must be made in the brush posi Mon ? Designate the cross-magnetising and the 
demagnetizing ampere-turns on a multipolar armature. 

20. Show that, oven with the brushes in the geometrical neutral so that there are no 
demagnetizing armature ampere-turns as Buch, demagnetizing action is produced by 
the saturation of the poleB. 

21. Name three methods by which armature reaction is cither reduced or practically 
eliminated. State the principle of each method. 

22. Sketch an ideal com mutation curve, assuming uniform current distribution over 
the brush. 

28. What is the effect of having emfa induced in a coil during the time that it is 
being Bhort-circuited by the brush? What limits the current in such a coil? How 
does this current affect the distribution of current over the brush? 

24. Sketch commutation curves for the following conditions: (o) brush too far for¬ 
ward; (b) brush too far back; (c) brush too wide. 

25. Why does an armature coil have self-inductance? What is the effect of this self- 
inductance during the commutation period? Wliat effect does the emf of self-induc¬ 
tion have on the relation of the brush position to the neutral zone? 

26. What is the order of magnitude of the ends induced in a coil undergoing commu¬ 
tation? If such emfs are small, what makes them objectionable? 

27. What is the advantage of copper over carbon brushes ? Why are carbon brushes 
used almost universally? 

28. What evidence points to the fact that the passage of current between the com¬ 
mutator and the brushes is not pure conduction? To what is “high mica” due? 
How may it be reduced or even eliminated? Name two methods. 

29. In general, what is the effect of arcing on the commutator? Why should any 
appearance of arcing be a reason for eliminating the cause of the arcing as Soon as 
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possible? Why is it not desirable to use emery paper or emery cloth in grinding 
brushes or smoothing the commutator? 

80. What changes occur in the flux at the geometrical neutral of a generator as load 
is applied? What is the effect of these changes on the brush position? Why may it be 
necessary to move the brushes ahead of the load neutral plane? 

81* Show that rather than moving the brushes forward in order to obtain the proper 
commutating flux, the same result may be obtained by the use of commutating poles. 

82. Why are the commutating poles connected in series with the armature? Why 
have they an unusually long air-gap? 

88 . What is the relation of the polarities of main poles and commutating poles to the 
direction of rotation, in a generator? In practice, how are the commutating poles 
adjusted to the proper strength? 

84. Sketch the connections used in obtaining the shunt characteristic. Sketch the 
characteristic. Why does the generator finally “break down”? Why does the 
return curve from short circuit not follow the curve obtained with decreasing values of 
load resistance? 

3fi. Give three reasons why the voltage of a shunt generator drops as load is applied. 
Why are the three reactions cumulative? What prevents a generator from “unbuild¬ 
ing” as soon as any load is applied? 

36. What effect has running a shunt generator at higher than rated speed have on its 
characteristic, provided that the field current is adjusted so that the no-load volts 
remain unchanged? 

87. Define “the regulation of a d-e generator" together with Buch specifications as 
“method of applying load,” “speed," “excitation," "temperature.” 

88. 'hat is meant by the total characteristic of a generator? What is its relation to 
the shunt characteristic? How may the total power developed within an armature be 
determined? 

89. Determine graphically the shunt characteristic of a generator, given the satura¬ 
tion curve, field resistance, armature resistance, and armature reaction: (a) neglecting 
armature reaction; (b) taking the demagnetizing effect of armature reaction into 
consideration. Show the effects of speed and degree of saturation on the shunt 
characteristic. 

40. How may the objectionable drooping characteristic of the shunt generator be 
improved? How are the additional turns connected, and in what way do they differ 
from the shunt-field turns? 

41. Show the difference between long-shunt and short-shunt connection. What is the 
effect of the connection on the characteristic? Sketch the characteristics of an over¬ 
compounded, a flut-comjwunded, anrl an under-compounded generator. Where is 
each used, and why? 

42. IIow is the degree of compounding in a generator adjusted? When do genera¬ 
tors have two separate series fields? 

43. Determine graphically the compound characteristic of a generator, given the 
saturation curve, shunt, series-field and armature resistances, demagnetizing arma¬ 
ture-turns per pole, and shunt- and series-field turns per pole. 

44. Show the effect of speed on the degree of compounding, if the no-load voltage is 
the same in each case. Compare this with the effect of speed on the shunt character¬ 
istic, and explain. 

48. Show how the number of scries turns for a desired degree of compounding may 
be determined experimentally. What is the armature characteristic and how may it 
be utilized? 

46. Show how the commutating poles may have the effect on the characteristic of 
(a) cumulative compounding; (b) differential compounding. 
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4>T- In what way does the fieriest generator differ fundamentally from t he shunt gen* 
erator in construction? In the type of load that it supplies? ? 

48.. Describe the external characteristic of the series generator, and show its relation 
to the saturation curve. 

48. In what way does the series generator build up? What is meant by the critical; 
external resistance ? Why is it desirable to operate on the right-hand aide of the exter¬ 
nal characteristic? 

80. Describe briefly an early use of the series generator. What is the Thury system 
of power transmission, and where was it used? 

51. How may the speed of a prime mover affect the generator characteristic? Is a 
drop in speed chargeable to the generator? How may it be taken into consideration? 

62. State one essential difference between a unipolar generator and the ordinary 
type of generator. What design is necessary to prevent the armature being short- 
circuited on itself? What is the advantage of this type of generator over the ordinary: 
type and for what type of work is it best adapted? What are its disadvantages? 

63. What is the basic principle of the Tirrill regulator? 

54. Describe the construct ion and operation of the type GDA direct-acting voltage 
regulator of the General Electric Company. What, arc the advantages of this type of 
regulator? . . ' ■ 

66. Make a diagram showing the connections of the third-brush generator. Ana¬ 
lyze the reactions which cause the generat or to deliver a substantially constant current. 
What is the effect of moving the third brush forward? backward? For what typo of 
work is this generator used? 

56. Make a sketch of the diverter-pole generator, showing the flux relations at no 
load. Analyze the changes which occur when load is applied. To what type of work 
are the characteristics nf this generator particularly well adapted? 

67. What three characteristics are necessary in a welding generator? Compare the 
transient with the steady-state characteristic. Why is the comparison particularly 
necessary with arc-welding generators? 

68. Describe the construction of the General Electric arc-welding generator. What 
means are used to obtain the desired volt-ampere characteristics? Why does this 
generator do away with the use of an external inductance? 

69. What is the primary function of the Amplidyne? Show that if the brushes of 
the conventional generator are short-circuited a small field current can produce a large 
armature-reaction flux. In the Amplidyne how is t his flux utilized to supply a normal 
load current? Why are recesses in the main pole pieces necessary, and why must a 
compensating winding in series with the load be placed on the main poles? 

60. Show with a diagram how an a-c motor-driven Amplidyne can be used to control 
the speed of a d-c motor. 

61. In the Rototrol describe the function of the pattern field, the pilot field, the telf- 
energizing field. Make a diagram of connections showing the application of the Roto- 
trol to the voltage regulation of a d-c generator. By means of the saturation curve and 
voltage-ampere-turn line of the energizing-field circuit, analyze the reactions which 
occur in the Rototrol when the regulated voltage departs from its constant value, 
Draw the connections by which the Rototrol may be made to control the speed and 
torque of a motor. 

PROBLEMS ON CHAPTER XU 
Generator Characteristics 

604. Figure 604.A shows the flux leaving an N pole and entering the annature of a 
4-pole generator. Directly under the pole the flux density is 7,200 gauss, as shown by 
the graph. The diameter of the armature is 36 cm, and the speed is 1,800 rpm. The 
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length of active conductor is 18 cm. Determine: (a) peripheral velocity in centi¬ 
meters per second of a conductor a on surface of armature; (6) emf induced in con¬ 
ductor when it is directly under pole where flux 
density is constant aft 7,200 gauss. 

608. In Prob. 604 the pole arc is 20 cm, Fig. 
6054. The average value of the flux'density 
directly under the pole and included in a distance 
equal to the pole arc is now 7,400 gauss. The 
average flux density over the entire pole pitch 
is 5,230 gauss. Determine: (a) average value of 
emf induced in a conductor during time that it is 
directly under pole; (5) average value of emf 
induced in a conductor during time that it is 
passing between two adjacent brush Bets; (c) emf 
induced in any one path between brushes if there are 08 series-connected conductors 
in each path. 

606. The axial length of the pole faces or a 4-pole 250-volt 12-kw generator is 4.5 
in., and the pole arc is 6 in. The diameter of the armature is 11 in., and the speed is 
1,200 rpm. The flux density directly under the polo faces iB 45,000 maxwells per sq 

k- --20 ern --9-1 



(Areas under a// three curves are equal) 

Fiq. 605j4. 

in., and the flux-density curve may be considered a rectangle, the peripheral length of 
which is equal to the pole arc. Determine: (a) emf induced in a single conductor on 
surface of armature when it is directly under a pole face; (b) average emf induced in 
conductor during time that it is passing between any two adjacent brush Bets; (c) 
induced emf between brushes. There are 55 slots on the armature and 12 conductors 
per slot. The armature is simplex lap-wound, giving the same number of parallel 
paths as there are poles. 

607. The pole faces of a 4-pole shunt generator are 10 in. square, and the average 
flux density under the poles is 48,000 maxwells per sq in. The flux-density curve may 
be considered a rectangle with a peripheral length equal to the pole arc. There are 336 
surface conductors on the armature. The armature is wave-wound, giving two 
parallel paths. Determine: (a) induced emf when armature Bpeed is 1,200 rpm; (b) 
power generated if current per armature path is 150 amp. 

608. Repeat Prob. 607 for a simplex lap winding; number of conductors, Speed, 
flux, etc., remain the same. 

606. In a 500-kw 6-pole 250-volt 900-rpm generator, the diameter of the armature 
is 28 in., the core length is 13 in., the pole faces are 12 in. square. The average 
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fta density directly under the pole faces at no bad is 48,300 maxwells parsqra., 
end the flux-density curve may be considered rectangular with I peripheral length 
equal to the pole arc. There are 20 slots per pole and two conductors per slot. The 
speed is 900 rpm. The armature is simplex lap-wound. Determine: (a) peripheral 
speed of armature in centimeters per second; (b) maximum induced emf per conduc¬ 
tor; (c) average induced emf per conductor; (d) conductors in series between brush 
sets; (e) emf between brushes. Verify (e) by Eq. (334) <p. 407). 

610. In a generator having the B&me kilowatt rating, speed, and dimensions as 
that of Prob. 609 the number of slots is 118 T and a simplex wave winding is used. The 
flux density directly under the poles is now 39,300 maxwells per sq in. Determine: 
(a) maximum induced emf per conductor; (b) average induced emf per conductor; 
(c) conductors in series between brushes; (d) emf between brushes. Verify (d) by 
Eq. (334) (p. 407). 

611. In a 6-pole 600-volt generator there are 18 slots per pole, there is a double coil in 
each slot, and there is a single turn per coil. The armature is simplex lap-wound. 
The total flux per pole is 6,940,000 maxwells. Determine: (a) speed in rpm neces¬ 
sary to give 600 volts; (b) current per armature path which will make the internal- 
power rating 200 kw. 

618. The accompanying data are given for the saturation curve of An 80-kw 220- 
volt l r 200-rpm shunt generator, the data being taken at 1,200 rpm and for increasing 
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values of field current, (a) Plot saturation curve for speeds of 1,000 and 1,100 rpm. 
Determine critical field resistance at (b) 1,200 rpm; (c) 1,000 rpm. Draw field-resist¬ 
ance lines to give at no load (d) 260 volts at 1,200 rpm; ( e) 250 volts at 1,000 rpm. 

613* The generator of Prob. 612 has four poles and 1,000 shunt-field turns per pole. 
The armature is simplex lap-wound, and there are 72 slots and four conductors per 
slot, (a) Plot a curve with the field ampere-turns as abscissa and flux per pole as 
ordinate, (b) Determine flux per pole when generator operates at 1,200 rpm and 
generates 260 volts. 

614. When the generator of Prob. 612 has been brought up to the speed of 1,200 
rpm and the adjustment of the field resistance is such that the generator builds up 
to 260 volts, what initial current flows through the field due to the residual magnetism? 
What induced emf results from this field current? What field current results from 
this last emf? Trace the successive increments of field current and emf which follow 
each other until the induced emf reaches the condition of stability. 

616. A shunt generator when operating at 800 rpm builds up to 250 volts. The 
speed and the field resistance are both doubled. To what voltage does it now 
build up? 

616. There are 320 conductors on the surface of the armature of a bipolar generator. 
The generator deliven 50 amp, giving 25 amp in each conductor. The brushes are 
advanced 15°. Determine: (a) demagnetizing and cross-magnetising ampere-conduc¬ 
tors; (b) demagnetising and cross-magnetising ampere-turns. 

617. The no-load flux per pole of a bipolar generator is 1,600,000 maxwells, there 
are 2,500 turns per field pole, and the field current is 1.2 amp. There are 240 arma¬ 
ture conductors, and the current per conductor is 40 amp. The brushes are advanced 
18° beyond the no-load neutral plane. Determine: (o) cross-magnetising armature 
ampere-turns; (b) demagnetizing armature ampere-turns; (c) net ampere-toms acting 
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on magnetic circuit if effect of (a) is neglected; (d) net flux entering armature from 
N pole, neglecting (a) and saturation. 

618. There are 72 slots on the armature of a 4-pole generator, the armature is 
simplex lap-wound with double coils (four coil sides per slot), and there are two turns 
in each coil. The brushes are advanced 8°. The generator armature delivers 180 
amp, the shunt-field current is 2.4 amp, and there are 1,200 shunt turns per pole. 
Determine: (a) cross-magnetizing ampere-turns per pole; (b) demagnetizing ampere- 
turns per pole; (c) net amper^turns per pole, taking into consideration field ampere- 
turns and (b). 

619. On the armature of an 8-pole 800-kw 250-volt 400-rpm generator there are 
100 slots and two conductors per slot. The winding is simplex lap, and there are 
160 commutator segments. The field current is 24 amp, and there are 250 shunt 
turns per pole. The brushes arc moved ahead of the geometrical neutral by a dis¬ 
tance of commutator bars. At rated load determine: (a) cross-magnetizing 
ampere-turns per pole; (b) demagnetizing ampere-tums per pole; (e) net field ampere- 
turns per pole, considering effect of (b) only. 

620. On the armature of a 10-pole 800-kw 250-volt shunt generator are 200 slots, 
200 commutator segments, 400 surface conductors, and the armature is simplex lap- 
wound. The diameter of the armature is 80 in., and the pole faces cover 65 per cent 
of the armature surface. The brushes are moved two commutator segments ahead of 
the no-load neutral plane. Determine: (a) rated current of generator; (b) current per 
armature path; (c) demagnetizing ampere-turns per pole; (d) cross-magnetizing 
ampere-turns per pole, (c) Make a sketch of the poles and armature surface over a 
distance equal to at least twice the pole pitch (see Fig. 331, p. 425). Show the 
demagnetizing and cross-magnetizing ampere-turns. (/) Plot separately the mmf of 
the demagnetizing and cross-magnetizing ampere-turns. 

621. In Prob. 620 the field excitation at rated load is such that, if acting alone, 
3,800 amp-turns per pole would be consumed in the air-gap and 1,400 amp-turns in 
the teeth. Draw the approximate resultant mmf distribution along the armature 
surface and the resulting flux distribution. 

622. In Prob. 620 determine: (a) total armature ampere-conductors at rated cur¬ 
rent; (b) ampere-conductors per peripheral inch (A), (c) Draw armature mmf graph, 

Fig. 326 (p. 420), and determine maximum values in ampere-turns, assuming graph 
to be a smooth triangular one. ( d) From the data in Prob. 621, include the graph of 
the pole niinfs, and determine net mmf at leading and trailing pole tips. 

623. In a 4-pole 50-kw 250-volt 1,200-rpm generator the diameter of the armature 
is 30 cm, and there are 64 slots on the armature and 8 conductors per slot. The 
diameter of the commutator is 22 cm, there are 64 commutator segments, and the 
peripheral brush width is 1 cm. The armature is simplex lap-wound with two coil 
sides per slot (see Fig. 339, p. 433). When the generator delivers rated current, the 
equivalent of 30,000 maxwells links each armature coil. Determine; (a) peripheral 
velocity of armature in centimeters per second; (b) time of commutation; (c) total 
change in flux linking each coil each time coil goes through commutating zone; (d) 
average rate of change of flux in maxwells per second in each coil wliile it is going 
through commutating zone; (e) average induced emf per coil while it is going through 
commutating zone. 

624. Repeat Prob. 623 with 24,000 maxwells linking each coil and the speed reduced 
to 1,000 rpm. 

626. The armature of a 25-kw 1,600-rpm 240-volt compound generator is II in. 
diameter, the axial Length is 6 in., and there are 35 slots in the armature. The wind¬ 
ing is simplex lap with triple coils. There are three turns per coil, or three conduc- 
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tore per coil side, ud in each slot there are 18 conductors. The commutator k 1 
in. diameter, and there are 105 segments. Peripheral width of each brush is a.4 ia. 
When the generator is carrying its rated load at 1,600 rpm, 12,000maxwells link 
each coil side (see Fig. 330, p. 433). Determine: (a) peripheral speed of commutator in 
inches per second; (b) time for current in any one coil to reverse from its full positive 
to its full negative value; (c) total flux linking each coil before commutation begins; 
(o) total change of coil flux during commutation period; («) emf induced ini a sin¬ 
gle coil during commutation period, assuming straight-line commutation. Neglect 
mutual induction between different armature coils. 

626. Repeat Prob. 625 with the speed reduced to 1,200 rpm and the current reduced 
to 0.80 of its value in that problem. 

627. The terminal voltage of a 200-kw shunt generator is 600 volts when it delivers 
rated load current. The resistance of the shunt-field circuit is 250 ohms, the arma¬ 
ture resistance is 0.032 ohm, and the brush resistance is 0.014 ohm. (a) Determine 
induced emf at rated current. ( b) The terminal voltage is 620 volts at half rated 
current. Determine induced emf. 

628. In a 150-kw 250-volt shunt generator, 258 volts is induced in the armature 
when the generator delivers rated load at 250 volts. At the same time the shunt-field 
current is 5.8 amp. Determine (a) armature resistance including that of brushes. 
The no-load voltage of the generator is 264 volts. (6) Determine regulation, (c) Why 
is the induced emf at rated load not equal to that at no load? 

620. The emf induced in the armature of a 400-kw 250-volt shunt generator is 
258.8 volts when the terminal voltage and the load current ore at rated values and 
the field current is 12.0 amp. The armature resistance including brushes and com- 
mutating-pole field is 0.0055 ohm. Determine: (a) lorminal voltage; (5) power gener¬ 
ated; (c) power output; (d) electrical efficiency of generator. 

680. In the accompanying tabulation are the saturation-curve data for a 4-pole 
100-kw 250-volt 1,200-rpm shunt generator, obtained with decreasing values of field 
current. The armature resistance including brushes and commutating field is 0.030 
ohm, and there are 550 shunt-field turns per pole. 
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(a) Determine rated load current. Neglecting armature reaction, determine (b) 
field resistance which will give rated terminal voltage of 250 volts at rated current. 
[In (6),the armature-resistance drop requires a knowledge of the field current before the 
exact value of the field current can be determined. However, it is necessary to know 
only the approximate value of field current since it has small effect on the armature- 
resistance drop. In fact, a close estimate of the actual value of field current can be 
readily made.] Determine (c) no-load terminal voltage, neglecting voltage drop in 
armature due to field current, (d) Plot terminal voltage as function of armature 
current to practically short-circuit, (e) Plot terminal voltage as function of load 
current. Determine: (/) maximum value of load current (see Figs, 352, 353, pp. 446 
and 447); (g) regulation. 

(In Probs. 631, 632, 633 neglect any small hysteresis effects in the saturation curve 
occurring between the different no-load emfs.) 

681. In Prob. 630 the field rheostat is adjusted to give 265 volts at no load. Neg¬ 
lecting armature-resistance drop due to field current, determine: (q) field resistance; 
(b) terminal voltage when generator load current is 400 amp. (c) Plot terminal volt-/ 
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age as function of armature current to practically short-circuit, (d) Plot terminal 
voltage aa function of load current. Determine: (e) maximum value of load current; 
(/) regulation. 

681. In the generator, Prob, 630, there is the equivalent of 110 demagnetising 
ampere-turns per pole (see Sec. 296, p. 424) at rated-load current, (a) Determine at 
rated-food current the triangle corresponding to bed. Fig. 354, p. 449, using correspond¬ 
ing armature current. (See brackets, Prob. 630.) Determine: (b) field resistance 
which will give rated voltage of 250 volts at rated load current; (c) no-load terminal 
voltage, neglecting voltage drop in armature due to field current, (d) Plot terminal 
voltage as function of armature current to practically Bhort-cireuit. (e) Plot terminal 
voltage ss function of load current (see Figs. 352, 353). Determine: (/) maximum 
value of load current; {g) regulation. 

688 . The speed of the generator, Prob. 632, is reduced from 1,200 rpm to 1,160 rpm. 
Repeat Prob. 632. 

684. The following are the constants of a 25-kw 250-volt 1,760-rpm compound gen¬ 
erator: armature resistance 0.095 ohm; Beries-field resistance 0.04 ohm; series-field- 
diverter resistance 0.02 ohm; commutating-pole resistance 0.025 ohm; shunt-field 
resistance 240 ohmB. The generator is connected short-shunt. With the generator 
delivering rated current at rated voltage, determine power loss in following: (a) arma¬ 
ture; (b) series field; (c) diverter; (d) shunt field. Determine: (e) induced emf; if) 
total power generated in armature; (p) electrical efficiency [output divided by (/)]. 

686 . Repeat Prob. 634 with load current at one-half rated value, the terminal volt¬ 
age remaining at 250 volts. 

686. The following are the constants of a 500-kw 250-volt 900-rpm compound gen¬ 
erator: armature resistance 0.00144 ohm; brush resistance 0.001 ohm; series-field resist¬ 
ance 0.00045 ohm; commutating-pole resistance 0.00054 ohm; shunt-field resistance 21 
ohms. The generator is connected Bhort-shunt. When it delivers rated load at rated 
terminal voltage, determine power loss in (a) armature; (b) brushes; (c) series field; (d) 
commutating poles; (e) shunt field. Determine: (/) total power loss; ( 9 ) total power 
generated; (h) electrical efficiency of generator [output divided by ( 0 )]. 

687. Repeat Prob. 636 with the load current at three-fourthB rated value and the 
terminal voltage 254 volts. 

688. Repeat Prob. 636 with the generator delivering one-half rated current at 256 
volts. 

688 . A 500-kw 550- to 650-volt compound railway generator is compounded so that 
it maintains the voltage constant at 550 volts at all loads for a point 2.5 miles distant. 
The overhead system consists of a No. 4/0 hard-drawn trolley wire, having a resistance 
of 0.28 ohm per mile, paralleled by three 500,000-cir-mil feeders in parallel, each feeder 
having a resistance of 0.114 ohm per mile. The resistance of the track return is 0.020 
ohm per mile. Determine: (a) value of generator terminal voltage when load at 2.5- 
mile point is 800 amp; (b) efficiency of transmission. 

640. The no-load voltage of a 400-kw compound generator is 250 volts. It supplies 
a 400-kw load, situated 1,000 ft distant, over a 1,000,000-cir-mil cable. It is desired to 
maintain the voltage at the load constant at 250 volts from no load to rated load of 400 
lew. Determine no-load and rated-load voltage of generator. Assume that a circular- 
mil-foot of copper has a resistance of 11 ohms at the operating temperature of the cable. 

641. Repeat Prob. 640 for the condition that the voltage at the load shall rise from 
250 to 265 volts from no load to full load. 

648; The generator of Prob. 640 is connected short-shunt. Armature resistance is 
0.012 ohm, shunt-field resistance is 28 ohms, series-field resistance is 0.0035 ohm, 
diverter resistance is 0.009 ohm, and commutating-field resistance is 0.0020 ohm. 
Determine: (a) emf induced in armature with the 400-kw load of Prob. 640; (b) power 
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loss in armature, in shunt field, in series field, in diverter, in oommutating^poleiribBuity 
and in cable; (c) percentage of power generated which reaches load: 

048. Repeat Prob. 642 for the 400-kw load of Prob. 641. It is now .neceafeftjr to 
remove the series-field diverter. 

644 . In the generator of ProbB. 612 and 613, there arc 3j^ series turns per pole. 
The combined resistance of the armature, brushes, and commutating-pole field in 
series is 0.022 ohm, and the resistance of the series field is 0.010 ohm. The generator 
is connected long-shunt. Determine; (o) rated load current; (b) rated field current 
with flat compounding; (c) series-field ampere-turns to make generator flat-com¬ 
pounded, neglecting armature reaction; (d) series-field current in («); («) resistance of 
necessary diverter. 

640 . In the 100-kw 250-volt generator, Prob. 630, two series-field turns per pole are 
added, and the generator is connected long-shunt. The combined armature, brush, 
and commutating-pole resistance is 0.030 ohm, and the series-field resistance is 0.015 
ohm. There arc 550 sh jnt turns per pole. In the accompanying tabulation are 
the saturation-curve data taken with increasing values of field current. 
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It is desired that the generator be flat-compounded. As in Probs. 630 and 632, at 
rated load armature reaction produces 110 demagnetising ampere-turns per pole. It 
will be necessary to use a diverter to obtain flat compounding. This will necessitate 
a trial-and-error method requiring first an assumed diverter resistance, the correspond¬ 
ing voltage drop in the series field, and the corresponding series-field current, etc. (The 
diverter resistance will be in the neighborhood of the series-field resistance.) With 
flat compounding the shunt-field current iB known. 

(a) Determine diverter resistance which at rated-load armature current will give in 
Fig. 361 (p. 456) correct values of b A ci due to Bcrics ampere-turns, c\d\ due to armature 
reaction, and eid\ produced by voltage drop in the armature, brushes, commutating- 
pole field, and equivalent resistance of series field and diverter in parallel, all in series. 
Note that for flat compounding points bi and a coincide, (b) By method shown in Fig. 
361, determine terminal voltage at 150 per cent and at 50 per cent rated-load current, 
(c) Plot load characteristic. 

646 . In Prob. 645, the diverter is disconnected. Determine terminal voltage by the 
method of Fig. 361 at (a) 150 per cent rated load; (b) rated load; (c) 50 per cent rated 
load, (d) Plot load characteristic. 

647 . It is desired to add series turns to a 75-kw 250-volt shunt generator, so that its 
rated-load terminal voltage is the same as the no-load terminal voltage. There are 
1,050 shunt turns per pole. When load is applied, it is found necessary to increase the 
shunt-field current from 4.20 to 5.63 amp in order to keep the rated-load terminal 
voltage equal to the no-load terminal voltage. The generator is connected long- 
shunt. The rated current is 300 amp. (a) Determine series turns per pole which it is 
necessary to add. (b) If 7)4 turns per pole are added and the resistance of theseries- 
field circuit is 0.008 ohm, determine resistance of diverter. The voltage drop in the 
series field may be neglected; that is, the voltage across the brushes at rated load and at 
no load are the same. (The small voltage drop in the series field can be compensated 
for by the diverter.) The armature current at rated load may be taken as 300 amp. 

646 . It is desired that the voltage of a 500-kw 600-volt compound generator* con¬ 
nected long-shunt, shall increase from 550 volts at no load to 600 volts at rated load; 
With the series field out of circuit and the shunt field excited from an external source, 
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it is found that the desired increase of voltage, in addition to the combined series-field 
and diverter voltage drop, may be obtained by increasing the shunt-field current from 
its no-load value of 7.8 to 14.3 amp. There are 500 shunt turns per pole and 6 H series 
turns per pole. The series-field resistance is 0.008 ohm. Determine resistance of a 
diverter to be connected across series field. 

649. Assume that a scries generator is supplying a current of 6.6 amp to a series 
lighting system. The terminal voltage of the generator is 2,700 volts. The armature 
resistance is 22 ohms, and the series-field resistance is IB ohms. The series field is 
shunted by a 35-ohm shunt. Determine: (a) induced emf in generator; ( 6 ) armature 
loss; (c) series-field loss; ( d) shunt loss. 

660. A 150-kw load is situated 2,200 ft distant from the 240-volt bus bars of u station. 
The load is supplied over a 750,000-cir-mil feeder. It is desired that when the load is 
160 kw, the load voltage shall be not less than 230 volts, (a) Determine current and 
voltage rating of a series booster designed to maintain voltage at this value. Assume 
that a circular-mil-foot has a resistance of 11 ohins at the operating temperature of the 
feeder. The efficiency of the booster is 87 per cent. It is driven by a shunt motor 
connected across the bus bars, the motor efficiency being 88 per cent. (5) Determine 
over-all efficiency of feeder. 

QUESTIONS ON CHAPTER XIII 
The Motor 

1. In what way does a motor differ from a generator in the function which it per¬ 
forms? In general construction? 

2 . What effect occurs when a straight conductor carrying a current is placed in a 
magnetic field perpendicular to the direction of the field7 Explain this action by two 
elementary laws of magnetism. What is the effect of reversing the current in the 
conductor? 

3. To what three factors is the force proportional? If the flux density alone is 
doubled, how is the force affected? If the current alone is doubled? 

4 . From the relation giving the field intensity at the center of a coil carrying current 
derive the equation which gives the force on a conductor carrying current ill a mag¬ 
netic field. 

fi. State a convenient rule by which the relation among the direction of the current, 
the direction of the field, and the direction of the force can be determined. What 
other simple method enables one to determine this relation? 

6 . Define torque. In what units is it expressed in the British system? In the 
metric system? 

7 . Show that a coil carrying current when placed in a magnetic field may develop a 
torque. In what position of the coil is the torque a maximum? When is it zero? If 
continuous rotation is desired, what change in the connection to the coil should be 
made when the torque reaches its zero value? 

8 . Why is a large number of conductors on the armature desirable? To what three 
factors is the torque of an armature proportional? In any given motor to what two 
factors is the torque proportional? 

9. How can it be shown that resistance alone does not determine the current to a 
motor armature? Why must there be an emf induced in a motor armature when it is 
rotating? What is the relation of this emf to the direction of the current; to the 
direction of the applied voltage? 

10. Is the counter emf greater or less than the applied voltage? Why? By what 
quantity do the two voltages differ? 
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11. Fundamentally, upon, what two quantities does the speed of a motor depend? 
Derive the equation which gives the speed in terms of terminal voltage, armature* 
resistance drop, and flux per pole. 

15. Show that the mechanical power developed.hy a motor armature is equal to the 
product, of the current and the counter emf. 

19. In what direction is the flux of a motor distorted hy armature reaction? In 
what direction should the brushes be moved as the load is applied to a motor? What 
general effect on the field flux does this movement of the brushes have? What is the 
effect on the speed? 

14. What is the relation among the main poles, the commutating poles, and the 
direction of rotation of a motor? How does this relation noon pare with the similar one 
for a generator? 

16. When load is applied to a motor what is its first reaction? With the shunt 
motor, how does this reaction affect the counter emf? * The current to the armature? 

16- What two characteristics are important in considering the adaptability of a 
motor for commercial work? 

17. When load is applied to a shunt motor, show the relation of internal torque to 
armature current. Derive the equation which gives the speed as a function of arma¬ 
ture current. Discuss the effect of armature reaction on speed. Define speed regula¬ 
tion and its significance as regards a motor's performance. 

16. To what general type of work is a shunt motor adapted, and why? Compare 
adjustable-speed operation with variable-speed operation of a motor. Discuss the 
starting of shunt motors under load. 

IB. How docs the flux in a scries motor vary with the load current? Show the 
relation of internal torque to load current, assuming no saturation in the magnetic 
circuit. Show the relation of speed to load current. What precautions should be 
taken when the series motor is being installed for industrial drives? 

20. To wlmt general types of load is a series motor adapted, and why? For what 
reasons is it especially adapted to railway work? 

21. W r hat quantities are plotted as the characteristics of a series railway motor? 
Why? 

22. In what way do the windings of n compound motor differ from those of a shunt 
motoT? A series motor? In what two ways, with respect to the Bhunt winding, may 
the series winding be connected? 

23. Discuss the speed characteristic of the cumulative-compound motor; the torque 
characteristic. W 7 hat is the one advantage of this motor over the series motor? For 
what general type of work is it best adapted? 

24. What is the nature of the speed and torque characteristics of the differential- 
compound motor? Is this type of motor in general use? Explain. What precaution 
is necessary in starting this type of motor? 

26. How may the direction of rotation of a motor be reversed? What is the effect 
of reversing the line terminals? 

26. Why is a starting rheostat necessary for d-c motors? With the shunt motor, 
in what circuit is the starting resistor connected? Why should it not be connected in 
the line? 

27. What two additions to the starting resistor of Fig. 396 (p, 601) are incorporated 
in a three-point starting box? Why? Sketch the connections of a three-point box 
Show that the starting resistor, which is in series with the shunt field when the arm is 
in the running position, has little effect on the field current. 

28 . Under what conditions of motor operation is a three-point box undesirable? 
Why? Show that this objection is overcome by the use of a four-point box. Sketch 
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the connections of a four-point box. What lb the principal advantage of having Hie 
hold-up magnet in series with the shunt field ? 

29 . Sketch the connections of a starting box containing the field rheostat. Why is 
it necessary to short-circuit this rheostat on starting? How is this accomplished? 

90. How should a shunt motor be stopped? Give reasons. What is the effect of 
stopping the motor by throwing back the starting arm? 

91 . Sketch the connections of series-motor starters. What iB the advantage of the 
no-load release over the no-voltage release? 

92 . When are controllers used, and why? What two functions may a controller 
perform outside actual starting duty? 

99 . What are two advantages of automatic starters in medium sixes of motors? 
In the larger sixes of motors? Describe the method of operation of the General 
Electric automatic starter shown in Fig. 402 (p. 607). Compare the operation of the 
temperature overload relay with that "of a fuse. 

94 . What is the principle of the magnetic blowout? Under what conditions is it 
used? 

95 . What two factors only can be varied in obtaining speed control of a motor? 
In the armature-resistance-control method, which of these factors is varied? What 
are the advantages of this method of control? Nai.ie two serious disadvantages. 

96 . What is the principle of the multi voltage system? How are coarse 
adjustments of speed obtained? Fine adjustments? What is the objection to 
this system? 

37 . What factor in the speed equation is varied in the Ward Leonard system of 
speed control? How many machines are necessary in this system? What is the chief 
advantage of the Bystem, and where is it used? Name two disadvantages. 

39 . What factor in the speed equation is varied in the field-control method ? Name 
two distinct advantages of this method. What limits the range of speed obtainable? 
What type of motor is especially adapted to this type of speed control? 

39. Upon what principle does the Lincoln motor operate 7 What are its advantages? 

40. What is meant by series-parallel control of railway motors? Why is such con¬ 
trol desirable? Sketch the half-speed and the maximum-speed connections in a two- 
motor car; in a four-motor car. 

41. Give three reasons why it is objectionable to place the main controller on the 
platform in the larger sixes of electric cars. How are these objections overcome? 
Give two other reasons why automatic control is desirable. 

42 . What is the general principle underlying the multiple-unit control? What is 
the train line? 

42 . Name briefly the sequence of closing of the contactors in starting a train. 

44. What is meant by dynamic braktngf Where is it used? Can a motor arma¬ 
ture be brought to a standstill by this method of braking? Explain. Show the 
sequence of operations by which a series motor is brought from operation as a motor 
to full dynamic braking. 

45 . What is regenerative braking, and where is it used? What special auxiliary 
equipment is necessary when regenerative braking is used with series motors? 

46 . Under what circumstances is it desirable to know the efficiency of a motor? 
What type of brake is often used for loading motors? Does this type lend itself 
readily to calculation of torque and power output of the motor? Explain. What is 
meant by the "tare reading' 1 of the brake arm, and how can it be determined and 
correction be made? What is a common method of cooling prony brakes? 

47 . Derive the equation which gives the horsepower of a prony brake. 

48. Describe the cradle dynamometer. To what several uses is it adapted? 



4i.. In what way does a speed counter differ from a tachometer? Upon what 
principle is the magneto-voltmeter method of measuring speed based? 

Define a dynamo tor. What factors determine the voltage ratio betwecnthe 
two oommutaton? Discuss the effect on the voltage ratio of varying the field 
excitation* 

PROBLEMS OR CHAPTER Z3H 
The Motor 

651. The average flux density directly under an N pole of a motor. Fig. 651A, is 
7,500 gauss. The active length of conductor is 24 cm, and the current per conductor 
is 25 amp. Determine force on each conductor in (a) dynes; (b) grams; (e) kilograms. 
There are eight slots under each pole face, there are lour poles and 16 conductors 
per Blot. Assuming that the flux density is constant directly under the pole shoe 
and zero between poles, determine (d) total peripheral force on surface of armature m 
kilograms, developed by armature conductors. 



Fig. 651A. 



652. A coil of 20 turns, Fig. 652A, of length 40 cm and width 30 cm, lies in a uni¬ 
form magnetic field, the density of which is 1,800 gauss. The plane of the coil is 
parallel to the direction of the field; the direction of the flux is from left to right; 
and the direction of the current in the left-hand coil side is toward the observer. The 
current in each turn of the coil is 15 amp. Determine: (a) force developed by each 
horizontal coil side; (b) turning moment or torque in gram-centimeters. Determine 
torque in gram-centimeters when coil has turned in a clockwise direction (c) 45°; 
(d) 60°. 

668. In Fig. 653A is shown a 4-coil air-core armature with 45° between successive 
coils and the common axis of the four coils perpendicular 
to a uniform magnetic field the flux density of which is 
2,000 gauss. The coils are rectangular, and each coil is 
30 cm parallel to the pole faces and 20 cm perpendicular 
to the axis. There are 24 turns in.each coil, and the 
current per turn is 20 amp. When the armature is in 
such a position that the plane of a coil ob is parallel to 
the magnetic field. Fig. 653A, determine (a) torque in 
gram-centimeters developed by armature, (b) Repeat 
through an angle of 22.5 a in a clockwise direction. 

654. The diameter of the armature, Fig. 661 A, is 50 cm. Using the data of Prob. 
651 determine torque in kilogram-meters when average flux density under the pole 
face is (a) 7,500 gauss and current is 30 amp; (b) 8,000 gauss and current is 24 amp. 

656. The diameter of the armature of a 15-hp 230-volt 1,200-ipm 4rpofe shunt 
motor is 10.5 in., and the axial length of the core is 4 in. The pole arc ia 5.4 in f and 
the length of the pole face is 3.75 in. There are 39 slots on the armatuieettd 



Fig. 653A* 


(a) when coil has turned 
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18 conductors per slot. The winding is simplex wave. The current to the armature 
is 64 amp, the average flux density directly under the pole faces is 40,000 maxwells 
per sq in., and any fringing may be considered negligible. Determine: (a) force in 
dynes on single conductor; (b) number of armature conductors which at any instant 
lie under the four pole faces (multiply total armature conductors by ratio of pole arc 
to pole pitch); (c) peripheral force in dynes acting On armature; (d) peripheral force 
in grams; (s) peripheral force in kilograms and pounds (1 kg » 2.205 lb); (/) internal 
torque in pound-feet. 

650. In Prob. 655, the average flux density becomes 42,000 maxwells per sq in. 
and the armature current 62 amp. Determine: (a) peripheral force in dynes acting 
on armature; (b) peripheral force in pounds; (c) internal torque in pound-feet. 

657. In Prob. 655, at rated speed of 1,200 rpm, determine from torque and speed 
(a) internal horsepower, using Eq. (361) (p. 519). Determine: (b) counter emf; 
(c) internal power in watts from ( 6 ) and current. Compare (c) with (o). 

658. In Prob. 656, at rated speed of 1,200 rpm, determine from torque and speed 
(a) internal horsepower, using Eq. (361). Determine: (b) counter emf; (c) internal 
power in watts from (b) and current. Compare with (o). 

659. In a 4-pole shunt motor the pole arc is 10 in., and the axial length of the pole 
face is 10 in. The average flux density under the pole faces is 48,000 maxwells per 
sq in. and may be considered uniform directly under the pole faces, any fringing 
being neglected. The diameter of the armature is 20 in., and there are 57 slots and 
four conductors per slot. The winding is simplex wave. When current to armature 
is 290 amp, determine: (a) peripheral force in pounds acting on armature; (b) internal 
torque in pound-feet; (c) horsepower developed when speed is 658 rpm. 

660. The load on the motor, Prob. 659, changes, the current to the armature 
becoming 200 amp. Owing to armature reaction the flux density under the leading 
pole tip becomes 54,000 maxwells per sq in. and that under the trailing pole tip 
36,000 maxwells per sq in., and the flux density may be considered to vary uniformly 
along the pole arc. Determine internal torque in pound-feet. 

661. In Prob. 659, determine: (a) speed in rpm necessary to induce a counter emf 
of 240 volts; (b) internal power in kilowatts. 

662. In Prob. 660, determine: (a) speed in rpm necessary to induce a counter emf 
of 244 volts; ( 6 ) internal power in kilowatts. 

663. When the flux per pole in the air-gap of a shunt motor is 800,000 maxwells 
and the armature current is 75 amp, the motor develops 90 lb-ft internal torque. 
Determine internal torque when armature current is (a) 45 amp; (b) 55 amp, flux 
unchanged; (c) 40 amp, flux equal to 900,000 maxwells. 

664. In Prob. 6G3, with the flux equal to 800,000 maxwells and the shaft load 
entirely removed, the armature current is 7 amp. (a) Determine internal torque 
necessary to overcome no-load rotational losses, (b) Assuming that rotational losses 
remain unchanged under conditions of (a), Prob. G63, determine torque at pulley in 
(o), Prob. 663. 

665. The flux per pole of a 35-hp 230-volt 1 , 200 -rpra shunt motor is 2,400,000 max¬ 
wells, and the electromagnetic torque is 120 lb-ft when the armature current is 100 
amp. Series turns are added to the field poles and are so connected that the motor is 
cumulative-compound, long-shunt. It is desired that the electromagnetic torque be 
200 lb-ft when the armature current is 140 amp. Determine maxwells per pole by 
which the flux must be increased by series winding. Neglect effect of armature 
reaction. 

666. The resistance of the armature of a 25-lip 240-volt shunt motor is 0.083 ojun. 
When connected to a 240-volt supply the armature develops a counter emf of 232.8 
volts. Determine: (a) armature current; (b) armature current when connected across 
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flame power supply while stationary; (c) counter emf when armature current is 
110 amp. 

667. When tiie armature of the motor, Prob. 666, is taking 80 amp, determine; 
(o) counter emf; (6) internal power; (c) internal torque if speed is 1,500 rpm. 

060. In Prob. 666 the speed is 1,500 rpm. Determine! (a) speed at which 
must operate as a generator in order that armature output may be 87 amp at 240 
volts; (6) speed at Which armature current is zero when terminal voltage ia 240 volts, 

669. There are 702 conductors on the armature of a 230-volt 4-pole 15-hp shunt 

motor, the winding is simplex wave, and its resistance is 0.252 ohm. The flux pei 
pole is 765,000 maxwells, and the armature current is 60 amp. Determine speed of 
armature. * 

670. On the armature of a 4-pole shunt motor are 456 surface conductors, and 
the armature is simplex wave. The flux is 2.41 • 10 s maxwells per pole, (a) 
Determine counter emf when speed is 1,500 rpm. The armature resistance is 0.2 
ohm. (5) Determine terminal voltage when armature current is 60 amp if speed and 
flux remain constant. 

671. In Prob. 670 determine current in armature when speed drops to 1,480 rpm, 
the terminal voltage and flux remaining constant. 

672. In a 500-hp 6-pole 250-volt 800-rpm shunt motor the pole faces are 0.30 meter 
square, the average flux density directly under the poles is 0.77 weber per sq m, and 
fringing may be neglected. There are 270 armature conductors, and the winding is 
simplex lap. The armature resistance including that of the brushes is 0.004 ohm, 
and the resistance of the commutating pole circuit is 0.0012 ohm. With 250 volts 
terminal voltage determine speed when armature currrnt is (a) 1,600 amp; (5) 800 amp. 

673. The resistance of the armature of a 25-hp 250-volt shunt motor is 0.11 ohm. 
When running without load, the motor takes 6.32 amp at rated voltage, the field 
current is 0.92 amp, and the speed is 1,280 rpm. Neglecting armature reaction, deter¬ 
mine: (a) speed when motor current is rated value of 84 amp, field current remaining 
unchanged; (5) speed regulation. Determine speed when motor current is (c) 60 amp; 
(rf) 40 amp. 

674. The resistance of the armature of a 230-volt 15-hp 1,800-rpm shunt motor ifl 
0.252 ohin, and the resistance of the commutating-pole circuit is 0.033 ohm. The 
rated current is 55.3 amp. At no load the current to the motor is 3.85 amp, 0.95 amp 
of which is shunt-field current, and the speed is 1,810 rpm. Neglecting armature 
reaction, at rated voltage determine: (a) speed at ratcd-load current; (6) speed regu¬ 
lation; (c) internal power; (d) internal torque; (e) load torque. 

675. In Prob. 074 determine: (n) speed at 0.75 rated-Io&d current; (5) internal 
power; (c) internal torque. 

676. A compound winding on the motor of Prob. 674 is connected long-shunt and 
aids the shunt field. Its resistance is 0.029 ohm. When the motor current is at its 
rated value of 55.3 amp at 230 volts, the compound winding increases the flux per 
pole 20 per cent. Assume that the increase in flux is proportional to the armature 
current, and neglect armature reaction. Determine speed when motor takes (a) 3.85 
amp; (5) 55.3 amp, the shunt-field current remaining unchanged, (c) Compare inter¬ 
nal torques at 55.3 amp with and without series field. 

677. At no load the flux per pole to the armature in the motor of Prob. 674 is 
1,050,000 maxwells. It is desired that the motor (Probs. 674 and 676) have the same 
speed as at no load when the line, or motor, current is 55.3 amp. Determine flux 
per pole. 

676. Determine: (a) the mechanical power in kilowatte and horsepower developed 
in armature of Prob. 671 when motor current is 55.3 amp at 230 volts; (6) internal 
torque in (a). 
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670* A 60-hp 250-volt 1 , 200 -rpm shunt motor takes 214 amp at 250 volts. The 
field current is 1.05 amp, and the combined armature, brush, and commutating-field 
resistance is 0.039 ohm. The motor speed when running light is 1,200 rpm, and the 
line current is 8.6 amp. Determine (a) internal power developed in kilowatts and 
horsepower. When line current is 214 amp, determine: (b) internal power in kilowatts 
and horsepower; (c) internal torque in pound-feet. 

680. In a 100-hp 600-volt. 1,200-rpm, shunt motor the field resistance is 500 ohms, 
and the combined armature, brush, and commutating-field resistance is 0.13 ohm. 
The efficiency of the motor at its rated load is 90 per cent. At rated output and speed 
determine: (a) line current; (b) field current; (c) counter emf; (d) internal power in 
kilowatts; (e) internal torque; (/) torque at pulley. 

681. Repeat Prob. 680 for one-half rated horsepower output. The efficiency is how 
87*5 per cent. Note that speed changes. 

882. In Prob. 680 the armature is blocked so that it remains stationary, and an 
external resistor is connected in b cries with one of the line wires and iB adjusted so that 
the current is at its rated value. Determine: (a) field current; (b) armature current, 
(c) Compare this division of field and armature current with that of Prob. 680, and 
explain. 

688 . The resistance of the armature of a 25-hp 250-volt series motor is 0.12 ohm, and 
the resistance of the series field is 0.10 ohm. When the motor takes 85 amp, the speed 
iB 600 rpm. Determine speed when the current is (a) 100 amp; (b) 40 amp. Assume 
saturation curve is a straight line, and neglect armature reaction. 

684. In Prob. 683, determine Bpeed in (a) and (b) with series field shunted with 0.5- 
ohm resistor. 

685. In a 60-hp 550-volt Beries motor, the combined armature, brush, and commutat¬ 
ing-field resistance is 0.21 ohm, and the series-field resistance is 0.10 ohm. At rated 
current of 90 amp the speed iB 420 rpm. Determine speed when current is (a) 100 
amp; (b) 50 amp. (e) Determine current when speed becomes 1,200 rpm. Assume 
saturation curve Ls straight line, and neglect armature reaction. 

686 . The rated current of a 10-hp 230-volt 1,500-rpm shunt motor is 37.5 amp. 
The field current is 0.45 amp. The armature resistance is 0.25 ohm. At rated cur¬ 
rent and speed, the internal torque is 38.7 lb-ft. Determine internal torque when line 
current is (a) 18 amp; (b) 30 amp. (c) Determine speed in (a) and (b). Neglect 
armature reaction. Determine: (d) speed regulation at 37.5 amp if no-load line cur¬ 
rent is 2.55 amp; (e) torque at pulley at rated current. Neglect armature reaction. 

687. The flux of the motor, Prob. G 86 , is reduced to 0.88 of the value in Prob. 686 . 
The field current is now 0.37 amp. Determine: (a) internal torque and speed at rated 
current with this new value of field current; (b) internal torque and speed when motor 
current is 20 amp and field current iB 0.37 amp. Neglect armature reaction. 

688. A 7.5-hp 240-volt series motor develops 78 lb-ft internal torque when the cur¬ 
rent is 27 amp. Determine internal torque when current is (a) 36 amp; (b) 20 amp; 
(c) 10 amp. Neglect armature reaction, and assume straight-line saturation curve. 

689. The armature resistance of the motor, Prob. 688 , is 0.54 ohm, and the field 
resistance is 0.15 ohm. Determine speed when current at 240 volts is (a) 36 amp; (b) 
20 amp; (e) 10 amp. Determine internal horsepower when current is (d) 36 amp; («) 
20 amp. 

880. The resistance of the armature of a 60-hp 600-volt series railway motor is 0.215 
ohm, the resistance of the commutating-field is 0.050 ohm and that of the series field is 
0.080 ohm. At rated voltage, and rated current of 82.0 amp, the speed iB 600 rpm. 
Determine speed and internal torque when current is (a) 05 amp; (b) 40 amp. Assume 
straight-line saturation curve, and neglect armature reaction. 

661. In Prob. 690 repeat (a) and (b) when series field is shunted by a 0.5-ohm resistor. 
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691 When a railway car, operating with two series motors in pavsHe!; takes: 900 
mnp, the total tractive effort .developed is 6,000 lb. Determine approximatetractive 
effort when car is starting with (a) two motors in series and oar is taking 220 amp; (6) 
with motors in parallel and current to car 380 amp. Assume straight-line saturation 
curve for motors, and neglect armature reaction. 

698. The railway car of Prob. 692 starts under conditions which require a tractive 
effort of 6,800 lb, the two motors being connected in series. When the car is running 
with the two motors connected in parallel, a tractive effort of 4,000 lb is required. 
Determine approximate current to car when (a) car is starting with motors in series; 
(b) car is running with motors in parallel. 

664. The speed of a 25-bp 250-voFc cumulative-compound motor, when running 
light, is 1,500 rpm, and the line current ib 6.10 amp. The shunt-field resistance is 800 
ohms, the series-field resistance is 0.04 ohm, the com mutating-field resistance is 0.03 
ohm, and the armature resistance is 0.10 ohm. The motor is connected long-shunt. 
The line current at rated: load is 84.0 amp, and the corresponding speed is 960 rpm. 
Determine; (a) counter emf at no-load speed; (6) counter emf at rated-load speed; (c) 
ratio of rated- to no-load flux; (d) internal torque at rated load. Neglect armature 
reaction. 

696. In Prob. 694, when line current is 42.0 amp determine: (a) counter exnf;. (6) 
ratio of flux to no-load flux; (c) Bpeed; id) internal torque. Assume that the increase 
in flux is proportional to the series-field current. 

696. The rated current of a 50-hp 250-volt shunt motor is 168 amp. The no-load 
speed of the motor is 850 rpm, the combined armature and commutating-field resist¬ 
ance is 0.052 ohm, and the Bhunt-field resistance is 150 ohms. It is desired that the 
starting torque of the motor be equal to the rated-load torque. Determine; (a) total 
initial resistance of starting box; (b) armature current when speed becomes 25 per cent 
of no-load speed, with entire starting resistance still in circuit. Neglect armature- 
resistance drop at no load and armature reaction. 

697. When the motor of Prob. 696 has reached 25 per cent no-load speed, as in (6), 
it is desired that the armature current again be made equal to its rated value by 
moving the starting arm to the next contact. Determine remaining resistance in 
starting box. Neglect armature-resistance drop at no load, and armature reaction. 

096. The motor of Prob. 096 reaches one-half the no-load speed with the resistance 
determined in Prob. 697 still in circuit, (a) Determine armature current, (b) It u 
desired that the armature current again be made equal to ita rated value by moving the 
starting arm to the next contact, (c) Determine remaining resistance in starting box. 
Neglect armature-resistance drop at no load, and armature reaction. 

699. The resistances of the armature and field of a 60-bp 60Q-volt series motor are 
0.24 and 0.08 ohm. The rated current is 82 amp. Determine resistance of first posi¬ 
tion of starting controller in order that motor may develop on starting (a) rated-load 
torque; (b) 200 per cent rated-load torque. Assume that saturation curve is a straight 
line, and neglect armature reaction. 

700. The resistance of the armature of a 25-hp 230-volt shunt motor is 0.076 ohm. 

When the armature current is 4.55 amp, the speed is 1,200 rpm. It is desired that the. 
speed be reduced to 750 rpm at rated armature current of 91 amp by inserting external 
resistance in the armature circuit (see Fig. 404, p. 509). (a) Determine necessary 

external series armature resistance, (b) With this external resistance in circuit deter¬ 
mine speed when armature current is 45 amp. (c) In (b) determine per cent of rated- 
load torque. In (a) and (b) determine per cent of power to armature circuit that is 
converted to (d) mechanical power; (e) heat. 

701* Repeat Prob. 700 for 500 rpm. 

70& The resistance of the armature of a 15-hp 230-volt 1,500-rpm ilmnt motor is 
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0.252 ohm, and the resistance of the shunt-field circuit is 275 ohms. The rated motor 
current is 56.3 amp. The speed with 230 volts and at rated current is 1,500 rpm. A 
0.75-ohm resistor is inserted in series with the armature. Determine: (a) speed; (5) 
speed when armature current is 28 amp. In (a) and (b) determine per cent of power 
to armature circuit that iB converted to (c) mechanical power; (d) heat. 

703. Repeat Prob. 702 with the 0.75-ohin resistor replaced by a 2-ohm resistor. 

704. In a Ward Leonard system of Bpeed control the efficiencies of the machines are 
as follows: Mi, Fig. 406 (p. 511), 91.0 per cent; G, 88.0 per cent; M S| 86.8 per cent. 
The voltage across the mains is 250 volts. When M 2 delivers 45 hp, determine: (a) 
over-all efficiency of system; (b) current supplied by mains. 

706. In Prob. 704, the load on the motor is 25 hp, and the corresponding efficiencies 
are Mi, 87.9 per cent; G, 86.0 per cent; M s , 84.5 per cent. Repeat (a) and (b). 

706. In a brake similar to that shown in Fig. 412 (p. 517), the length L is 2 ft, the 
balance reading is 19.8 lb, the tare weight of the arm is 1.6 lb, and the speed of the 
armature is 1,530 rpm. The terminal voltage is 250 volts, and the current is 30.4 
amp. Determine: (a) horsepower output; (b) input in watts; (c) efficiency. 

707. Repeat Prob. 706 for a balance reading of 10.3 lb and a speed of 1,540 rpin. 
The motor input is now 18.45 amp at 250 volts. The tare weight of the arm remains 
unchanged. 

708. It is desired to conduct a brake test on a 20-lip 250-volt 1,500-rpm shunt 
motor. A brake with a 2-ft arm similar to that in Fig. 412 (p. 517) is available. 
The test is to be carried to 25 per cent overload. Determine rating in pounds of 
balance, allowing 3 lb for tare weight. 

709. A prony-brake test is made on a 15-hp 240-volt 1,200-rpm shunt motor, a 
brake of the general type of that shown in Fig. 412 (p. 517) being used. The terminal 
voltage is maintained constant at 240 volts, and after the motor has reached its oper¬ 
ating temperature, the shunt-field current is adjusted to give 1,200 rpm at 15 Up 
and then remains constant at 1.07 amp. The lever distance of the brake arm is 2 ft, 
and the tare weight is 0.8 lb. The experimental data are given in the accompanying 
tabulation. From the data, compute: (a) net balance reading; (b) torque in pound- 


Motor current amp 

71.1 

66.07 

59.1 

51.9 

45.3 

39.6 

33.3 

20.8 

Balance, lb 

44.66 

41.3 

37.1 

32.5 

28.4 

24.8 

20.8 

16.53 

Rpm 

1,176 

1,180 

1,193 

1,204 

1,213 

1,219 

1,22G 

1,235 

Motor current, amp 

21.5 

16.7 

11.9 

9.1 

6.1 

4.6 

3.5 


Balance, lb 

13.1 

9.98 

6.83 

5.02 

3.02 

1.93 

* 


Rpm 

1,243 


1,257 

1,261 

1,205 

1,267 




* Brake removed. 


feet; (c) horsepower output; (d) watts output; (c) watts input; (/) efficiency. Plot as 
function of horsepower output (see Fig. 390, p. 494) (p) current; (h) torque; (») rpm; 
( 'j) efficiency. It is suggested that the data and computations be tabulated in columns 
headed as follows: /; VI — input watts; balance reading; Net pounds; Torque; llpm; 
Hp output; Watts output; Efficiency. 

{ JESTIONS ON CHAPTER XIV 
Losses; Efficiency; Operation 

1. State the method of determining each of the following losses, which are scheduled 
by ASA Standard C50 “Rotating Electrical Machinery {a) shunt-field loss; (d) 
friction and windage loss; (c) brush -friction loss; (g) core loss; (h) armature I*U loss; 
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(i) Mnes-field windings I % R logs; (j) brush-contact lose; (k) stray-load loee. State 
the nature of (Jb). 

Draw the diagram of connections for measuring the resistance of the armature 
copper. 

3. Show, with sketches, the nature of eddy-current losses in the iron of dynamos. 
What means are employed to reduce the losses to permissible values? Why is silicon 
steel seldom used for dynamo cores? 

4. To what two quantities are eddy currents proportional? . How does the eddy- 
current loss vary with each of these quantities? 

B. Show, with a sketch, how hysteresis loss occurs in the armature core of a dynamo. 
How does hysteresis loss vary with the speed and the flux? 

6. Show, with a sketch, the nature of polo-face losses. What means are taken to 
reduce such losses to small values? 

7. Give three formulas for obtaining efficiency. Which of the three is used ordi¬ 
narily for a generator 7 For a motor? Explain. 

8 . With electrical machines, why is it Almost always more accurate to obtain the 
efficiency by measurement of the losses, rather than by direct measurements of output 
and input? 

9. Which of the losses in the ASA schedule can be determined directly by electrical 
measurement? 

10. Which of the losses in the ASA schedule can be combined and denoted as 
"stray power”7 Of what quantities are these losses a function, and how are the 
losses supplied? 

11. Why is it possible to duplicate under no-load conditions the stray power which 
exists when the machine is under load? 

12. Give the equations by which the efficiency of a generator may be determined 
from the leases which include stray power. Repeat for a motor. 

IS. Show why stray power is a function of E/S and S. To what operating condi¬ 
tions is this relation applied? 

14. Under what conditions is a machine operated in order to determine its stray 
power? Derive the equation which gives the stray power. Show a diagram of con¬ 
nections, and state the measurements from which stray power may be determined. 

15. In the measurement of Btray power, show how- the correct value of flux (E/S) is 
obtained. Repeat- for speed. Show that these adjustments can be made independently. 

16. For what purpose is a set of stray-power curves desirable? Why cannot the 
stray power over the entire operating range of a dynamo be shown with a single curve? 

17. In the opposition method what assumption is made as to the distribution of 
stray-power and stray-load losses between the two machines? Does this assumption 
introduce appreciable error? In this method how are the two machines started and 
adjusted? What instruments are used, and what measurements are necessary? 
State the disadvantages of this method. 

IB. In general, what factor determines the rating of a steam engine? A steam 
turbine? A gas engine? An electric machine? Give reasons in each case. 

19. State the effects of excessive temperature on the insulation of electric machin¬ 
ery. Discuss the relation between electrical and mechanical strength of insulation. 

20. Enumerate the insulating materials which are included in Class A and Class B.' : 
State their "hottest spot temperatures.” 

2L Discuss the general relations existing between allowable hottest spot tempera¬ 
tures and the "limiting observable temperature rise” in the different partB of electri¬ 
cal machinery. 

2ft. Describe the thermometer method of measuring the temperatures of the differ¬ 
ent parts of electric machines. Repeat for the resistance method. 
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U. For what length of time should a temperature teat be run? How may the tem¬ 
perature rise be accelerated? In what way may a machined approach to constant 
temperature be determined? Why doea the temperature of a machine rise more 
rapidly at the beginning of a test than at the end ? What relation exists between the 
heat supplied and the heat dissipated when a constant temperature is reached? 

24. Why must care be taken not to include the brush and contact resistance when 
measuring the armature resistance for temperature determination? Where must the 
voltmeter leads be held? 

SB. , What difficulties arise when the resistance of a multipolar armature is measured 
for temperature determination? How may these difficulties be eliminated? What 
precautions should be taken when the field temperature is being determined by resist¬ 
ance measurements? 

26. Give five reasons why it is either necessary or desirable to operate shunt genera¬ 
tors in parallel. Why does the load characteristic of the Bhunt generator adapt this 
type of generator particularly well to parallel operation? 

S7. Analyze the reactions which follow when one generator begins to take more than 
its share of the load. What is meant by stable equilibriumt 

28. State in detail the steps necessary to connect a generator in service. If the 
generator is connected in service with its voltage equal to that of the buB, why does it 
not take load? What must be done in order that it may take load? 

29. Describe the steps necessary to remove a generator from service. Why is it 
undesirable to open the generator switch when the machine is supplying load? What 
is necessary as regards the generator characteristics in order that the machines may 
properly divide the load over their entire range of operation? 

80. Show that overcompounded generators in parallel are in unstable equilibrium. 
What simple connection makes their operation stable? 

81. What two conditions are necessary for two compound generators to divide the 
load properly over their entire range of operation? 

82. Why does not a diverter change the division of load between two compound 
generators in parallel? What adjustment can be made to change the load division? 

88. How many equalizers may be necessary in certain types of compound genera¬ 
tors? How many poles must the switch have for such generators? 

84. Explain why a compound generator when connected to the bus bars usually 
takes load, even although at the instant of switching its emf is equal to the bus-bar 
voltage. What change can be made in the manner of switching which will prevent the 
foregoing effect? 

PROBLEMS OH CHAPTER XIV 
Losses; Efficiency; Operation 

710. The eddy-current loss in a 25-kw Bhunt generator is 320 watts when it is operat¬ 
ing at 1,200 rpm with a flux of 1,200,000 maxwells per pole. Determine loss (a) When 
speed is 1,500 rpm, the flux remaining unchanged; (5) at 1,200 rpm with flux of 1,000,- 
000 maxwells per pole; (c) with flux in (b) but with speed of 1,500 rpm. 

711. The hysteresis loss in the generator of Prob. 710 is 400 watts when the speed is 
1,200 rpm. Determine hysteresis loss under conditions of {a), (b), (c). 

712. When the induced emf in a 100-kw 250-volt shunt generator is 265 volts and 
the speed is 1,200 rpm, the hysteresis loss is 1,420 watts. Determine hysteresis loss 
under following conditions: (a) induced emf 280 volts, speed 1,200 rpm; (b) induced 
emf 230 volts, speed 1*020 rpm; (c) induced emf 240 volts, speed 1,020 rpm. 

718. In Prob. 712, when induced emf is 266 volte and speed ib 1,200 rpm, the 
eddy-current loss is 680 watts. Determine eddy-current loss under conditions of (a), 
(*>,(«). 
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:714. tt ia desired to separate the eddy-current and hysteresis lem m a 20 (Mnr d-o 
geotntor, The iwerator vis operated at 1,000 rpm; the core loss is measured and 
found to be 3 f 600 watts. At l f 400 rpm the core toss is found to be 3,790 wat$& At 
1,000 rpm determine: (a) eddy-current loss; (bj hysteresis lose. {Use the methods .of 
Sec. 196, p. 270. The use of Eq. (180) is suggested.) <e) and (d) Eepeat (a) and (b) 
for 1,200 rpm. 

718. A 400-kw 250-volt 1,500-rpm shunt generator delivers 1,500 amp at 245 volts 
and rated /speed. The total losses are 34,100 watts. Determine: (a) power input in 
horsepower; (6) torque; (c) efficiency. 

716. The input to a 50-hp 240-volt shunt motor is 176.5 amp at .240 volts, and the 
speed is 1,480 rpm. The total losses are 4,420 watts. Determine: (a) input; (5) 
output in horsepower; (c) efficiency; (d) torque. 

717. The following data are given for a 50-kw 250-volt 1,500-rpm shunt genera¬ 
tor. Resistances are corrected for 75°C. (Bee symbols for Tables II, III, p. 529.) 
V - 250 volts; 7 - 200 amp; I, - 1.18 amp; R a - 0.0245 ohm; R e - 0.0002 ohm; 
Pbt. " 0.01 output; Pcl -* 1,040 watts; Prw “ 1,060 watts. Arrange data as is done 
in Table II, including the stray-load loss and brush-contact loss [see (j) r p. 524, carbon 
brushes, shunts attached]. Determine: (a) total losses; (b) input; (c) efficiency; 
(d) torque. 

718. In Prob. 717 the load is reduced to 100 amp, and the terminal voltage is main¬ 
tained at 250 volts, other conditions remaining the same. The core loss may be con¬ 
sidered to vary as the square of the flux, and hence as E*, for the small difference in the 
two cases. Repeat (a), (b), (c), (d), Prob. 717. 

719. The generator, Prob. 717, operates as a motor at 1,500 rpm. The input is 210 
amp at 250 volts, and the shunt-field current is 1.04 amp. The core Iosb may be 
considered to vary as the square of the flux, and hence as as in.Prob. 718. Arrange 
data as is done in Table III (p. 520), and determine: (a) total losses; (b) output; (c) 
efficiency; (d) torque. (The stray-load loss must be found by trial and error.) 

720. The following data are given for a 200-kw 240-volt 1,200-rpm compound gen¬ 
erator connected long-shunt. Resistances are corrected for 75 0 C. (Bee symbols for 
Tables II, IH, p. 529.) V - 240 volts; 7 - 800 amp; I, - 8.6 amp; E. - 0.0068 
ohm; E. - 0.0022 ohm; R , - 0.0018 ohm; Psl - 0.01 output; Pci - 3,200 watts; 
Prw — 3,800 watts. Arrange data and obtain results in accordance with tbs require¬ 
ments of Prob. 717. 

721. The generator, Prob. 720, operates as a motor at 1,200 rpm, the line current 
being 750 amp. The field current is 7.8 amp, and as in Probs. 718 and 719 the core 
Iobh may be considered to vary as the square of the flux. Arrange data and obtain 
results in accordance with the requirements of Prob. 719. 

722. In a 10-kw 230-volt 1,200-rpm shunt generator the resistance of the armature 
including brushes is 0.252 ohm, and that of the commutating-field is 0.032 ohm. The 
shunt-field resistance is 244 ohms. The stray power is 470 watts, the stray-load lorn 
0.01 the output. At rated load determine: (a) input; (b) efficiency [Eq. (366), p. 531], 

728. In a 500-kw 600-volt 900-rpm compound generator connected short-shunt the 
resistance of the armature including brushes is 0.0148 ohm, that of the commuta ting 
field is 0.0032 ohm, and that of the series field is 0.0041 ohm. The shunt^field resist¬ 
ance is 72.0 ohms; the stray power at rated load and speed is 17.2 kw; the stray-load 
loss is 0.01 output.. Determine at rated load and speed (o) total losses; (6) efficiency; 
(c) torque necessary to drive generator. 

724. In a 220-volt 10-hp 1,800-rpm shunt motor the resistance of the armature 
including brushes is 0.262 ohm, and that of the commutating field is 0.081 ohm. The 
shunt-field resistance is 385 ohms. When the motor is operating at rated speed and 
the input is 39.0 amp at 220 volts, the stray power is 475 watts and the stray-toad toss 
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is 0.01 the output. Determine: (a) output in horsepower; (6) efficiency; (c) torque 
[see Eq. (367), p. 531]. 

725. In a 5-hp 230-volt 1,500-rpm shunt motor the resistance of the armature 
including brushes is 0.175 ohm, and that of the shunt field is 610 ohms. Thie stray 
power including stray-load losses, when the motor delivers rated load at rated voltage, 
is 305 watts. Determine: (a) input at. rated load; (6) efficiency; (c) percentage error 
in efficiency caused by a 10 per cent error in determining stray power, (hint; A 
simple quadratic equation involving the armature current I a may be used to find I a . 
A trial-and-error method is an alternative.) 

726. A 10-kw 220-volt 1,400-rpm shunt generator is running light At rated speed 
as a motor, the connections being those of Fig. 420 (p. 533). The armature takes 1.95 
amp, and the voltage V\ is 233.0 volts. The armature resistance, including brushes, 
is 0.275 ohm. Determine stray-power loss of machine. 

727. In Proh. 726 when the generator is delivering rated-load current at 1,400 rpm, 
its induced emf is 233.5 volts, and the field resistance is 424 ohms. Its stray-load loss 
is 71 watts. Determine: (a) input; (b) ratcd-load efficiency. 

728. The generator of Prob. 726 is operating at 1,400 rpm as a shunt motor. The 
line current is 40 amp, the induced emf is 232.5 volts, and the field current is 0.52 amp. 
The stray-load losses remain unchanged. Using the data of Prob. 726, determine: 
(a) total losses; (6) output in horsepower; (c) efficiency; (ef) torque at pulley. 

729. The current to a 25-hp 250-volt 1,500-rpm shunt motor is 84.0 amp at 250 
volts. The armature resistance including brushes is 0.084 ohm, and the commutating- 
field resistance is 0.032 ohm. The shunt-field current is 0.94 amp. Determine: (a) 
counter emf; (b) value of E/S, and of S at which motor should be operated at no load 
to give correct value of stray power; (c) value to which V\, Fig. 420 (p. 533), should be 
adjusted if current to armature I a is 4.96 amp; ( d ) stray power; (e) motor output if 
stray-load loss is 162 watts; (/) efficiency. 

780. The stray-power curves in Fig. 421 (p. 535) were taken for a 20-kw 220-volt 
920-rpm shunt generator; the resistance of the armature and brushes is 0.075 ohm 
and of the commutating field is 0.015 ohm. When the generator delivers its rated 
output at rated voltage and speed, the field current is 1.42 amp. Determine: (a) 
armature and brush loss; (ft) field loss; (c) value of E/S which determines flux. If 
stray power from interpolation between the curves, Fig. 421, is 840 watts and the 
stray-load loss is 140 watts, determine: (d) input; (e) efficiency. 

781. Two similar 15-kw 230-volt generators are connected for the Kapp opposition 
test. Fig. 422 (p. 537), for the purpose of measuring their losses. When the machine 
operating as generator iB delivering its rated armature current of 66.5 amp at 230 volts, 
the line current I is 16.3 amp. The generator-field current is 1.4 amp, and the motor- 
field current is 1.08 amp. The resistance of each armature, including brushes, is 
0.102 ohm, and the resistance of the commutating fields is 0.034 ohm. Determine: 
(a) power input to armature; (b) resistance losses in armature, including brushes, and 
in commutating fields of two machines; (c) induced emf in generator and motor; (d) 
Btray-power loss of generator, including stray-load losses; (e) field loss in generator; 
(/) total losses in generator; (g) efficiency of generator. Assume combined stray- 
power and stray-load losses proportional to induced emfs. 

782. In Prob. 731, determine efficiency of machine which is operating as a motor. 
(It operates at overload.) 

788. When the current in the generator armature of Prob. 731 is 30.0 amp, the line 
current I is 10.9 amp. The generator-field current is now 1.24 amp, and the motor- 
field current is 1.2 amp. Determine (a) to (g), Prob. 731. 

784. In Prob. 733 determine efficiency of machine operating as motor. 
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736. The armature and the field resistance of a 100-kW 600-volt shunt generator 
are measured after the machine has been standing idle for some time in a dynamo 
room, the temperature of which is 22 !> C. The voltage across lite field winding, 
exclusive of the rheostat * is found to be 460 volts and the field current 2.92 amp. 
The armature resistance between two marked commutator segments is found to be 
0.081 ohm. After the machine has been running under load for 6 hr, those same 
measurements are repeated. The armature resistance is now 0.088 ohm. The field 
voltage is 455 volts and the field current 2.54 amp. Determine rise in temperature 
above room, or ambient, temperature of (a) field coils; (6) armature winding. State 
whether or not these temperatures are within safe limits for class A insulation (Bee 
p. 542). 

786. A 25-hp 230-volt 1,340-rpm shunt motor has been standing idle for some time 
in a room the temperature of which is 23°C. The armature resistance between marked 
segments is measured and found to be 0.062 ohm. The resistance of the field coils 
themselves is measured by the voltmeter-ammeter method. The ammeter reads 
1.083 amp; the voltmeter, connected across the field coils, reads 210 volts. After the 
machine runs at rated load for 5 hr, these measurements are repeated. The armature 
resistance between the same two segments is found to be 0.0738 ohm. The field 
ammeter reads 0.948 amp and the voltmeter 213 volts. Determine measured tem¬ 
perature rise iu (a) armature; (6) field. 

787. Two 50-kw 240-volt shunt generators are operating in parallel. They are both 
adjusted to 240 volts at rated load of 208 amp and are then switched in parallel. 
When operating alone, the terminal voltage of generator 1 rises uniformly from 240 
volts at rated load to 247 volts at no load; the terminal voltage of generator 2 rises 
uniformly from 240 volts at rated load to 249 volte at no load, (a) Plot characteris¬ 
tics. (b) When the load on the system is 300 amp, determine current supplied by 
each generator. 

738. Repeat Prob. 737 when load on system Is (o) 220 amp; (b) 410 amp, 

739. The field rheostat of generator 1 of Prob. 737 is adjusted so that both genera¬ 
tors supply equal currents when the load on the system is 240 amp. The adjustment 
raises the voltage of the characteristic by an equal number of volte at each point, 
(a) Plot characteristics. Determine; (b) no-load voltage of generator 1; (c) current 
supplied by each when load on system is 300 and 400 amp; (d) system voltages 
in (c). 

740. In Prob. 737 the field rheostat of generator 1 is again adjusted so that its emf 
at no load is also 249 volts. The voltage is raised by 2 volte over the entire charac¬ 
teristic. (a) Plot characteristics, (b) Determine current delivered by each genera¬ 
tor when system load is (c) 370 amp; (d) 400 amp. Determine bus-bar voltage (e) in 
(r); ( f) in (d). 

741. It is desired to operate a 200-kw 240-volt shunt generator and a 150-kw 240- 
volt shunt generator in parallel. The terminal voltage of generator 1 drops uniformly 
by 10 volts from a no-load voltage of 250 volte when its rated load is applied. Deter¬ 
mine: (a) drop in terminal voltage of second generator 2 from no load to rated load in 
order that each generator may take its proper share of the load at all times. Assume 
that voltage-current characteristics are straight lines and the no-load voltage is 250 
volte in each case. (6) Plot characteristics. Determine current output of each 
generator when system load is (c) 1,100 amp; (d) 1,400 amp. Determine bus-bar 
voltage (e) in (c); (/) in (d). Determine kilowatts output of each generator (g) in (c); 
(h) in d. 

742. Two 250-volt compound generators are operating in parallel. Generator 1 is 
rated at 250 kw, and generator 2 is rated at 150 kw. The resistance of the series field 
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of generator 1 is 0.005 ohm. (a) Determine resistance of series field of generator 2 
for. proper division of load. The two generators are overcompounded so that the 
voltage of each rises in a straight line from a no-load voltage of 240 volts to 250 volts 
at rated load. Determine: (5) load of each generator when system load is 1,400 amp; 
(c) 800 amp. 

QUESTIONS ON CHAPTER XV 
Transmission and Distribution of Power 

1. State two reasons why power for large d-c loads is usually generated initially as 
a-c power, transmitted, and then converted to d-c power. Why is it usually uneco¬ 
nomical to generate d-c power on a large scale from a primary source such as coal or 
water? 

2. Where is large-scale d-c distribution now used? Give four reasons. 

3. Make a wiring diagram showing three methods which are in general use for 
obtaining both 600 volts and 230/115 volts d-c from the 13,800-volt a-c bus burs. 

4. How does the weight of conductor vary with the transmission voltage if the 
power transmitted, the distance, and the loss are all fixed? Demonstrate. If the 
transmission voltage be doubled, how is the weight of conductor affected, the other 
factors remaining unchanged 7 

6. How does the weight of conductor vary with the transmission distance if the 
power transmitted, the voltage, and the loss are all fixed? Demonstrate. 

6. Enumerate the four conditions which in general determine the size of conductor. 
For what conditions does the question of heating particularly apply? In what- way 
may the economics of the problem determine the size of conductor? State the dis¬ 
advantage of having too large a conductor; too small a conductor. 

7. Why is 100 to 120 volts most convenient for incandescent lighting? Why is a 
substantially higher voltage undesirable.? What are the advantages and disadvan¬ 
tages of a lower voltage for this purpose? 

8 . What are the common trolley voltages? Why are these voltages so chosen? 

9. What is meant by distributed loads? Where do such loads occur? Under what 
conditions are conductors of uniform cross section throughout most commonly used? 

10. Theoretically, what type of conductor is most economical for uniformly dis¬ 
tributed loads? What is the practical condition that most nearly approaches this 
theoretical condition ? 

11. Why is the return-loop system of distribution used? What is its disadvantage? 

12. What system overcomes the disadvantage of the return-loop system? Make a 
sketch, and show how this system may be further modified to form a still more efficient 
system. 

13. What advantage is gained by connecting 115-volt loads in series groups of two, 
and utilizing 230-volt supply 7 What are the disadvantages of so grouping the loads? 

14. How are the objections to the series-parallel system overcome? What are the 
relations existing among the voltages of the Edison 3-wire system? 

15. If the neutral wire be of the, same size as the two outers, what are the relative 
weights of conductor in the 3-wire system with 230 volts across outers and the simple 
115-volt system, other conditions being the same? 

10. What is meant by balanced loads? Under this condition what is the value of 
the neutral current? 

17. What is the direction of the neutral current if the positive load is the greater? 
The negative load7 What is the relation of the neutral current to the current in the 
outer wires? What type of ammeter should be used in the neutral? What are the 
commercial limits of unbalancing? 
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18. State briefly the effect of opening the neutral with (a) balanced loads and (1>) 

unbalanced loads. Why is the neutral usually grounded? Why are rirCuit breakers 
and fuses Usually omitted in the neutral? • /.-K'.'-V 

19. What in general is the effect of putting too heavy a load on one aide of 1 * B^wire 
system on the voltage of that side of the system? On the voltage of the other side of 
the system? 

20. Sketch a method of obtaining a neutral by means of two generators. What is 
the principal disadvantage of this method? 

21. How may a Btorage battery be used for obtaining a neutral? In general how 
does the current in the neutral wire divide when it reaches the center of the battery? 
State the objection to this method. 

22. On what principle does the balancer set operate? What factor determines 
which machine shall operate as motor? As generator? What two methods are used' 
to accentuate motor and generator actions and thins produce tendencies toward 
balanced voltages? 

23. On what principle does the 3-wire generator operate? Where is the path of the 
alternating current? The direct current returning from or going to the neutral? 
Why can the direct current go so readily into or out from the armature? . 

24. How in general is power supplied to d-c loads in the more congested districts? 
What is the function of the feeders? The mains? The junction boxes? Where are 
the house services connected? How are the voltages at feeding points generally 
determined? Why do not the circuit breakers in the feeders trip on straight 
overload? 

25. A concentrated load is supplied from constant-voltage bus bars over a line of 
constant resistance. Under what conditions is the power taken by the load a maxi¬ 
mum? What is the efficiency of transmission under those conditions? When is the 
current a maximum? What is the efficiency of transmission when the current is a 
maximum ? 

26. What type of generator is most commonly used to supply power for railways? 
How’ are such generators connected to the system ? 

27. Under what conditions does a siugle trolley suffice for transmitting the power 
to the car? If a single trolley of the ordinary size is not of sufficient cross section, 
what means can be taken to assist it in supplying the required power? Why is the 
size of trolley not increased? Describe the ladder system. 

28. Under what conditions are multiple feeders employed? What is the disad¬ 
vantage of their use? How may this disadvantage be overcome? 

29. Why does the return current from a trolley car leave the track? What deter¬ 
mines the paths which it follows? What damage, if any, occurs at the point where 
the current enters a pipe? Where it leaves the pipe? 

30. Name two methods by which electrolysis may be reduced. What measure¬ 
ments give a good idea of the magnitude of stray currents between pipes and track? 

31. What is the object of “stand-by service” for station batteries? How are they 
connected to the bus bars? How is their discharge controlled, and how are they 
charged? What type of battery plate is used? 

32. What is meant by “regulating duty” of a battery? Sketch a typical central- 
station load curve, explaining how it is influenced by the habits of the community. 
Define “load factor.” Why are batteries not generally used in large installations for 
smoothing the load curve? 

33. Under what conditions are batteries used for emergency light and power? 

34. Describe the resistance method for controlling battery discharge, stating the 
disadvantages. 
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86 . Upon what simple principle do counter-emf cells operate? What is the chief 
advantage of this method of control over the resistance method? 

86. What is meant by end-cell control ? In what manner is the connection changed 
from one cell to the next without opening the circuit or dead-short-circuiting the 
battery? 

37. What is the essential difference between the series system and the parallel 
system of distribution? In the series system what is the effect of attempting to 
remove a load by opening the circuit? How is a load cut out in a series (system? 

88 . - What type of power apparatus now supplies constant current for street lighting? 
What are the advantages of the series system? Where does its field of application lie? 
Sketch the circuits of two different systems of series-lighting distribution. State the 
advantages of each. 

PROBLEMS ON CHAPTER XV 
Transmission and Distribution of Power 

748. Power is being transmitted over a feeder to a distance of 800 ft from 250-vol. 
bus bars. The current at the load is 250 amp, and the voltage at the load is 280 volts. 
Determine: (a) resistance of feeder; (5) circular mils; (c) power loss; (d) efficiency of 
transmission; (e) power which could be transmitted over feeder from 125-volt bus 
bars, with efficiency remaining unchanged. Assume resistivity of circular-inil-foot of 
copper is 11 ohms. 

744. In Prob. 743 a feeder of the same length but of four times the cross section is 
used. With 125 volts at the bus bars determine: (a) power which can be transmitted 
with load voltage equal to 119.5 volts; (6) power loss; (e) efficiency of transmission. 
Compare (6) and (c) with (c) and ( d ) of Prob. 743. 

745. In Prob. 743 it is desired to transmit the same jwnver witli the same loss a 
distance of 1,500 ft. Determine: (a) resistance of feeder; (6) circular mils; (c) ratio 
of weight of feeder to that in Prob. 743. 

746. A motor takes 300 amp at 225 volts over a 1,050-ft length of 300,000-cir-mil 
feeder (two wires, each 1,050 ft), having a resistance of 0.0360 ohm per 1,000 ft of 
single conductor. Determine: (a) kilowatts transmitted; (6) voltage at sending end 
of feeder; (c) power loss; (d) efficiency of transmission; (e) weight of copper. (A 
1,000-ft length of No. 10 AWG wire, having a cross section of 10,400 cir mils, weighs 
31.4 lb.) 

747. In Prob. 746, assume that the same amount of power has been transmitted 
to the motor at 112.5 volts, and the power loss and efficiency remain the same. Deter¬ 
mine: (a) current; (6) total resistance of feeder; (c) resistance per 1,000 ft; (d) circular 
mils of feeder; (e) weight of copper; (/) sending-end voltage, (p) Compare weight 
of copper with that in Prob. 746. 

746. A 25-hp motor, which is located 900 ft from 250-volt bus bars, iB operating at 
rated output and at an efficiency of 0.875. The motor is supplied by a 00 copper 
feeder which has a resistance of 0.0811 ohm per 1,000 ft of single conductor. Deter¬ 
mine: (a) voltage at motor terminals; (6) efficiency. The motor is moved to a dis¬ 
tance of 1,435 ft from the bus bars. It iH desired that the voltage drop to the motor 
remain unchanged, (c) Determine size conductor which must bo used. 

749. A 12-hp motor is fed from a switchboard, the bus bars of which arc maintained 
at 125 volts. The motor is located at a distance of 800 ft from the switchboard, and 
it is desired to have a potential difference of 115 volts at the motor terminals when the 
motor is carrying its full load of 12 hp. Determine (a) diameter in mils of copper con¬ 
ductor used to connect motor to the switchboard. The resistance of a circular-mil-foot 
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of copper at the operating temperature is 11.0 ohms. The jefficiency of motor at fall 
toad is 86.5 per cent. (6) Copper weighs 0.32 lb per cu in. Determine weigbt of con- 
ductor in (o). (c) Repeat (a) and (b) for a switchboard voltage of 250 volta and 6ame 

per cent voltage, drop to motor, (d) Repeat (a) and (6) for a switchboard voltage Of 
625 Volta and the same per cent drop to motor. 

760. A load located 1,20G ft from'240-volt bus bars takes 120 kw over a 1,000,000- 
cii^mil feeder the resistance of which is 0.0108 ohm per 1,000 ft of single conductor. 
Determine: (a) resistance of feeder; (b) current; (c) voltage at load; (d) efficiency. 

761. Repeat Prob. 750 with load of 100 kw. 

762. In a system similar to that of Prob. 750 the distance to the load is 1,440 ft, 

and in order that the efficiency of transmission remain unchanged a 1,200,000-cir-mil 
cable having a resistance of 0.00899 ohm per 1,000 ft of single conductor is used. 
Determine: (a) resistance of feeder; (6) current; (c) voltage at load; ( d) weight of ! 
feeder in pounds; (e) ratio of (d) to weight of feeder m Prob. 750; (/) ratio of weights 
to distance in (e). * 

763. A street 1,400 ft long is illuminated by eight 485-watt multiple-connected 
lamps, placed 200 ft apart. Number 3 AWG conductors are used to supply this 
system (0.200 ohm per 1,000 ft of conductor). The supply voltage is 125 volts, and 
the distance from the supply to the .first lamp is 200 ft. Determine: (a) voltage dropB 
between adjacent lamps; (6) voltage at last lamp. Assume that each lamp takes 4.0 
amp. 

764. If the lamps of Prob. 753 are fed by the antiparallel system [see Fig. 433(a), 
p. 557], No. 3 AWG wire still being used, determine voltage at lamps at ends of 
street. Compare their absolute voltage and their difference of voltage with the results 
of Prob. 753. 

766. In a system similar to that of Prob. 753 the lamps are fed at the center of the 
system, Fig. 755A, by two No. 3 AWG conductors (0.200 ohm per 1,000 ft of conduc- 
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tor) from a junction box 800 ft away, the bus bars of which arc maintained at 125 volts. 
Determine: (a) voltage at lamps 1, 2, 3, 4; (b) transmission efficiency of system. 

766. Power is to be transmitted from 250-volt bus bars to a motor 600 ft distant 
delivering 60 hp and to a motor 500 ft farther away delivering 25 hp. The efficiency 
at rated toad of the 60-hp motor is 91.1 per cent and that of the 25-hp motor 87.5 per 
cent. With each motor operating at rated load the voltage at the 25-hp motor shall 
be not less than 230 volts and that at the 60-hp motor not less than 239 volts. Deter¬ 
mine: (a) resistance of necessary feeders; (b) nearest site, AWG or circular mils; (c) 
weight of each feeder; (d) efficiency of transmission. 

767. In Prob. 756 determine: (a) size of uniform feeder which will have same weight 
as two feeders; (6) voltage at each load with this feeder; (e) efficiency of transmission. 
Which system uses the copper more effectively? (Use values of resistance in Prob. 
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756, and compute sue wire accordingly, even if it does not equal a standard-gage size.) 
Assume same load currents as in Prob. 756. 

753. It is desired to operate a group of eighty 115-volt lamps located 600 ft from a 
240-volt source of supply. The lamps are connected series-parallel, Fig. 434 (p. 557), 
and each takes 0.9 amp. Two No. 2 AWO copper conductors each having a resistance 
of 0.159 ohm per 1,000 ft are used to transmit the power. Determine: (a) voltage at 
lamps; (6) power loss in line; (c) efficiency of transmission, (rf) If rubber-insulated 
wire is UBed, verify its carrying capacity (see Appendix G, p. 591). 

709. In Prob, 758, assume that the lamps are all connected in parallel and are sup¬ 
plied from a 120-volt source. The distance and power loss remain unchanged. 
Determine: (a) size of conductor, circular mils; (5) ratio of weight of copper to that in 
Prob. 758. (Check carrying capacity, Appendix G, p. 591.) Use actual circular mils 
irrespective of standard gage sizes. 

760. In Prob. 758 determine: (a) weight of conductors if a neutral equal in 
size to outer conductors is used; (b) if neutral ig one-half size (No. 5 AWG); (c) ratio 
of weight of conductors in Prob. 759 to (a), (b). 

761. In Fig. 761A is shown an Edison 3-wire system with several loads. Indicate 
current and its direction at each of the points a to k. 
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762. If the neutral is cut at point X , Fig. 7(ilA, determine voltage across (a) posi¬ 
tive side of system; (b) negative side. Assume that load resistances do not ehangc, 
and neglect voltage drop in mains themselves. 

763. In Fig. 763A is shown a 230/115-volt 3-wire Edison system with a resistive 
load A connected between positive conductor and neutral and a resistive load B con- 
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nected between negative conductor and neutral. When the current to each load is 
80 amp, determine voltage across (a) A ; (b) B. 

764. In Fig. 763A the current in load A remains at 80 nmp, and the current in load 
B becomes 50 amp. Determine voltage across (a) A; (b) B. 

765. In Fig. 763A the current in load A becomes 40 amp, and that in load B becomes 
70 iunp. Determine voltage across (a) A; (b) B. 

766. If, in Ptob. 765, the neutral becomes opened, determine voltage across load 
(a)A;(b)B. 
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767. In Fig, 76T A is shown the diagram of a typical Edison 240/120-vo3t 3-wtre 
system with lamp loads AB and CB connected to neutral ami a motor across tht 
outers, With the motor taking 100 amp, load AB — 200 amp, and load CB — 150 
amp, determine voltages across AB, CB and at the motor. The resistance of a cir- 
cular-mil-foot of copper may be taken as ll ohms. 
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768. Repeat Prob. 707 with the motor current 150 amp. 

and the load CB = 180 amp. 




3 Molor 


100 amp, 

$0 amp. 

769. Repeat Prob. 707 with the motor connected between the neutral and the 

negative conductor. Owing to the fact that the voltage is halved, the motor jnust 
now hike 200 amp to develop its former power, _ , 

770, In Fig. 770A is shown a balancer set ^ . w 

consisting of two dynamos, A connected be¬ 
tween the jmsitive conductor and neutral, 
and B between the negative conductor and 
neutral of a 3-wire system. The efficiency of 
tiach mac hine may be taken as 0.85. With 
the current Ub = 100 amp and the current 
l Jt = 120 amp, determine current in (a) ma¬ 
chine A; (5) machine B. (r.) Designate which 
machine is motor and which is generator. 
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771. Repeat Prob. 770 with /**, - 100 amp and //. =» ISO amp. 

772. Repeat Prob. 770 with a load of 150 amp across the negative side of the system 
and with no load across the positive Hide. 

773. A d-c load is located 800 ft from d-c bus bars and is supplied by a 2-conductor 
feeder. When the load current is 500 amp, the voltage at the load is 232.4. volts; when 
the load current is 300 amp, the voltage at the Load is 237.1 volts. Determine; (a) 
voltage at bus bars; (5) resistance of feeder; (c) circular mils of feeder. The resistance 
of a eircular-mil-foot may be taken as 10.8 ohms. 

774 u \ load of 200 kw is connected at the end of a 2 -eonductor 1,000,000-cir-mil 
feeder 1,400 ft long, and the bus-bar voltage at the sending end of the feeder is 240 
volts.' The resistance of a circular-mil-foot may be taken as 10.8 ohms. Determine: 
(a) resistance of feeder; ( b) current; (c) voltage at load; (d) efficiency of trajismission; 
(e) theoretical maximum power which the feeder could deliver to a load; (/) theoretical 
maximum current. Discuss the alternate solution of ( b ). ig) Plot curve of power as 

function of current (see Fig. 448, p. 568). _ , . ' ^ 

77B. In Prob. 774, but with the load equal to lbO kw, determine, (a) current, (5) 

voltage at load; (c) efficiency of transmission. _■ . 

776. In Prob. 775 with bus-bar voltage of 120 volts and load of 50 kw, determine, 

(a) current; (I») voltage at load; (r) efficiency of transmission; (d) maximum theoretical 
power; (e) ratio of ( d ) in this problem to (e) in Prob. 774. ~ 

777. An electric motor located 2.6 miles from liOO-volt bus bam takes 75 kw. A 
2-conductor 500,000-cir-mil feeder supplies the power. The resistance of a circular- 
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mil-foot may be taken as 10.8 ohms. Determine: (o) resistance of feeder; (b) voltage 
at motor; (r) power loss in feoder; (d) efficiency nf transmission. 

778. (a) In Prob. 777 attempt to obtain 175 kw at the load. Determine: (b) maxi¬ 
mum power load; (c) voltage at load; (d) efficiency of transmission(«) maximum 
current at load end. (/) Plot curve of power as function of current (see Fig. 448, 
p. 568), and indicate operating point in Prob. 777. 

779. If, in Prob. 778, the bus-bar voltage is 750 volts, determine: (a) two values of 
voltage at load when load is 175 kw; (b) efficiencies of transmission; (c) maximum 
power; (d) ratio of (c) in this problem to (b) in Prob. 778. 

780. A 0000 hard-drawn copper trolley wire runs from 600-volt bus bars to a point 
4 miles out. For 3 miles it is paralleled by a 300,000-cir-mil feeder which is tapped 
at every quarter mile [see Fig. 449(b), p. 5701. The resistance of the 0000 wire is 
0.268 ohm per mile, and the resistance of the 300,000-cir-mil feeder is 0.190 ohm per 
mile. The resistance of the track aad ground return is 0.05 ohm per mile. Deter¬ 
mine; (a) voltage at a car 3 miles out and taking 90 amp; (b) voltage at end of line. 

781. (a) Determine voltage at car in Prob. 780 when car is 3.5 miles from bus 
bars and taking 90 amp; (b) when cor is 2.5 miles from the bus bars and taking 
60 amp. 

782. Figure 782A shows a 6-mile length of hard-drawn 0000 copper trolley wire 
(211,000 cir mils). This is fed by three 400,000-cir-mil multiple feeders, feeding at 
points m miles apart. The resistance of the track return is 0.05 ohm per mile. The 
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resistance of a circular-mil-foot may be taken as 11 ohms. Determine: (a) equivalent 
resistance of trolley and feeders to end of line; (b) voltage at car 6 miles from station 
and taking 100 amp; (c) voltage at car 4.5 miles from station and taking 100 amp; (d) 
voltage at end of trolley wire in (c). 

783. In Prob. 782 determine voltage at ear 3.5 miles from station and taking 110 
amp. 

784. In Fig. 782A, the trolley is sectionalized at points a, b, c [see Fig. 449(d), 
p. 570]. Determine: (a) equivalent resistance of trolley and feeder to end of line; 
(b) voltage of car 6 miles from station and taking 100 amp. Compare (b) with (b) in 
Prob. 782. 

786. In Fig. 782A (sectionalized) determine voltage at car 3.5 miles from station 
and taking 110 amp. Compare with Prob. 783, and state which system of feeding is 
the more economical of copper. 

786. The peak load of a central station is 7,200 kw. The station output is 67,600 
kwhr over a 24-hr period. Determine daily load factor. 

787. A storage battery consists of 68 cells connected in series, the emf and resistance 
of each cell being 2.18 volts and 0.00227 ohm. It is desired that the battery discharge 
at the 50-amp rate into 125-volt bus bars, Determine: (a) necessary series resistor; 
(b) power developed within battery; (c) power lost in batteiy resistance; (d) power lost 
in series resistor. 

786. In Prob. 787 the emf per cell drops to 2.05 volts. Determine: (a) discharge 
current; (b) resistance to which series resistor should be adjusted to produce 50 amp 
discharge. 
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VM. Counter-efnf edit, each having an emf of 2.218 volte, are used in Frob. 787. 
Determine number which is necessary. Neglect the internal resistance of the counter* ■ 
emf cells. 

790. Assume in Prob. 787 that end-cell control is used and that Beven cells* a^e out; 
off the end of the battery, Fig. 453 (p. 375). The bus-bar voltage remains at 125. volts. 
Determine: (a) current from battery; (5) power loss in battery. 

791. A combination constant-current transformer and mercury-arc rectifier supplies 
45 series-connected 510-watt 6.6-amp d-c arc lamps over a No. 6 AWG cable, the 
resistance of which is 0.403 ohm per 1,000 ft. The length of the arc circuit is 10.8 
miles. Determine terminal voltage of generator and efficiency of transmission. 

792. Repeat Prob. 791 for a 56-lamp circuit of which the length is 12.4 miles. 
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A 

A bam pore (absolute ampere), 28 
Absolute coulomb, 30 
Absolute potential, 33 
Abvolt (absolute volt), 28 
Accumulator, 107 
Active electrical network, 83 
Air-gap ampere turns, 258 
Air ionisation, 360 
Alloys, chrome-nickel-steel, 17 
ferromagnetic, 274 
ferronickel, 17 
nickel-chromium, 17 
properties of, 592 
resistor, 17 

Alnico alloys, 224, 278 
Alphabet, Greek, 595 
Aluminum conductors, 25 
resistivity of, 15 

American Society for Testing Materials 
(ASTM) resistivity specifications, 16 
American Standards Association (ASA) 
resistivity specifications, 16 
American Wire Gage (AWG), 23 
Ammeter, 36, 147 

calibration of, with potentiometer, 188 
Ammeter shunts, 147 
Amp fere, Andre Marie, 30 
Ampere (unit), absolute, 28 
international, 30 
Ampere-turn, 249 
for air-gap, 258 
Amplidyne, 473 
Annealed copper standard, 15 
Anode, 97 

Anti-parallel distribution system, 556 
Armature, 371 
coils for, 376 
dynamo, 399 
emf in, 404 
l l R loss in, 523 
paths through, 382, 394 


Armature reaction, 415 
compensation for, 426 
cross-magnetizing component, 418 
demagnetizing component, 418 
motor, 490 

in multipolar dynamo, 422 
Armature resistance measurement, 544 
Armature-resistance speed control, 509 
Armature winding, 372 
back pitch, 377, 390 " L 

brushes for, 393 
commutator pitch, 379 
drum, 375 
duplex, 380 
equalizer on, 387 
front pitch, 377 
gramme-ring, 372 
lap, 377 
multiplex, 385 
neutral plane of, 417 
paths through, 382, 394 
progressive, 378, 391 
retrogressive, 378, 300 
wave, 389 

Automatic motor starters, 505 
Automatic voltage, regulators, 464 
Ayrton shunt, 142 
advantages, 144 

D 

Buck emf, 486 
Back pitch, 377, 390 
Balancer set, 563 
Ballistic galvanometer, 284 
Ballistic measurement of capacitance, 362 
Barkhausen effect, 203 
Battery, 95 
capacity of, 119 
cell grouping, 64 
parallel, 61 
aeries, 61 
series-parallel, 63 
central-station, 572 
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Battery, charging of, 50 r 120 
depolarization, 100 
efficiency, 132 
electrochemical principle, 109, 124 
electrolyte, 116 
emf, 55 
floating, 59 
galvanic, 96 
installation of, 118 
maximum power of, 57 
nickel-cadmium-alkali (mead), 130 
nickel-iron-alkaline, 124 
advantages, 128 
assembly, 126 
data, 129 
plates, 124 
pilot cell, 116 
polarization, 99 
portable, 113, 118 
primary, 95, 97 
rating, 119, 129 
resistance, 55, 98 
secondary, 95, 98 
separators, 115 

silver chloride-magnesium water-ac¬ 
tivated, 105 
specific gravity, 117 
stationary, 114 
Btorage, 107, 562, 572 
temperature, 118 
Bilateral circuit, 83 
Biot, Jean Baptiste, 231 
Biot-Savart law, 230 
Bipolar generator, 24G 
Blowout magnetic, 508 
Bohr atom, 197 
Booster generator, 462 
Brakes, magnetic, 242 
Braking, dynamic, 515 
regenerative, 515 

Breakdown point of generator. 442 
Bridge, decade, 165 
capacitance, 363 
dial, 165 
Kelvin, 169 
slide-wire, 168 
Wheatstone, 163 

Bridge measurement of capacitance, 363 
British thermal unit (Btu), 48 
Browne ft Sharpe gage, 23 
Brush-contact loss, 524 
Brush-friction loss, 523 


Brushes for dynamo, 403 
Building up of generator emf, 413 
failure of t 414 


Cables, bare concentric lay, 590 
carrying capacity of underground, 593 
fault location in, 364 
stranded, 24 
testing of, 171, 364 
Capacitance, 323, 334 
calculation of, 343, 352 
of coaxial cylindrical capacitor, 345 
of concentric spherical capacitor, 347 
of parallel cylinders, 348 
of parallel-electrode capacitor, 343 
Capacitance measurement, 362 
ballistic method, 362 
bridge method, 363 
Capacitivity, 333 

Capacitors, coaxial cylindrical, 345 
discharge of, 359 
energy storage in, 341 
in parallel, 337 
in series, 337 
spherical, 347 

Carrying capacity, of copper wire, 59) 
of power cables in ducts, 593 
Cathode, 97 
Cell, Daniell, 100 
dry, 102 

Edison nickel-iron-alkaline, 124 
electrolytic, 97 
Exide-Ironclod, 113 
gravity, 100 
lead-lead-acid, 108 
EedanchG, 101 
Nicad, 130 

nickcl-eadmium-alkali, 130 
nickel-iron-alkali, 124 
primary, 97 
Ruben, 104 

secondary, standard, 106 
silver chloride-magnesium water-ac¬ 
tivated, 105 
storage, 98, 107 
unsaturated, standard, 106 
voltaic, 96 

Weston standard, 106 
cgs (centimeter-gram-second) units, 27, 
249 

ampere-turn, 249 
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ega (centi meter-gram-second) units, elec¬ 
tromagnetic! 211 
electrostatic f 211 
fliix, 250 
flux density, 250 
gauss, 250 
gilbert, 249 

magnetic induction, 250 
magnetic pole, 211 
magnetomotive force, 249 
maxwell, 250 
permeance, 250 
relative permeability, 250 
reluctance, 250 
Central-station battery, 572 
Charging of batteries, 59, 120 
Chrome-nickel-stecl alloys, 17 
Chuck, magnetic, 224 
Circuit, 83 
bilateral, 83 
linear, 83 
nonlinear, 83 
parallel, 39 
series, 38 
series-parallel, 43 
unilateral, 83 
Circular mil, 12 
Circular-mil-foot, 13 
Circular-mil-inch, 14 
ClaBs A and Class B insulation, 541 
Closed-loop system, 557 
Coaxial cylindrical capacitor, 345 
Coefficient of coupling, 316 
Coercive force, 203, 223 
Coil, dummy, 393 
extension, for voltmeter, 151 
field, of dynamo, 398 
split, 381 

Commercial Holenoid, 239 
Commutating poles, 427, 437 
Commutation, 429 
Commutator, 402 
sparking at, 434 
Commutator pitch, 379, 392 
Compass needle, 207 
Compensation for armature reaction, 426 
Compound generators, 451 
characteristic of, 452 

effect of Speed on, 457, 463 
series-turn determination for, 458 
long-shunt, 452 
parallel operation of, 547 


m 

Compound generators, short -shunt, 452 
Compou nd motor, 498 
Compounding effect of isomniirt&ting 
poles, 490 

Concentric-magnet instruments/152 
Concentric-scale instruments, 153 
Concentric spherical capacitor, 347 
Conductance, 6, 9 
specific, 9 
Conductors. 4 
electrolytic, 4, 96 
gaseous, 4 
silver, 25 

weight of, 553, 554 
Consequent poles, 206 
Constant-potential distribution, 555 
Controllers for motors, 505 
Copper, annealed standard for, 15 { 
resistance temperature coefficient 21 
resistivities of, 14 
specifications for, 16 
wire table for, 589 
Core of dynamo, 396 
Core loss, 523, 525 
eddy-ourrent, 525 
hysteresis, 526 
pole-face, 526 
Corkscrew rule, 229 
Corona, 360 

Coulomb, Charles A., 29 
Coulomb’s law, 217, 325, 350, 354 
Counter emf, 486 
Countcr-emf cells, 575 
Coupernick, 276 
Coupling coefficient, 316 
Cradle dynamometer, 520 
Critical field resistance, 414 
Cross magnetizing, 418, 424 
demagnetizing effect of, 425 
Cumulative compound motor, 498 
Current, 30 
direction of, 2 

in inductive circuit, 305, 308 
measurement of, 36 

with potentiometer, 187 
Current capacity, of cables in ducts, 593 
of copper conductors, 591 

P 

Damping, galvanometer, 140 
Daniel) cell, 100 
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Daraf, 337 

D’Arsonval galvanometer, 138 
damping of, 140 
Decade bridge, 165 
Delta-star equivalent, 87 
Delta system, 87 
Demagnetisation curve, 223 
Demagnetising component of armature 
reaction, 418, 424 
Density of flux, 250 
Depolarization, 100 
Died bridge, 165 
Diamagnetic material, 197 
Dielectric, 332 
Dielectric constant, 333 
Dielectric field, 326 
Dielectric strength, 333 
Difference of potential, 31, 33, 35, 331 
Differential compound motor, 498 
Direct-acting r voltagc regulator, 464 
Direct-current distribution system, 566 
Distributed parameters, 83 
Distribution of power, 551 
Distribution system, d-c, 566 
return-loop, 556 
series-parallel, 557 
Distribution voltages, 555 
Diverter, 453 

Diverter-pole generator, 468 
Dobrowolsky method, 565 
Doubly reentrant winding, 386 
Drum winding, 375 
Dry cell, 102 
Dummy coil, 393 
Duplex winding, 386 
Dynamic braking, 515 
Dynamic electricity, 2, 323 
Dynamo, operation of, 522 
Dynamo construction, 366 
armature, 399 
commutator, 402 
core, 396 
field coils, 398 
field core, 398 
frame, 396 
pole shoes, 398 
Dynamo heating, 540 
Dynamo losses, 522 

Dynamo magnetic-circuit calculations, 
260 

Dynamo ratings, 540 
Dynamometer, cradle, 520 


Dynamotor, 521 
Dyne-centimeter, 45 

E 

Earth-current electrolysis, 571 
Eddy-current loss, 267, 525 
Edison, Thomas A., 124 
Edison nickel-iron-alkaline cell, 124 
advantages, 128 
assembly, 126 

charge and discharge characteristics, 
127 
data, 129 
plates, 124 

Edison three-wire system, 557 
loading, balanced, 558 
unbalanced, 558 
method of obtaining, 561 
open neutral, 559 
voltage unbalance, 560 
Efficiency, of batteries, 133 
of dynamo, 522, 527, 539, 540 
from losses, 528 
Elastancc, 337 
Electric field, 326, 587 
Electric-network theorems, 83 
Electric-railway distribution, 570 
Electric welding generator, 470 
Electrical instruments, 137 
Electrical measurements, 155 
Electricity, flow of, 2 
static, 323 
Electrode, 97 
Electrolysis, 133 
by earth currents, 571. 

Faraday’s law of, 134 
Electrolyte, 96, 116 
Electrolytic cell, 97 
Electrolytic conductors, 4, 96 
Electromagnetic units, 27 
cgs, 2J1 

mks, rationalized, 222 
unrationalized, 220 
Electromagnetism, 228 
Electromagnets, 239 
plunger, 240 

Electromotive force (emf), armature, 404 
battery, 55 
generator, 366 

by coil rotation, 369 
direction of, 369 
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Electromotive force (emf), motor arma¬ 
ture, 486 
self-induced, 302 
in armature, 432 
Electrons, 2 

direction of flow of, 2 
Electroplating, 135 
Electrostatic charges, 324 
Electrostatic field, 326 
Electrostatic induction, 328 
Electrostatic units, 27, 325 
cgs, 325 

mks, rationalized, 354 
unrationalized, 349 
Electrostatics, 323 
Electrotyping, 136 
Emergency power system, 574 
End-cell control, 575 
Energy, 32, 45 
in capacitor, 341 
in electric field, 343 
magnetic, 311, 314 
in magnetic field, 310 
measurement of, 191 
Energy units, 45 

Equalizer on armature winding, 387 
Equator of magnet, 205 
Equivalent, delta syslom, 87 
Equivalent star system, 87 
Erg, 45 

Estimation of feeders, 51 
Ewing and Webber theory, 204 
Exciter loss, 523 
Exide-Jronclad cell, 113 
Exide-Mnncliestcr plates, 110 
Extension cods for voltmeters, 151 
External characteristic of shunts, 441,448 
External shunts, 148 

F 

Farad, 336 

Faraday, Michael, 336 
Faraday’s disc dynamo, 465 
Faraday’s law of electrolysis, 134 
Four© plate, 112 
Feeder estimation, 51 
Feeder systems, 556 
Ferromagnetic alloys, 274 
ferromagnetic material, 196 
rronickel alloys, 17 
eld coil of dynamo, 398 
field control of motor speed, 511 


Field core of dynamo, 398. 
Field-discharge switch,-312. 

Field intensity* 213, 329 
electrostatic, 350 
with parallel electrodes, 339 
Field-resistance line, 411 
critical, 414 
Figures, magnetic, 206 
Flat-compounded generator, 452 
Fleming's rule, left-hand, 481 
right-hand, 369 
Floating battery, 59 
Flow of electricity, 2, 33 
Flux (see Magnetic flux) 

Flux-current linkages, 300 
Flux density, 213, 250 
electrostatic, 329, 350 
Flux linkages, 300 
Flux measurement, 284 
ring method of, 291 
yoke method of, 28U 
Force, lines of,.205, 208 
magnetic, between parallel surfaces, 
218 

Forced winding, 393 
Four-point motor starter, 503 
Four-terminal network, 90 
L, 93 
X, 91 
T, 92 

Fractional pitch, 376 
Frame of dynamo, 396 
Friction and windage loss, 523 
Front, pitch, 377 

G 

Galvani, Luigi, 96 
Galvanic battery, 96 
Galvanometer, 138 
ballistic, 284 

calibration of, for flux measurement, 
287 

damping of, 140 
D* Arson val, 13B 
shunts for, 141 
Ayrton, 142 
Gaseous conductors, 4 
Gauss, Karl Friedrich, 214 
Gauss (unit), 214, 250 
Generator, 366 
amplidyne, 473 
bipolar, 246 
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Generator, booster, 462 
characteristics of, 404 
compound (see Compound generators) 
definition of, 366 
diverter-pole, 468 
electric welding, 470 
emf of, 366 
armature, 371 
building up, 413 
failure of, 414 
by coil rotation, 360 
direction of, 360 
flat-compounded, 452 
homopolar, 465 
overcompounded, 452 
regulation of, 444 
Rototrol, 476 
series, 461 
shunt, 412 
third-brush, 466 
three-wire, 565 
total characteristic of, 445 
undercompounded, 452 
unipolar, 465 
welding, 470 
Gilbert, William, 249 
Gilbert (unit), 249 
Giorgi system, 220 
Gould positive plate, 110 
Gradient, voltage, 52, 333 
Gram-calorie, 33, 48 
Gramme-ring winding, 372 
Gravity cell, 100 
Greek alphabet, 595 

H 

Hand rule, 229 
Heat energy, 311 
Henry, Joseph, 301 
Henry (unit), 301 
High mica, 436 
Hipernik, 276 
Homopolar generator, 465 
Hysteresis, 200, 263 
in dynamo armature, 526 
Hysteresis loss, 265, 526 
Hysteresis loop, 276, 294 

1 

Impedance, transfer, 86 

Indicating instruments (see Instruments) 

induced emf, 297 


Induced magnetism, 215 
Inductance, 297, 301 
measurement of, 320 
mutual, 315 

Induction, electrostatic, 328 
lines of, 205, 208 
magnetic, 250 
Induction coil, 321 
Inductive capacity, specific, 333 
Inferred zero resistance, 21 
Instruments, 137 
concentric-magnet, 152 
concentric-scale, 153 
portable, 147 
Weston-type, 145 
Insulation testing, 175 
Insulator, 2, 4, 332 
Intensity of magnetization, 214 
International ampere, 30 
International Annealed Copper Standard. 
15 

International joule, 32 
International ohm, 31 
International volt, 31 
International watt, 32 
Interpoles, 437 
Ionization of air, 360 
Ions, 2 

Iron-loss separation, 270 
J 

Joule, James Prescott, 32 
Joule (unit), 32, 45 
international, 32 

K 

Kamerlingh-Onnes, Professor, 4 
Kapp method, 537 
Kelvin bridge, 169 
Kilowatt, 44 
Kilowatt-hour, 33, 46 
Kirchhoif, Gustav Robert, 68 
Kirchhoff’s laws, 55, 68, 7 J 
as applied, to networks, 73, 75 
to power Bystems, 78 
to railway systems, 76 
Koepsel permeameter, 284, 298 

L 

L network, 83 

Ladder system of feeding, 570 
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Lap winding, 377 
uses, 396 

?<aw, of magnetic circuit, 264 
of magnetic field, 216 
Lead-le&d-acid cell, 108 
Leading pole tip, 417 
LedanrJte cell, 101 

Leeds and Northrup potentiometer, 181 
Left-hand rule, 481 
Lena, Heinrich Friedrich Emil, 299 
Ijenz’g law, 299 
Lifting magnets, 242 
Lincoln motor, 512 
Linear circuit, 83 
Lines, of force, 205, 208 
of induction, 205, 208 
of magnetization, 208 
Load curve of power system, 573 
Load factor, 573 
Lodestone, 196 

Long-shunt compound generator, 452 
Losses, brush-contact, 524 
brush-friction, 523 
core (see Core loss) 
dynamo, 522 
exciter, 523 
hysteresis, 265, 526 
pole-face, 526 
rheostat, 523 
stray-load, 524 
ventilating, 523 

Low-resistance potentiometer, 181 
Lumped parameters, 83 

M 

Magnet wire, diameters of, 594 
Magnetic blowout, 508 
Magnetic brakes, 22 
Magnetic calculation for dynamo, 260 
Magnetic chucks, 224 
Magnetic circuit, 206, 248 
of dynamo, 260 
law of, 254 
Magnetic energy, 311 
utilization of, 314 
Magnetic field, 206, 587 
around conductor, 228 
energy of, 310 
in inks units, 237 
law of, 216 
of single turn, 233 
of solenoid, 235 


Magnetic figures, 206 
Magnetic flux, 250 
measurement of, 284 
ring method, 291 
yoke method, 289 

Magnetic force between parallel surfaces, 
218 

Magnetic induction, 250 
Magnetic materials, 196 
Magnetic separators, 242 
Magnetic shielding, 227 
Magnetic track brake, 243 
Magnetic units, cgs, 211 
inks, rationalized, 222 
unrationalized, 221 
Magnetism, 196 
induced, 215 
Magnetite, 196 

Magnetization, and hysteresis, 200 
intensity of, 214 
lines of, 208 

Magnetization curve, 252 
Magnetizing, 283 
Magnetomotive force, 249 
of armature windings, 420 
diagram, 419 
Magnets, 204 
equator of, 205 
lifting, 24 2 
natural, 196 
neutral zone of, 205 
stabilizing of, 283 
M&nganin, 18 

Maximum feeder power, 567 
Maxwell, James Clerk, 211 
Maxwell (unit), 211, 250 
Maxwell system of units, 220 
Maxwell’s mesh equations, 80 
Measurements, 137 
capacitance, 362 
current, 36 
electrical, 137 
energy, 191 
flux, 284 

mutual-inductance, 320 
power, 190 
resistance, 155 
self-inductance, 320 
voltage, 36 

Megger insulation tester, 160 
Megohm, 5 

Mesh equations, Maxwell’s, 80 
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Metallic conductors, 4 
Metals, properties of, 502 
Meter, watthour, 191, 195 
Meter-kilogram-second system, 29, 219 
Mho, 9 

Mho-centimeter, 9 
Micro&mmeters, 147 
Microfarad, 330 
Microhm, 5 
Mil, 12 
circular, 12 
square, 12 

Milliammeters, 147 * 

Milliohm, 5 

mks magnetic poles, 221 
mks system, 283 
electrical, 29 
magnetic, 586 
rationalized, 222, 273 
unrationalized, 220, 271 
Motors, 479 
applications, 500 
armature reaction, 490 
compound, 498 
control, 508 
counter emf, 486 
performance, 539 
principle, 479 
series, 495 
shunt, 492 
speed control, 508 

armature-resistance method, 509 
field-control method, 511 
Lincoln motor, 512 
multivoltage method, 510 
series-parallel, 512 
Ward Leonard, 510 
starters, 501 
automatic, 505 
three-point, 501 
testing, 516 

cradle-dynamometer, 520 
prony-brake, 516 
speed-measurement, 520 
torque, 483 

Multiple-coil winding, 380 
Multiple-unit control, 513 
Multiplex windings, 385 
Multipliers for voltmeters, 151 
Murray loop test, 172 
Jfcfutual inductance, 297, 315, 317 
, . measurement of, 320 


N 

Natural magnets, 196 
Negative charges, 2 
Nernst lamp, 4 

Network solution, 73, 75, 76, 78 
Networks, active, 83 
four-terminal, 90 
L, 83, 93 
passive, 83 
w, 84, 91 
T, 84, 92 

Neutral plane of armature, 417 
Neutral zone of magnet, 205 
Newton, Sir Isaac, 221 
Newton (unit), 221 
Nicad cell, 130 

Nickel-cadmium-alkali cell, 130 
advantages, 132 
application, 132 

charge and discharge characteristic* 
131 

construction, 130 
electrolyte, 130 
Nickel-chromium alloys, 17 
Nickel-iron-alkali cell, 121 
advantages, 128 
assembly, 126 

charge and discharge characteristic, 
127 

data, 129 
electrolyte, 124 
plates, 124 
Nonlinear circuit, 83 
Normal cell, standard, 106 
North pole, 205 
North-seeking pole, 205 
Nucleus, 2 

O 

Oersted, Hans Christian, 213 
Oersted (unit), 213 
Ohm, Georg Simon, 5 
Ohm (unit), 5 
international, 31 
Ohm-centimeter, 7 
Ohmmeters, 158 
Ohm's law, 3, 37 
Operation of dynamo, 522 
Opposition test, 537 
Overcorapounded generator. 452 
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P 

irallel hattery cells, 61 
parallel circuit, 39 
Parallel conductances, 11 
Parallel cylinders, capacitance of, 348 
Parallel electrodes, capacitance of, 343 
field intensity between, 339 
Parallel operation, of compound genera¬ 
tors, 647 

of shunt generators, 545 
Parallel resistors, 11 
Paramagnetic materials, 197 
iParameters, 83 
Passive electrical network, S3 
Pasted plates, 112 
Permalloy, 274 

&manent magnets, 196, 204, 276 
lesign of, 280 

4ncability, relative, 220, 250, 253 
S&ieameter, Koepsel, 284, 293 
|rmeance, 250 
Perminvar, 275 
Permittivity, 333 
Photocells, 154 
ir network, 84 
Pilot cell, 116 
Pitch, 377, 379 
fractional, 376 
pole, 376 

Plante plates, 110 
Plunger electromagnet, 240 
Poggendorf method, 180 
Polarization, 99 
Pole-faee losses, 526 
Pole pitch, 376 
Pole shoes, 398 
Pole strength, 213 
Pole tip, leading and trailing, 417 
Poles, commutating, 427, 437 
consequent, 206 
inks magnetic, 221 
north and south, 205 
Portable battery, 113, 118 
Portable external shunt, 148 
Portable instruments, 147 
Potential, absolute, 33 

difference of, 31, 33, 35, 331 
drop in feeder, 49 
Potentiometer, 179 
current measurement with, 187 
Leeds and Northrup, 181 


Potentiometer, Poggendorf, lift 
Thompson-Varley, 184-/ 
voltage measurement with, 18$ 

Wolff, 185 
Power, 32, 44 
measurement of, 189 
transmission of, 551 
Power-distribution systems, SSI 
load curve of, 673 
Practical electrical units, 29 
Practical system of units, 28, 211 
Primary battery, 95, 97 
Primary cell, 97 
Progressive winding, 378, 391 
Prony brake, 516 

Q 

Quantity of electricity, 29 
R 

Railway distribution, 570 
Rating of batteries, 119 
Rationalized inks system, 27, 220, 222, 
273 

Reaction, armature (sec Armature reac¬ 
tion) 

Reciprocity theorem, 86 
Reentrant winding, 385, 387 
Regenerative braking, 515 
Regulation, generator, 444 
speed, 493 

voltage, automatic, ^64 
Relation among units, 579, 581 
Relative permeability, 220, 250, 253 
Reluctance, 250 

self-inductance with varying, 304 
Remanence, 202, 223 
Resistance, 1, 31 
battery-cell, 55, 98 
critical field, 414 

effect of conductor geometry on, 6 
fundamental property of. 3 
inferred zero, 21 
measurement of, 155 
cable testing, 171 
decade and dial bridges, 165 
insulation, 175 
Kelvin bridge, 169 
megger tester, 160 
Murray loop, 172 
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Resistance, measurement of, ohmmeter, 
158 

slide-wire bridge, 168 
Vsrley loop, 174 
voltmeter-ammeter method, 156 
voltmeter method, 166 
Wheatstone bridge, 163 
series, and capacitance, 356 
specific, 6 

temperature coefficient of, 18 
for copper, 21 
unit of, 5 
Resistivity, 6 
aluminum, 15 
copper, 14 
volume, 8 

Resistivity specifications, 16 
Resistor alloys, 17 
Resistors, connection of, parallel, 11 
series, 10 
materials for, 17 
standard, 188 

Retrogressive winding, 378, 390 

Return-loop distribution system, 556 

Rheostat loss, 523 

Right-hand rule, 360 

Ring method of flux measurement, 291 

Rototrol, 476 

Ruben cell, 104 

Rules. Corkscrew and hand, 229 
^/Wt-hand, 481 
right-hand, 369 

S 

Saturation curve, 408 
determination of, 410 
relation of shunt characteristic to, 447 
Savart, F61ix, 231 
Secondary battery, 95, 98 
Secondary cell, standard, 106 
Sectioualized trolley system, 570 
Self-inductance, 297, 300, 317 
measurement of, 320 
with varying reluctance, 304 
Semiconductors, 22 
Separators, battery, 115 
magnetic, 242 
Series battery cells, 61 
Series booster, 462 
Series circuit, 38 
Series distribution system, 576 


Series-field winding PR loss, 524 
Series generator, 461 
Series motor, 496 
starters, 505 

Series-parallel battery ceils, 63 
Series-parallel circuit, 43 
Series-parallel distribution system, 557 
Series-parallel speed control of motors, 
512 

Series resistance and capacitance, 356 
Series resistors, 10 
Shielding, magnetic, 227 
Shoes, pole, 398 

Short-shunt compound generator, 452 
Shunt, ammeter, 147 
Ayrton, 142, 144 
galvanometer, 141 
Shunt characteristic, 441 
effect of speed on, 463 
external, 148, 441, 448 
internal, 441 

relation of, to saturation curve, 447 
total, 445 

Shunt-field PR loss, 523, 524 
Shunt generator, 412 
characteristic, 441 
parallel operation, 545 
Shunt motor, 492 
speed regulation, 493 
Silver chloride-magnesium water^acti- 
vated battfery, 105 
Silver conductor, 25 
Simplex winding, 385 
Singly reentrant winding, 387 
Skin effect, 7 
Slide-wirerbridge, 168 
Slip ringi^3?0 
Solenoid, 235 
commercial, 239 
standard, 285 
South pole, 205 
South-seeking pole, 205 
Space constants, 221, 334 
Sparking at commutator, 434 
Specific conductance, 9 
Specific gravity, 117, 588 
Specific inductive capacity, 333 
Specific resistance, 6 
Speed control of motors, 508 
armature-resistance method, 509 
field-control method, 511 
Lincoln motor, 512 





